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PREFACE. 


It  has  been  tritely  remarked  that  "  There  is  nothing  new  under 
the  sun."      In  view  of  this  sapient  aphorism  the  reader  will  not  ex- 
pect to  find  much  that  is  strange  or  remarkable  in  the  present  vol- 
ume.    Books,  however,  are  something  like  kaleidoscopes,  in  which 
ideas,  like  the  bits  of  colored  glass,  resolve  themselves  into  innumer- 
able stellate  forms,  presenting  to  the  inspector  picture  after  picture, 
each  of  seemingly  different  origin  from  the  preceding  ones.     While 
investigating  a  subject,  it  has  been  the  custom  of  the  author  to  obtain 
all  the  works  by  different  writers  on  the  question  under  consideration, 
and  to  read  them  successively ;  thereby  viewing  the  matter  from  a 
number  of  different  standpoints.     He  has  found  this  an  exceedingly 
valuable  way  of  acquiring  information,  and  remembers  with  the  live- 
liest sense  of  gratitude  the  various  expositors  from  whose  differing 
horizons  he  has  scanned  the  landscape  of  complicated  topics. 

The  present  volume  has  been  prepared  chiefly  from  the  aspect  of 
the  author's  experience,  and  is  an  endeavor  to  collect  and  arrange  in 
an  accessible  and  convenient  form  the  data  necessary  to  the  scien- 
tific designing  and  proportioning  of  Electrical  Circuits.  No  attempt 
has  been  made  to  describe  any  Central  Station  machinery ;  for  the 
scope  of  the  volume  would  not  permit  of  an  extension  beyond  the 
material  relevant  to  the  "  Transmission  of  Energy,"  so  aptly  and 
untranslatably  termed  by  the  French  ^^Canalisation'' 

The  opening  chapters  are  devoted  to  an  outline  of  Circuits,  and 
to  an  annunciation  of  the  principles  and  laws  governing  Conductors 
and  Insulators.  This  is  followed  by  a  discussion  of  the  methods  of 
constructing  Aerial  Lines  and  description  of  Underground  Conduits 


111 


IV  PREFACE, 

and  Conductors.  Succeeding  these,  a  chapter  is  devoted  to  Testing 
Instruments,  and  one  to  the  Methods  of  Measuring  and  Inspecting 
Lines,  and  of  determining  and  remedying  any  faults  that  may  be  found 
to  exist.  In  Chapters  VII.  and  VIII.,  the  laws  of  Continuous  and 
Alternating  Circuits  are  exhibited.  Subsequently,  distribution  proper 
is  treated  in  three  chapters,  under  the  heads  of  "  Series  Distribu- 
tion," "Parallel  Distribution,"  and  "Miscellaneous  Methods."  In 
the  concluding  chapter,  a  rough  approximation  is  given  for  obtaining 
the  cost  of  Circuits  and  cost  of  the  production  of  Electrical  Energy. 

It  has  been  the  attempt  of  the  author  to  herein  collate  such 
methods  of  Circuit  Construction,  in  connection  with  tabulated  data, 
as  have  been  sanctioned  by  the  best  practice,  both  in  this  country 
and  in  Europe.  No  attempt  has  been  made  to  render  the  volume  an 
encyclopedia ;  and,  therefore,  all  matter  obsolete  or  antiquated  has 
been  rejected,  and  only  such  is  presented  as  seems  to  be  fully  war- 
ranted by  the  present  state  of  the  art.  Wherever  possible,  the  lines 
along  which  future  practice  is  likely  to  lie  have  been  indicated.  The 
chapters  on  measuring  instruments  and  methods  of  testing  have 
been  carefully  abridged  to  include  only  such  information  as  is  valu- 
able to  the  practicing  engineer,  laboratory  appurtenances  and  meth- 
ods being  entirely  eliminated.  In  a  large  proportion  of  the  methods 
of  measurement,  the  simple  literal  formulae  for  the  solution  of  the 
problem  in  question  are  given,  without  any  attempt  at  the  necessary 
demonstration  of  the  truth  of  the  same.  Inasmuch,  however,  as 
nearly  all  such  formulae  are  directly  derivable  from  the  laws  of  Ohm 
and  Kirchhoff,  involving  only  algebraic  processes,  the  reader  can 
easily  deduce  the  equations  for  himself.  For  a  more  complete  expo- 
sition of  the  methods  of  measurement,  the  reader  is  referred  to  the 
works  of  Hospitaller,  Gerard,  Weiller  &  Vivarez,  Kempe,  and  Monroe 
&  Jameson.  In  the  chapters  on  Distribution,  sufficient  importance  is 
attached  to  the  subject  to  give  the  mathematical  discussion  in  full, 
involving,  however,  only  the  simplest  applications  of  the  calculus. 
Wherever  practicable,  liberal  use  of  illustrations  has  been  made  ;  for 
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ocular   demonstration  is  always  much  clearer  and  more  concise  than 
any  verbal  description. 

To  the  works  of  Picou,  Hospitalier,  Cadiat,  Gerard  &  Weiller, 
Kempe,  Thomson,  Kennelly,  Ayrton,  Perry,  Preece,  and  Heaviside, 
and  to  the  "  Transactions  of  the  Electrical  Engineers,"  the  London 
EUctriciafty  the  Electrical  Worlds  the  Electrical  Engineer^  and  La  Lu- 
mihre  £lectriquey  also  the  Street  Railway  Journal^  the  author  has 
long  been  indebted  for  information  that  has  happily  led  to  the  suc- 
cessful construction  of  many  transmission  plants,  and  which,  passed 
through  the  sieve  of  experience,  is  here  presented  to  the  public ;  and 
for  benefits  thus  derived,  he  has  long  wished  for  an  opportunity  to 
gratefully  acknowledge  his  obligation.  Acknowledgment  is  particu- 
larly due  to  Mr.  F.  J.  Dommerque,  for  aid  in  the  preparation  of 
many  of  the  tables,  and  in  verification  of  the  proof-sheets.  Con- 
vinced, from  the  standpoint  of  experience,  of  the  utility  of  the  infor- 
mation, the  author  trusts  that  the  electrical  section  of  the  engineering 
profession  may  find  the  present  presentation  of  value  in  practical 
construction. 

Chicago,  III.,  Jan.  15,  1895. 
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Electrical  Transmission  of  Energy. 


CHAPTER    I. 

INTRODUCTION. 

ELECTRICAL  DISTRIBUTION. 

Art.  1.  Distribution  in  General.  —  The  distribution  of  Elec- 
tricity comprises  a  study  of  the  appropriate  methods  for  supplying 
Electrical  Energy,  generated  by  one  or  more  sources,  to  a  number  of 
receiving  mechanisms,  or  translating  devices,  the  quantity  given 
to  each  one  being  properly  proportioned  to  its  needs ;  the  investiga- 
tion of  the  conditions  for  accomplishing  this  distribution  in  the  most 
exact  and  economical  manner ;  and  finally  an  examination  of  the 
means  whereby  distributing  plants  may  be  rendered  permanent, 
durable,  and  secure. 

The  methods  of  distribution  are  chiefly  controlled  by  the  way  in 
which  it  is  considered  advisable  to  arrange  the  receiving  mechanisms. 
This  arrangement  of  the  receivers  is  indicated  by  the  service  which 
they  are  called  upon  to  perform,  and  being  involved  in  the  design  of 
the  plant  in  question,  must  be  settled  in  each  particular  case  for 
itself. 

Three  principal  methods  are  common  for  the  arrangement  of  the 
receiving  mechanisms ;  they  may  be  arranged  in  Series,  in  Parallely 
or  by  a  Combination  of  the  two  previous  methods.  It  is  also  fre- 
quently advisable  to  employ,  between  the  generators  and  the  re- 
ceivers, intermediate  or  auxiliary  contrivances,  such  as  accumulators, 
transformers,  or  the  like,  the  use  of  which  gives  rise  to  the  various 
problems  in  indirect  distribution. 


Fig.  1.    Diagram  of  a  simple 
Series  Circuit 
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2,  Distribution    in    Series.  —  Under    this    method    all   of   the 
receivers  are  placed  one  after  the  other  in 

succession  upon  a  single  conductor  extending 
throughout  the  entire  circuit  from  pole  to 
pole  of  the  generator.  This  method  is  illus- 
trated in  Fig.  1. 

3.  Distribution    in    Parallel.  —  In   this 

system  one  or  more 
pairs  of  conductors, 
running    parallel    to 

each  other,  are  arranged,  extending  to  the 
limits  of  the  circuit.  Each  receiver  is  con- 
nected across  one  of  the  pairs  of  mains, 
thus  forming  a  circuit  which  is  independent 
of  that  of  every  other  receiver.  See  Fig.  2. 
4.  Mixed  Systems.  —  A  combination 
of  the  two  preceding  methods  is  a  natural 
consequence,  giving  rise  to  designs  as  ex- 
emplified in  Fig.  3,  some  of  the  receivers 
being  placed  in  parallel,  as  previously  indi- 
cated, while  others  may  be  placed  in  series 
and  joined  across  the  mains  from  the  gener- 
ator, each  series  circuit  being  arranged  in 
parallel  to  all  the  other  series  circuits,  thus  uniting  in  one  both 
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Fig.  2.    Diagram  of  a  simple 
Parallel  Circuit 
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Fig.  8.    Diagram  of  a  Series-parallei  Clratlt 


systems.  Obviously,  to  unite  the  generators  in  series  and  then  to 
place  them  across  the  mains  in  parallel,  in  a  manner  similar  to  the 
arrangement  of  the  receivers,  readily  followed  ;  giving  rise  to  the  now 
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famous   three,    five,   and  seven  wire   systems  'now  used  for  direct 
current  distributions  of  magnitude. 

5.  Indirect  Distribution.  —  Finally,  if  between  the  generator 
and  the  receiver  intermediate  contrivances  for  transformation  or  accu- 
mulation of  Electrical  Energy  are  em- 
ployed, the  arrangement  of  the  circuits 
between  the  generator  and  the  accumu- 
lator, or  transformers,  and  between  the 
latter  and  the  receivers,  may  be  entirely 
different.  For  example.  Fig.  4  shows 
in  outline  the  combination  of  a  lamp 
circuit  fed  by  accumulators  charged 
from  a  generator ;  the  accumulators 
are  in  series  across  the  mains  of  the 
generator,  while  the  lamps  are  placed 
in  parallel    across  two  halves  of    the  battery  of  accumulators. 

The  various  methods  here  outlined,  together  with  the  ramifications 
and  modifications  practically  found  to  be  of  advantage,  will  be  suc- 
cessively considered,  proceeding  from  the  simple  to  the  more  com- 
plicated forms.  Previously,  however,  it  is  advisable  to  examine  the 
characteristics  of  the  materials  adapted  to  the  construction  of  electric 
circuits  ;  and  to  study  such  methods  of  construction  as  the  present 
state  of  the  art  indicates  as  advisable.  It  is  also  desirable  to  become 
sufficiently  familiar  with  electrical  instruments  and  methods  of  meas- 
uring to  enable  the  practitioner  to  examine  into  and  determine  the 
performance  of  a  transmission  plant,  and  to  remedy  any  defects  or 
faults  that   may  be  revealed. 
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F\g.  4.    Diagram  of  Indirect  Distribution, 
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CHAPTER   II. 

« 

THE   PROPERTIES    OF   T77IRE. 

Art.  6.  Every  present  system  for  the  distribution  of  energy 
by  electricity  comprises,  as  its  most  important  constituent,  a  circuit 
formed  of  some  substance  which  is  a  good  conductor  of  electricity, 
and  which,  connecting  the  generators  and  various  receivers,  conveys 
to  each  its  appropriate  supply.  Inasmuch  as  the  metals  are  the  best 
conductors,  they  are  universally  selected  to  form  at  least  a  part  of 
the  conducting  circuit,  and  for  this  purpose  are  most  conveniently 
employed  in  the  form  of  bands,  or  rods  of  small  dimensions  usually 
termed  wire. 

7.  Wire  Manufacture.  —  While  a  detailed  description  of  the 
process  of  wire  manufacture  is  foreign  to  the  scope  of  this  work, 
it  is  advisable  to  outline  it  sufficiently  to  enable  a  proper  design  for 
the  line  circuit  to  be  made.  So  far  as  the  distribution  of  electrical 
energy  is  concerned,  but  three  kinds  of  wire  have  any  commercial  im- 
portance, —  iron  wire,  copper  wire,  and  the  various  forms  of  bronze. 
The  metal  to  be  formed  into  wire  is  cast,  or  rolled,  into  masses  about 
six  inches  square  by  three  or  four  feet  in  length,  technically  termed 
"  Blooms  ; "  and  each  bloom  is  then,  by  succeeding  passes  through 
rolls,  reduced  to  a  long  and  slender  rod  about  half  an  inch  in  diam- 
eter, and  approximately  of  a  circular  section.  Wire  smaller  than 
this  size  it  has  been  found  impracticable  to  roll.  For  the  lesser 
diameters  recourse  is  had  to  the  process  of  wire  drawing,  which 
consists  in  pulling  the  rolled  rod  through  constantly  decreasing  holes 
in  a  series  of  hardened  steel  or  agate  plates.  Thus  the  rod  is  given 
an  exact  circular  cross-section,  and  by  repeated  passes  through  the 
dies  may  be  reduced  in  diameter  to  any  desired  extent. 

8.  Hard-Drawing.  —  Pulling  the  metal  through  the  die  produces 
a  change  in  its  molecular  structure,  whereby  the  rod  becomes  consid- 
erably compressed  and  hardened,  its  tensile  strength  being  markedly 
augmented,  with  a  corresponding  diminution  in  elasticity.  This 
effect,  which  seems  to  be  analogous  to  the  process  of  tempering  in 
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Steel,  becomes  of  great  importance  in  increasing  the  strength  of  the 
material  forming  the  wire.  Steel  having  a  tensile  strength  of  60,000 
lbs.  to  80,000  lbs.  per  square  inch  in  the  bloom,  may  by  this  so-called 
method  of  "hard-drawing"  have  its  tenacity  raised  to  300,000  or 
->50,000  lbs.  per  square  inch.  This  extraordinary  increase  is,  how- 
e\-er,  only  found  in  wire  of  very  small  diameter.     The  effect  of  hard- 

Table  No.  1. 

Physical  FropertieB  of  Iron  and  Steel  "Wire. 
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drawing  seems  to  be  chiefly  confined  to  a  very  thin  layer  or  skin  on 

the  surface  of  the  wire ;  so  if  any  mechanical  abrasion  occurs  to  the 

surface,  such  as  cutting  or  nicking,  sufficient  to  destroy  the  integrity 

of  this  skin,  the  entire  effect  of  the  drawing  will  be  lost.     For  this 

reason  great   care  must  be  exercised  in  the  erection  of  hard-drawn 

wire  to   prevent  this  destruction  of  the  exterior.     The  same  effect 

may  be  produced  by  annealing.     In  Table  No.  1  the  physical  charac- 
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teristics  of  hard-drawn  and  annealed  iron  and  steel  wire  of  the  more 
common  sizes  are  given.  Unfortunately  the  process  of  hard-drawing 
reduces  the  electrical  conductivity  of  copper  wire  from  2  to  4  per 
cent ;  yet  the  advantages  to  be  derived  from  increased  tenacity  more 
than  counterbalance  this  loss.  Attempts  have  been  made  to  man- 
ufacture all  but  the  smallest  sizes  of  wire  entirely  by  rolling ;  and 
while  the  results  thus  far  obtained  point  toward  a  very  successful 
accomplishment  of  this  process,  rolled  wire  is  not  as  yet  of  common 
commercial  occurrence.  Curiously,  in  wire  thus  manufactured,  the 
hardening  of  the  metals  by  the  rolls  seems  to  extend  entirely  through 
the  wire,  and  not  to  be  confined  to  a  superficial  skin.  In  order  to 
make  good  wire,  it  is  necessary  that  the  blooms  from  which  the  rods 
are  rolled  should  be  sound,  and  free  from  all  slivers,  gas  bubbles, 
cold  shuts,  or  other  imperfections;  for,  during  the  passage  of  the 
metal  through  the  rolls  and  dies,"  all  flaws  in  the  blooms  are  simply 
elongated  without  being  eradicated,  tending  to  make  the  finished 
wire  imperfect  and  difficult  for  the  linemen  to  handle,  as  slivers  or 
checks  on  the  surface  of  the  wire  are  likely  to  severely  cut  or  injure 
the  hands  of  the  workmen,  and  make  the  process  of  stringing  not 
only  disagreeable  but  positively  dangerous. 

9.  Wire  Gauges.  —  Until  recently  an  enormous  amount  of  con- 
fusion existed  as  to  the  terminology  applied  to  the  different  sizes  of 
wire  ;  and,  indeed,  in  many  instances  the  same  trade  name  was  applied 
by  different  manufacturers  to  wire  of  widely  varying  diameters. 
Even  in  1883  a  number  of  different  wire  gauges  existed  in  Europe, 
and  at  least  three  different  standards  were  in  vogue  in  this  country. 
The  mistakes  arising  from  the  confusion  of  the  gauges  became  so 
important  that  the  iron  and  steel  manufacturers  met  with  a  view  of 
discussing  this  question,  and  of  settling  upon  some  universal  stan- 
dard to  be  adopted  by  all  of  the  trade.  Joint  meetings  of  the  Iron 
and  Steel  Institute  of  Great  Britain,  and  of  the  American  Institute 
of  Mining  Engineers,  resulted  in  the  establishment  in  England  of 
the  Imperial  Standard  Wire  Gauge,  and  of  the  adoption  in  this 
country  of  the  Brown  &  Sharp  Gauge.  On  the  Continent  gauge 
numbers  are  rarely  used,  all  wire  work  being  measured  in  millimeters 
and  decimal  fractions  thereof.  In  Table  No.  2  will  be  found  a 
comparison  between  the  various  standard  wire  gauges  now  employed, 
together  with  the  nearest  corresponding  number  of  the  millimeters. 
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Table  No.  2.  —  Giving  Relations  between 


Ixni>erial  Standard  Wire  Gkiii«e. 
Brown  and  Sharpe's  Wire  Gauge. 
Birminsbaxn  or  Stubbs  Wire  Gkiuge. 


Washburn  and  Moen's  Wire  Ghauge. 
Trenton  Wire  Gauge. 
Old  English  Wire  Gauge. 


Gauge 

Diameter  in  Thousandths  of  an  Inch  or  Mils. 

DiAM. 

No. 

i.s.w.G.  ^; 

and  S. 
Wr.  G. 

B.orS.W.G. 

W.  and  M. 

W.  G. 

Trenton 
W.  G. 

IN 

Old  Eng.    MMS. 

7-0 

5000 

•    • 

■    •    • 

•   •    • 

•    ■    • 

•    • 

12.70 

6-0 

41»0 

•    • 

•    •    ■ 

4600 

«    ■    • 

11.78 

6-0 

4320 

a    • 

•    •    • 

4300 

4500 

10.97 

4-0 

4000 

4600 

4M0 

3930 

4000 

10.16 

3-0 

3720 

4096 

4250 

3620 

3600 

9.46 

2-0 

3480 

3648 

3800 

3310 

3300 

8.84 

1-0 

3:mo 

3219 

3400 

3070 

3060 

8.23 

1 

3000 

2893 

3000 

2830 

2850 

7.62 

2 

2700 

2676 

2810 

2630 

2650 

7.01 

3 

2520 

2291 

2690 

2440 

2450 

6.40 

4 

2;fiO 

2043 

2380 

2250 

2250 

5.89 

5 

2120 

1819 

2200 

2070 

2050 

6.38 

6 

1920 

1620 

2030 

1920 

1900 

4.88 

7 

1760 

1443 

1800 

1770 

1750 

4.47 

8 

1600 

1285 

IGjO 

1620 

1600 

4.06 

9 

1440 

11-U 

1480 

1480 

1460 

3.66 

10 

1280 

1019 

1340 

1350 

1300 

3.25 

11 

1160 

907 

1200 

1200 

1176 

2.95 

12 

1010 

808 

1090 

1060 

1060 

2.64 

13 

920 

719 

950 

920 

925 

2.34 

14 

800 

GIO 

830 

800 

800 

.0830 

2.03 

15 

720 

570 

720 

?20 

700 

720 

1.83 

16 

GM) 

508 

650 

630 

610 

650 

1.63 

17 

500 

452 

680 

510 

625 

580 

1.42 

18 

480 

403 

490 

470 

460 

490 

1.22 

19 

400 

359 

420 

410 

400 

400 

1.02 

20 

300 

320 

350 

350 

350 

350 

.91 

21 

320 

281 

320 

320 

310 

315 

.81 

22 

280 

253 

280 

280 

280 

295 

.71 

23 

210 

226 

250 

250 

250 

270 

.61 

24 

220 

201 

220 

230 

226 

250 

.56 

25 

200 

179 

200 

200 

200 

230 

.51 

26 

180 

159 

180 

180 

180 

205 

.46 

27 

1(H 

142 

160 

170 

170 

187 

.42 

28 

148 

126 

140 

100 

160 

165 

.38 

29 

136 

113 

130 

150 

150 

155 

.»1 

30 

124 

100 

120 

140 

140 

137 

.31 

31 

116 

89 

100 

135 

130 

122 

.29 

32 

106 

79 

90 

130 

120 

112 

.27 

33 

100 

71 

80 

110 

110 

102 

.25 

34 

92 

&3 

70 

100 

100 

95 

.23 

35 

81 

56 

60 

95 

96 

90 

.21 

36 

76 

50 

40 

90 

90 

75 

.19 

37 

68 

41 

•    ■    ■ 

85 

85 

65 

.17 

38 

00 

39 

80 

80 

57 

.15 

39 

52 

35 

75 

76 

50 

.13 

40 

48 

31 

70 

70 

45 

.12 

41 

44 

• 

■    •    • 

•  •  . 

■    •    1 

.11 

42 

40 

.10 

43 

36 

.09 

44 

32 

.08 

45 

23 

.07 

46 

24 

.06 

47 

20 

.05 

48 

16 

.04 

49 

12 

• 

.03 

50 

10 

1 

.02 
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thus  giving  in  a  tabular  form  full  information  regarding  the  present 
method  of  wire  measurement, 

10.  The  Circular  Mil.  —  A  convenient  trade  convention  for  the 
measurement  of  wire  has  arisen  in  the  use  of  the  so-called  "Circu- 
lar Mil,"  the  "  Mil "  being  the  name  for  the  one-thousandth  of  an 
inch.  The  diameter,  therefore,  of  a  wire  expressed  in  mils  Is  its 
diameter  in  thousandths  of  an  inch  with  the  decimal  point  removed. 
If  the  diameter  of  any  wire  expressed  in  mils  be  squared,  a  number 
is  obtained  which  is  proportional  to  the  actual  area  of  the  wire 
itself,  and  is  termed  the  "circular  millage  "  of  the  wire. 

In  Fig.  5  is  the  diagrammatic  representation  of  a  wire,  each  of  the 
small  circles  symbolizing  a  unit  wire,  one  mil,  or  one-thousandth  of 
an  inch,  in  diameter.  It  will  be  noticed  that 
the  diameter  of  the  wire  is  ten  small  circles 
long,  and  therefore  the  wire  is  ten  mils  in 
diameter.  The  square  of  ten  being  100,  the 
circular  millage  of  this  wire  would  be  100 
circular  mils.  As  the  area  of  a  circle  is  the 
square  of  its  diameter  multiplied  by  .TSo'l,  in 
order  to  convert  the  circular  millage  of  any 
fit- s.— Diagram  of  wire  iHto  its  actual  area  in  square  inches,  the 

'    """"  circular  millage  must  be  multiplied  by  .7854, 

and  the  requisite  decimal  places  pointed  off.  Thus,  in  the  previous 
example,  a  wire  of  100  circular  mils  has  an  actual  area  of  .7^54  X 
100  =  .00007  square  inches.  Inasmuch  as  the  circular  millage  is 
proportional  to  the  actual  area  in  square  inches  of  the  wire,  it  forms 
an  exceedingly  easy  and  convenient  number  for  the  purposes  of  cal- 
culation, and  is  widely  used  in  this  connection. 

11.  Copper  'Wire.  —  It  has  only  been  within  the  last  decade  that 
the  development  of  the  uses  of  electrical  energy  has  been  sufficiently 
important  to  draw  careful  attention  to  the  materials  to  be  employed 
in  line  construction.  Previously  to  1880,  electrical  lines  were  almost 
exclusively  confined  to  those  used  by  the  telegraph,  which,  with  the 
exception  of  the  submarine  cables,  were  entirely  constructed  of  iron 
wire.  The  electrical  resistance  of  iron  wire  is  some  seven  times 
greater  than  that  of  pure  copper,  yet  it  has  only  been  within  the  last 
decade  that  the  .state  of  copper  metallurgy  was  sufficiently  advanced 
to  render   possible  the   production   of   pure   copper   in   commercial 
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quantities.  Experiment  also  indicated  that  very  small  quantities  of 
various  impurities  increased  the  electrical  resistance  in  an  enormous 
ratio.  This  increase  in  resistance,  due  to  the  admixture  of  other 
substances,  is  indicated  in  Table  No.  3. 

Table  No.  3. 

Variation  in  the  resistance  of  copper  due  to  vanring  purity. 

Assuming  pure  copper  to  have  a  conductivity  of  100  :  — 

The  best  refined  copper  would  be 09.0 

Alloy  of  copper  and  silver,  equal  parts 80. 0 

Copper  containing  4  per  cent  of  silicon 75.0 

.«  Ik  JO         ii  44  (i  44  54.0 

Silicon  bronze  wire 35.0 

Copper  with  10  per  cent  lead 30.0 

Phosphor  bronze 29.0 

Bronze  containing  35  per  cent  zinc 21.0 

"          iron 10.0 

Aluminum  bronze 12.6 

Siemens  steel 12.0 

Arsenical  copper  containing  10  per  cent  arsenic 9.0 

Phosphor  bronze  with  10  per  cent  of  tin 6.5 

Phosphor  bronze  with  9  per  cent  phosphorus 4.9 

From  the  preceding  figures  it  will  be  very  apparent  that  high 
dectrical  conductivity  can  only  be  obtained  by  the  selection  of  the 
purest  copper.  It  is  not  surprising,  therefore,  that  the  developments 
of  electrical  industries  have  been  followed  by  a  marked  improvement 
in  copper  metallurgy.  The  cable  extending  between  Calais  and 
Dover,  laid  in  1851,  had  a  conductivity  of  42  per  cent  of  that  of  pure 
copper;  the  Atlantic  cable  of  1856  had  50  per  cent ;  the  Red  Sea 
cable  in  1857,  75  per  cent ;  the  Atlantic  cable  of  1865,  96  per  cent. 
These  figures  give  approximately  the  rate  of  improvement  in  the 
tnanufacture  of  copper  for  electrical  conductors,  but  it  was  necessary 
to  await  the  advent  of  the  modern  dynamo  in  order  to  produce  elec- 
trically pure  copper  at  such  prices  as  would  permit  of  a  wide  com- 
mercial application.  As  long  as  electrical  circuits  were  confined  to 
telegraphic  transmission  in  which  the  currents  used  were  exceedingly 
small,  the  amount  of  line  resistance  was  not  a  very  important  factor. 
As  soon,  however,  as  the  problem  was  presented  of  transmitting 
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large  quantities  of  electrical  energy,  it  became  imperative  to  seek 
some  better  material.  At  present  the  use  of  iron  and  steel  wire  is 
confined  to  circuits  carrying  but  very  small  amounts  of  current,  hard- 
drawn  copper  wire  being  universally  adopted  for  lines  having  currents 
of  any  magnitude. 

12.  To  properly  design  an  electrical  circuit,  all  of  the  mechanical 
and  electrical  properties  of  the  material  to  be  used  must  be  thor- 
oughly known.  These  properties  for  hard-drawn  copper  wire  will  be 
found  in  Tables  Nos.  4,  5,  and  6.  In  addition  to  its  superior  con- 
ductivity, copper  presents  a  great  advantage  in  durability.  Even  in 
the  open  country,  and  with  all  possible  protection,  iron  rusts  rapidly ; 
while  in  the  smoky  air  of  most  cities,  iron  lines  rarely  last  more  than 
three  years,  and  cases  have  been  known  wherein  iron  wires  have 
been  entirely  corroded  within  a  few  months.  With  copper,  on  the 
contrary,  it  is  found  that  the  wire  becomes  rapidly  coated  with  a 
thin  layer  of  sulphide  of  copper,  probably  not  over  one-thousandth 
of  an  inch  in  thickness,  which  seems  to  entirely  protect  the  wire  from 
any  subsequent  action.  At  any  rate,  no  copper  lines  have  as  yet 
been  in  existence  long  enough  for  any  perceptible  corrosion  to  have 
made  itself  manifest. 

13.  Composite  Wire.  —  From  time  to  time  attempts  have  been 
made  to  use  a  composite  wire,  which  should  consist  of  a  steel  core, 
carrying  an  external  sheath  of  copper ;  the  idea  being  that  the  steel 
interior  would  add  sufficient  tensile  strength  to  enable  long  spans  to 
be  used,  while  the  external  covering  of  copper  would  provide  the 
necessary  conductivity  for  the  current.  To  a  certain  extent  these 
experiments  have  been  successful ;  but  the  use  of  composite  wire 
has  never  extended  beyond  telegraphic  or  telephonic  circuits,  and 
now  has  fallen  into  disuse  in  the  presence  of  the  superior  article 
of  hard-drawn  copper. 

In  telephonic  circles  the  idea  of  composite  wire  has  just  been 
revived,  in  the  hope  of  improving  the  talking  ability  of  long  lines, 
by  providing  a  medium  of  higher  magnetic  permeability.  Theo- 
retically, a  telephone  circuit  using  a  wire  with  a  copper  core  and 
an  iron  sheath  ought  to  talk  better  than  the  simple  copper  wire. 
Mechanical  difficulties  of  manufacture,  however,  seem,  so  far,  to  be 
almost  insurmountable  to  the  commercial  production  of  such  a  com- 
bination, only  one  German  firm  having  succeeded  in  the  manufac- 
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Table  No.  5.  —  Safe  Currents  for  Paneled  Wire. 

Applies  to  insulated  copper  wires   of  98 '^j    conductivity,  carrying  ootitinuous 

roats,  encased  in  wooden   paneling,  so  that   the   temperature  elevation   of  ansr 
wire  shall  net,  with  the  proposed  current,  exceed  18^  F.  or  10°  C. 


cur- 


Amperes. 

NJ..MCE 
XX 

B.  &? 

1 
•^      CrRcrr.AR  . 
Mils. 

Amperes. 

Nu.Mr.ER 

IN 

B.  &  S. 

1 

CiRCVLAR 

Mils.      \ 

1 
Amprkes. 

Number 

IN 

B.&S. 

Circular 
Miu^. 

1,000 

2100900 

225 

.     .    . 

297025      1 

15 

11 

8226 

930 

187GU.X) 

200 

•         •         * 

251016 

'      12 

12 

K>2S 

800 

lCri.)30 

174 

0000 

211000      ' 

10.5 

13 

51 S4 

700 

l^'jfiOO 

147 

000 

167805      , 

9.0 

14 

4110 

OOO 

1100401 

l-*4 

00 

133079      , 

7.25 

15 

32G3 

553 

976144     , 

MJ 

0 

U>5592      J 

6.00 

16 

rjSl 

500 

8G11A4 

87 

1 

83094 

5.50 

17 

2014 

475 

801009     , 

73 

2 

6G373      1 

4.00 

18 

1624 

450 

74S225     , 

Gl 

3 

52Ij34 

3.25 

19 

125.3 

4ri 

GIL»224     , 

52 

4 

41742 

2.75 

20 

1024 

400 

(uoncx) 

43 

5 

33102 

2.25 

21 

820 

375 

580750 

3J 

6 

20244      ' 

2.00 

22 

626 

350 

5a5824 

33 

7 

'^)^>1 

1.75 

23 

510 

325 

• 

485S09 

25 

8 

1G-.12 

1.50 

24 

404 

300 

.    . 

4.35000 

0 

13110 

1.25 

25 

323 

275 

3:vSl29 

13 

10 

io:)8i 

1.03 

26 

•254 

250 

M2225 

«          •         ■ 

•    ■    • 

■         «         • 

1 

•         •         f 

... 

•         ■         • 

Table  No.  6. 

Fall  of  Potential  in  Copper  Wire. 


Num- 
ber 
B.&S. 
Gauge. 


Circu- 
lar 
Mils. 


all  of    j 
Potential  '   Num- 
IX  Volts    '     ber 
PER  Am-      B.  &  S. 

PERR   PER    'I  (JaUGE. 
lUOfl-EET.     I 


Circu- 
lar 
Mils. 


Fall  of    1 
Potential  i  Xum- 
iN  Volts         ber 

PER  Am-  ,  B.  &  S. 
perk  per  Gauge. 
IOOAFeet.  , 


Circu- 
lar 
Miii;. 


Fall  of 

Potential 

IN  Volts 

per  Am- 
pere PER 
100  Feet. 


0000 

211600.00 

000 

167805.00 

00 

13.3079.40 

0 

105502.50 

1 

83694.20 

2 

66373.00 

3 

52634.00 

4 

41742.00 

.0505318 
.0637158 

.asosjos 

.1012593 
.1277612 
.1610920 
.2031469 
.2'i61507 


5 

33102.00 

6 

26250.50 

7 

20816.00 

8 

IGjOO.OO 

9 

13094.00 

10 

10.381.00 

11 

8234.00 

12 

6529.90 

.3230183 
.4073238 
.51.36713 
.6470743 
.816j043 
1.03 

1.298.521 
1.6374SH 


13 

5178.40 

14 

4106.80 

16 

3256.70 

16 

2582.90 

17 

2048.20 

18 

1624.30 

19 

1252.40 

20 

1021.50 

2.064841 
2.668524 
3.208450 
4.1396T3 
5.220349 
6.5828a3 
8.537.'3(M 
10.46789 


ture.     The  cost  of  production  also  seems  to  more  than  compensate 
for  the  benefits  derived. 

Attempts  have  also  been  made  to  use  the  various  alloys  of 
copper  with  silicon  and  phosphorus,  known  under  the  names  of 
phosphor  bronze  and  silicon  bronze.  While  these  alloys  have  very 
high  tensile  strength,  in  some  cases  exceeding  80,000  lbs.   to  the 
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square  inch,  their  conductivity  is  so  low  that  they  have  had  but  very 
little  commercial  extension.  In  a  few  cases  electric  railways  have 
used  silicon  bronze  for  trolley  wire,  but  the  practice  at  the  present 
time  is  almost  exclusively  confined  to  the  adoption  of  hard-drawn 
copper.  The  properties  of  silicon  bronze  are  given  in  Tables  Nos. 
7  a  and   73   (see  following  pages). 

14.    GkJvanizingr  and  Tinning.  —  As   a  protection   against   cor- 
rosion,   it  is  customary  to  coat  iron  and  steel  wire  with  a  thin  film 
of  zinc,  which,  being  not  readily  oxidized,  serves  as  a  barrier  against 
the    destructive   action   of  the  elements.     While  for   open  country 
lines   this  expedient  is  of  considerable  value,  for  city  work  galvan- 
izing  has   relatively  but  little  importance ;  for  the  various  sulphur 
compounds,  so  largely  present  in  the  smoky  atmosphere  of  towns, 
act   with  great  rapidity  on  zinc,  cutting  away  the  film,  and  leaving 
the    iron  unprotected.     Furthermore,  with  the  best  possible  care  in 
galvanizing,  the  coating  is  never  perfectly  continuous ;  and  subse- 
quent mechanical  operations  frequently  cut  through  the  zinc,  expos- 
ing the  iron,  which  immediately  commences  to  oxidize.     It  has  even 
been  asserted  that,  in  view  of  the  inevitable  discontinuity  of  the  pro- 
tecting film,  the  zinc  was  a  source  of  evil,  forming  with  the  iron  a 
voltaic  pair,  thus  aiding  corrosion. 

The  operation  of  galvanizing  is  accomplished  by  immersing  the 
coil  of  wire  in  a  pickling  bath  of  dilute  sulphuric  acid,  which  serves 
to  remove  the  scale,  rust,  and  grease,  leaving  a  chemically  pure 
surface  for  the  reception  of  the  zinc.  The  coil  is  then  placed  upon 
a  reel  from  which  it  is  slowly  unrolled,  being  drawn  through  a  bath 
of  molten  zinc,  the  surface  of  which  is  covered  with  a  layer  of 
salammoniac  or  similar  flux.  It  is  necessary  that  the  wire  should 
be  immersed  in  the  bath  for  a  sufficient  time  to  become  fully  heated, 
in  order  that  the  zinc  coating  may  be  firmly  coherent.  As  the  wire 
emerges  from  the  bath,  the  superfluous  zinc  is  wiped  away  by  means 
of  an  asbestos  roller  or  similar  device.  Galvanized  wire  should  be 
very  carefully  inspected  to  see  that  the  zinc  coating  is,  on  the  one 
hand,  thoroughly  continuous ;  and  that,  upon  the  other,  the  super- 
fluous zinc  has  been  carefully  removed,  freeing  the  wire  from 
bunches  and  lumps,  and  leaving  it  with  a  smooth  and  polished 
surface.  It  is  also  advisable  to  test  galvanized  samples  by  immers- 
ing them  for  several  minutes  in  a  solution  of   sulphate  of  copper. 
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Table  No.  7a. 

Properties  of  the  AinTwinnm  Brass  and  Bronze  Co.'s  Silicon  Bronae  Wire. 


e 

0 
U 

Sectional  Area  in 

Square  Inches. 

Weight  of  one  Mile 

in  Pounds. 

1 

Grade  B. 

Silicon  Bronze  with 

a  tensile  strength  of 

80,000  lbs. 

per  sq.  inch  and  a 

ductility  of  110 

twists  in  6  inches. 

Grade  C. 

Silicon  Bronze  with 

a  tensile  strength  of 

90,000  lbs. 

per  sq.  inch  and  a 

ductility  of  76 
twists  in  6  inches. 

Grade  D. 

Silicon  Bronze  with 

a  tensile  strength  of 

100,000  lbs. 

per  sq.  inch  and  a 

ductility  of  60 
twists  in  6  indies. 

Tensile 
Strength 

in 
Pounds. 

Resis- 
tance per 
Mile  in 
Ohms. 

Tensile 
Strength 

in 
Pounds. 

Resistance 
per  Mile 

in 
Ohms. 

Tensile 
Strength 

in 
Pounds. 

Resistance 

per  Mile 

in 

Ohms. 

0.003 

.0000196 

.4 

1.6 

5119 

1.8 

6119 

2 

6119 

.010 

.0000785 

1.6 

6.3 

1280 

7.1 

1280 

8 

1280 

.015 

.0001767 

3.6 

14.1 

669 

16.0 

669 

18 

669 

.020 

.0003142 

6.4 

25.1 

320 

28.3 

320 

31 

320 

.025 

.0004909 

10. 

39.2 

205 

44.2 

205 

49 

204.7 

.030 

.0007069 

14.4 

66.6 

142 

63.6 

142 

71 

142.2 

.035 

.0009621 

19.6 

77.6 

105 

85.4 

105 

93 

104.6 

.010 

.0012566 

25.6 

100 

80 

113.0 

80 

126 

80. 

.013 

.0015904 

32.4 

127 

63 

143 

63 

159 

63.22 

.050 

.0019635 

40. 

157 

61 

177 

61 

196 

51.19 

.035 

.0023758 

48.4 

190 

42 

214 

42 

238 

42.32 

.060 

.0028274 

67.6 

226 

35 

254 

35 

2a3 

35.56 

.065 

.0033183 

67.6 

265 

30 

299 

30 

332 

30.33 

.070 

.003S484 

78.4 

307 

26 

346 

26 

385 

26.12 

.075 

.0014179 

90. 

353 

23 

400 

23 

446 

22.76 

.080 

.0050265 

102.4 

402 

20 

452 

20 

603 

20.00 

.035 

.0056745 

115.6 

454 

17.7 

611 

17.7 

567 

17.71 

.030 

.0063617 

129.6 

609 

15.8 

673 

15.8 

636 

15.80 

.035 

.0070882 

144.4 

667 

14.2 

633 

14.2 

709 

14.18 

.100 

.007854 

160.0 

028 

12.8 

707 

12.8 

785 

12.80 

.103 

.008650 

176.4 

693  * 

11.6 

779 

11.6 

866 

11.63 

.110 

.009503 

193.6 

760 

10.6 

855 

10.6 

950 

10.5S 

.115 

.010387 

211.6 

831 

9.7 

935 

9. 

1039 

9.68 

.120 

.011310 

230.4 

905 

8.9 

1018 

8.9 

1131 

8.88 

.123 

.012272 

250. 

982 

8.2 

1105 

8.2 

1227 

8.19 

.130 

.013273 

270.4 

1062 

7.6 

1194 

7.0 

1329 

.  7.57 

.135 

.014314 

291.6 

1145 

7.0 

1288 

7.0 

1430 

7.03 

.140 

.015394 

313.6 

1232 

6.6 

1386 

6.5 

1539 

6.63 

.145 

.016513 

336.4 

1321 

6.1 

1486 

6.1 

1651 

6.08 

.150 

.017072 

360. 

1414 

6.7 

1591 

6.7 

1767 

6.69 

.153 

.018869 

384.4 

1510 

5.3 

1698 

5.3 

1887 

6.35 

.160 

.020106 

409.6 

1603 

6.0 

1810 

6.0 

2010 

6.00 

.105 

.021382 

435.6 

1711 

4.7 

1924 

4.7 

2138 

4.70 

.170 

.022098 

462.4 

1816 

4.4 

2043 

4.4 

2270 

4.43 

.175 

.024053 

490. 

1924 

4.2 

2165 

4.2 

2405 

4.18 

.180 

.025447 

518.4 

2036 

4.0 

2290 

4.0 

2545 

3.95 

.185 

.026880 

547.6 

2150 

3.7 

2419 

3.7 

2688 

3.74 

.190 

.028353 

577.6 

2268 

3.6 

2552 

3.6 

2835 

3.55 

.105 

.029865 

608.4 

2380 

3.4 

2688 

3.4 

2987 

3.37 

0.200 

.031416 

640. 

2513 

3.2 

2826 

3.2 

3142 

3.20 
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Table  No.  7a.  —  Continued, 

Properties  of  the  AinnniTniiw  Brass  and  Bronze  Ck>.'8  Silioon  Bronze  Wire. 


In  Inches. 

1 

a 

•2s 
II 

one  Mile 
in  Pounds. 

Grade  £. 

Silicon  Bronze  with 

a  tensile  strength  of 

130,000  lbs. 
per  sq.  inch  and  a 

ductility  of  45 
twists  in  6  inches. 

Grade  F. 

Silicon  Bronze  with 

a  tensile  strength  of 

150,000  lbs. 

per  sq.  inch  and  a 

ductility  of  30 
twists  in  6  inches. 

Grade  A. 

Comp.  Silicon  Bronze 

with  a  tensile  strength 

of  75,000  lbs. 

per  sq.  inch  and  a 

ductility  of  75 
twists  in  6  inches. 

s           J 
5            c8 

«M 
O 

V 

Tensile 
Strength 

in 
Pounds. 

Resis- 

tan<^e  per 

Mile  in 

Ohms. 

Tensile 
Strength 

in 
Pounds. 

Resistance 

per  Mile 

in 

Ohms. 

Tensile 
Strength 

in 
Pounds. 

Resistance 

per  Mile 

in 

Ohms. 

0005    1 

.0000196 

.4 

2.6 

10238 

2.9 

10238 

1.5          2560 

4no 

JU0U0T85 

1.6 

11.2 

2560 

11.9 

5620 

6. 

640 

JOKl 

.0001767 

3.6 

22.0 

1138 

26.5 

1138 

13.2 

285 

inO         .0008142 

6.4 

40.8 

640 

47.2 

040 

23.6 

160 

.025    ,     .0004900 

10. 

63.8 

400 

73.6 

409 

36.8 

102 

.090 

iWO70e9 

14.4 

91.0 

284 

106 

284 

53 

71 

XOb 

jonaee2i 

19.6 

120.3 

209 

139 

200 

70 

52 

1     iMO 

.0012566 

25.6 

163 

160 

188 

160 

94 

40 

JM5 

.0015901 

32.4 

207 

126 

239 

J 

126 

120 

32 

.060 

J0OVSe35 

40. 

255 

102 

295 

102 

148 

4  W9f% 

25 

SX& 

X)023758 

48.4 

309 

8o 

356 

85 

178 

21 

MO 

.0028274 

67.6 

367 

71 

424 

71 

214 

17.8 

j065 

.0033163 

67.6 

431 

61 

498 

61 

249 

15.2 

.mo 

X)038i84 

78.4 

500 

52 

577 

52 

289 

13.1 

JOftS 

.0044179 

90. 

678 

45 

667 

45 

334 

11.4 

joeo 

.00602G6 

102.4 

653 

40 

*754 

*40 

377 

10 

.063 

.0066746 

115.6 

738 

35 

856 

35 

428 

8.8 

J»0 

.0063617 

129.6 

827 

31 

954 

31 

477 

7.9 

XUi 

.0070682 

144.4 

921 

28 

1063 

28 

532 

7.1 

.100 

J007854 

IGO.O 

1021 

25 

1183 

26 

502 

6.4 

.105 

.006660 

176.4 

1127 

23 

1298 

23 

C49 

5.8 

.110 

.000503 

193.6 

1235 

21 

1425 

21 

713 

5.3 

.115 

i>10887 

211.6 

1350 

19.3 

1558 

19.3 

779 

4.8 

.120 

.011310 

230.4 

1470 

17.8 

1696 

17.8 

848 

4.4 

.125 

.012272 

2S0. 

1605 

16.4 

1841 

16.4 

921 

4.1 

.130 

.013273 

270.4 

1726 

15.1 

1991 

15.1 

995 

3.8 

1     .135 

J014314 

291.6 

1861 

14.1 

2147 

14.1 

1073 

34» 

1     J40 

.015304 

313.6 

2000 

13.1 

2300 

13.1 

1165 

3.2 

1     .146 

.016513 

336.4 

2147 

12.2 

2478 

12.2 

1239 

3.0 

1     .1.50 

.017672 

360. 

2297 

11.4 

2651 

11.4 

1326 

2.8 

.155 

J0188S9 

384.4 

2453 

10.7 

2830 

10.7 

1415 

2.0 

.1» 

.020106 

400.6 

2614 

10.0 

3016 

10.0 

1606 

2.5 

.1«5 

.021382 

435.6 

2780 

9.4 

3207 

9.4 

1603 

2.4 

J     .170 

.022608 

462.4 

2051 

8.9 

3404 

8.9 

1702 

2.2 

.175 

.034063 

490. 

3127 

8.4 

3608 

8.4 

1804 

2.1 

.180 

U12&447 

518.4 

2309 

7.9 

3817 

7.9 

1908 

1.9 

.185 

joa&m 

547.6 

3494 

7.5 

4032 

7.5 

2016 

1.8 

.190 

.028353 

577.6 

3686 

7.1 

4253 

7.1 

2126 

1.8 

.105 

.029665 

608.4 

3883 

6.7 

4480 

6.7 

2240 

1.7 

0.20O 

.031416 

640. 

4084 

6.4 

4712 

6.4 

2366 

1.6 
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Table  No.  7  b. 

Table  of  Silicon  Bronze  Wire  Weishts  and  Mectrical  Resistances. 

Manufactured  by  the  Phosphor  Bronze  Company,  Limited.    London. 


E 

e 

Quality  A 

Quality  B 

1 

Quality  C 

FOR  Tblkgraph 

FOR  Railway 

FOR  Telephone 

g* 

-s 

Lines 

.,   ETC. 

Telegraphs, 

Lines,  etc. 

E 

•  »4 

2 
Ss 

1 

ETC. 

V 

V 

«j 

V 

u 

9 

C 

s 

0* 

mm 

.S 

c      o 

c      o 

Z 

C        O 

(J 

6 

>*irt 

.s 

E 

1  s 

.2,   «« 

-    5 

2    ;s 
.2     -a 

m 

1    .S 

c 

U 

< 

a 

0 

a 

8rtE 

2^  ^ 

U   R   C 

'      E 

s 

bo 

.£? 

—     O 

t;   c 

t3     O 

c   o 

S       ^ 

2; 

1-^ 

i 

112.00 
98.44 

'S 

a    - 

5    ■= 

iJ         C 

1 

8 
9 

158 
148 

4.0 
3.75 

12.5664 
11.0446 

400 

irto 

1.32 
1.51 

2.12 
2.42 

1.54 
1.83 

2.47 
2.94 

1 

•       ■      • 

\     '. 

9 
10 
11 
11 
11 
12 
12 
12 
13 
13 
\13 
14 
14 

138 

128 

118 

114 

110 

106 

102 

99 

95 

91 

87 

83 

79 

3-50 

3.25 

3.0 

2.9 

2.8 

2.7 

2.6 

2.5 

2.4 

2.3 

2.2 

2.1 

2.0 

9.6211 
8.2968 
7.0685 
6.6052 
6.1575 
5.7255 
5.3093 
4.9087 
4.5238 
4.1547 
3.8013 
3.4636 
3.1415 

86.75 
73.94 
63.00 
58.87 
54.88 
51.03 
47.32 
43.75 
40.32 
37.03 
33.88 
30.87 
28.00 

304 
261 
223 
210 
195 
181 
168 
155 
143 
131 
120 
110 
100 

1.73 
2.01 
2.36 
2.53 
2.71 
2.91 
3.14 
3.40 
3.69 
4.02 
4.39 
4.82 
5.31 

2.77 
3.22 
3.78 
4.05 
4.33 
4.65 
5.02 
5.44 
6.91 
6.43 
7.02 
7.71 
8.50 

2.09 
2.43 
2.85 
3.05 
3.28 
3.52 
3.80 
4.11 
4.29 
4.46 
5.33 
5.82 
6.42 

3.35 
3.86 
4.57 
4.90 
5.25 
5.61 
6.09 
6.60 
0.90 
7.15 

""'!''' 

'  *  '  r  '  ' 



'     ' 

8.55 

9.32 

10.30 

12.24 

19.60 

14 

75 

1.9 

2.8352 

25.27 

92 

5.89 

9.43 

7.00 

11.26 

13.56 

21.70 

15 

71 

1.8 

2.5446 

22.08 

82 

6.3G 

10.50 

7.93 

12.70 

15.11 

24.18 

15 

67    1 

1.7 

2.2698 

20.23 

73 

7.37 

11.79 

8.S9 

14.25 

16.94 

27.00 

16 

03 

1.6 

2.0105 

17.92 

64 

8.31 

13.29 

10.01 

10.09 

19.13 

31.35 

17 

69 

1.5 

1.7671 

15.75 

55i 

9.45 

15.12 

11.42 

18.:J0 

21.77 

a">.oo 

17 

55 

1.4 

1.5393 

13.72 

48 

10.85 

17.00 

13.11 

21.00 

24.98 

40.0J 

18 

51 

1.3 

1.3273 

11.83 

42 

12.59 

20.14 

15.20 

24.40 

28.98 

46.00 

18 

48 

1.25 

1.2272 

10.93 

38) 

1.3.64 

21.82 

1G..35 

26.19 

30.65 

49.00 

18 

47 

1.2 

1.1309 

10.08 

36 

14.77 

23.63 

17.87 

2S.80 

34.01 

54.00 

19 

43 

1 

I.l 

0.9502 

8.47 

30 

17.58 

28.12 

21.24 

34.00 

40.47 

66.00 

19 

40 

l.O 

0.7854 

7.00 

25 

21.28 

34.00 

25.70 

42.00 

48.98 

79.00 

20  1 
21 

36 
31 

0.9 
0.8 

0.6362 
0.5026 

5.67 
4.48 

20 
16 

60.46 
73.40 

98.00 
118.00 

1 

, 

Any  discontinuity  in  the  coating  is  thereby  immediately  made  mani- 
fest by  a  red  spot  of  precipitated  copper.  Copper  wire  which  is  to  be 
insulated  with  any  of  the  rubber  compounds  should  be  protected  by 
a  coating  of  tin  applied  in  a  similar  manner,  for  in  the  absence  of 
this  protection  the  sulphur  universally  present  in  rubber  insulations 
is  likely  to  combine  with  the  copper.  Indeed,  there  are  cases  on 
record  where  wires  of  small  diameter  have  been  by  this  cause 
entirely  corroded  away,  and  the  circuit  thus  destroyed.     Protective 
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circuits,    such    as    those  used   for  fire   and   burglar   alarm    signals, 

should  be   specially  guarded  against  this  evil. 

16-    Insulated  "Wire.  —  Since   the   widespread    introduction   of 

currents  of  high  pressure,  it  has  become  exceedingly  important  to 
protect  all  exposed  wires  with  a  sufficient  coating  of  insulating  ma- 
terial, so  that  such  circuits  may  be  rendered  reasonably  safe,  and 
may  not  become  sources  of  danger  to  human  life.  As  a  result,  the 
wire  manufacturers  have  adopted  the  custom  of  covering  their  prod- 
uct with  insulating  material  of  various  kinds.  This  insulating 
material  usually  takes  the  form  of  a  hard  braid,  composed  of  either 
cotton  or  hemp  woven  onto  the  wire,  and  saturated  with  some  of  the 
compounds  of  india  rubber,  or  with  one  of  the  pitches,  tars,  or  resins. 
It  is  obvious  that  layer  after  layer  of  this  insulating  material  may  be 
wound  upon  the  wire,  so  as  to  make  a  covering  of  almost  any  desired 
thickness.  When  selecting  an  insulating  covering,  great  attention 
should  be  paid  to  its  power  of  resisting  abrasion.  The  greatest 
enemy  to  overhead  electric  circuits  is  found  in  the  various  tree 
branches  which  constantly,  by  the  wind,  are  brought  into  contact 
with  the  wire,  and  tend  to  abrade  and  destroy  the  insulation.  The 
insulating  covering,  therefore,  should  be  tested  by  rubbing  it  against 
a  coarse  surface  similar  to  the  bark  of  a  tree,  and  noting  the  time 
that  is  required  to  cut  through  and  expose  the  wire.  Where  trees 
are  numerous  along  the  route,  no  fibrous  insulation  will  stand  for  a 
long  period  of  time.  A  very  successful  expedient,  however,  has  been 
found  in  the  device  of  covering  the  wire  in  its  passage  through  the 
trees  with  a  coating  of  bamboo.  This  coating  is  obtained  by  sawing 
ordinary'  fishing-poles  longitudinally,  and  with  a  gouge  cutting  out 
the  knots  which  occur  in  the  cane.  After  being  prepared  in  this 
manner  the  bamboo  may  be  lashed  upon  the  wire,  and  it  is  found 
that  the  hard  silicious  surface  of  the  cane  will  resist  for  almost  an 
indefinite  period  the  abrasive  action  of  swaying  branches.  Other 
attempts  have  been  made  to  secure  a  reliable  "  tree-wire  "  by  cover- 
ing the  first  coating  of  insulation  upon  the  conductor  itself,  with  an 
armor  formed  of  a  braid  of  steel  wire,  or  a  strip  of  iron  or  other 
metal,  spirally  wrapped  around  the  insulation.  Doubtless  such  ex- 
pedients could  be  made  successful ;  but  in  order  to  save  expense  and 
secure  flexibility,  the  armor  in  the  usual  commercial  forms  is  so  light 
that  it  rarely  survives,  for  a  considerable  period,  the  action  of  rust 
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and  abrasion.     So,  while  the  bamboo  expedient  is  clumsy,  it  is  suc- 
cessful.    As  insulated  wire  is  usually  sold  by  weight,  information  as 
to  the  gross  weight  per  mile  of  the  more  common  commercial  forms 
becomes  of  value  to  the  designer.     In  Table  No.  8  the  present 
commercial  forms  are  tabulated. 

The  insulating  properties  of  a  given  covering  are  usually  tested 
by  coiling  a  length  of  the  wire  of  from  100  to  1000  feet,  depending 
on  the  quality  of  the  insulation,  in  a  tub  of  water,  and  measuring 
the  leakage  current  with  a  sensitive  galvanometer.     If  possible,  the 
battery  employed  should   have  at  least   double  the  voltage  of  the 
current  for  which  the  wire  is  subsequently  to  be  used.     For  tele- 
phone and  telegraph  cables,  it  is  usual  to  use  from  200  to  500  volts. 
For  other  circuits,  the  test  is  made  with  two  or  three  times  the  volt- 
age that  is  to  be  used  on  the  line.     After  prolonged  soaking  in  the 
testing  tub,  the  wire  battery  and  galvanometer  are  joined  up  in  series, 
the  remaining  pole  of  the  battery  being  connected  to  a  plate  of  metal 
placed  in  the  tub,  and  the  leakage  current  measured.     While  100 
megohms  per  mile  is  a  very  common  requirement,  it  is  impossible,  in 
view  of  the  widely  varying  character  of  insulations  and  circuits,  to 
give  a  definite  standard. 

16.  Flexible  Cable.  —  In  this  country  it  is  not  uncommon  to  use 
wire  in  a  single  rod  up  to  \  inch  in  diameter.  Large  sizes  are,  how- 
ever, exceedingly  stiff  and  difficult  to  handle,  so  that  for  greater 
diameters,  and  in  many  cases  for  \  inch  or  less,  it  becomes  essential 
to  use  a  stranded  conductor  in  order  to  obtain  the  requisite  flexibility. 
Twisted  cables  are  from  10  to  15  per  cent  more  expensive  than 
solid  conductors  ;  for,  owing  to  the  spiral  arrangement  of  the  strands, 
there  is  from  1  to  3  per  cent  more  metal  per  unit  of  cross-section 
and  length  than  in  a  solid  conductor  of  equal  resistance.  The  pro- 
cess of  manufacture,  also  involving  two  or  three  additional  handlings, 
adds  to  the  cost ;  and  as  the  stranded  conductor  is  more  bulky,  a 
considerably  larger  quantity  of  insulation  is  required.  The  ease  of 
erection,  however,  will  in  many  cases,  largely  if  not  entirely,  com- 
pensate for  the  increased  expenditure  in  raw  material  in  the  stranded 
conductor.  The  properties  of  common  commercial  flexible  cable  may 
be  found  in  Table  No.  9. 

The  use  of  flexible  cable  may  obviously  be  avoided  by  stringing 
a  sufficient  number  of  separate  wires,  and  joining  them  in  multiple 
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arc,  in  order  to  make  up  the  necessary  copper  section.  In  fact,  this 
is  the  plan  most  usually  adopted  ;  for  all  of  the  ordinary  sizes  of  wire 
can  readily  be  obtained  in  stock,  while  flexible  cable  is  only  made  to 
order,  at  least  in  the  larger  sizes.  The  use  of  separate  wires  leads 
to  greater  expense  in  insulators,  pole  fixtures,  greater  weight  of  insu- 
lating material  on  the  wire,  and  increased  cost  in  stringing.  Sepa- 
rate lines  also  entail  a  larger  annual  maintenance,  so  for  all  reasons 
cable  is  to  be  preferred  when  it  is  possible  to  obtain  it.     To  facilitate 


f/p.  B.    r«ns/on  Testlaj-MacHlne. 

calculation,  Table  No.  10  gives  the  circular  millage  of  the  various 
combinations  of  Nos.  000,  00,  0,  1  and  2  wire,  from  which  a  line  of 
any  copper  cross-section  may  be  calculated.  After  the  total  circular 
millage  is  found  for  the  given  line,  it  should  be  divided  by  211,000 
(the  area  of  a  0000  wire),  the  quotient  will  be  the  /easi  number  of 
0000  wires  required ;  if  there  is  a  remainder,  find  the  nearest  num- 
ber corresponding  to  it  in  the  column  headed  "Circular  millage"  of 
Table  No.  10,  and  in  the  column  opposite  will  be  found  the  least 
numlier  and  size  of  wires  that  will  make  up  the  required  amount. 
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GHving  the  Circular 


Table  No.  10. 

of  the  Various  Ck>mtaixiatio]i8  of  Xos.  }>  }t  ^f  It  2,  and  3 


Circular 

MiLLAGB. 

Wire  Combination. 

Circular 

MiLLAUB. 

WiRB  Combination. 

600110 
556485 
400112 
476040 
441314 
423406 
406418 
388680 
370506 
357033 
335780 
322307 
317872 
308235 
300884 
286812 
283146 

3  +  3  +i  +  l+2  +  3 
J  +  «  +  i  +  1  +  2 

i+«+ J+1 
}  +  i  +  1  +  2  +  3 
J+i+1+2+3 
i+i+1 +2 

i  +  J  +  4 

5  +  i  +  1  +  2 
j+1+2+3 

i  +  J  +  1 
J+1+2+3 

J  +  i+1 
J  +  1  +2 

J+1+2+3 

J  +  5 
il  +  2+3 
§  +  1  +  2 

273330 
255601 
252086 
251400 
238613 
234178 
224541 
220430 
2  16  7  7  3 
202701 
10  0  4  5  2 
18  0  2  2  8 
185713 
171907 
150067 
136328 
119007 

3  +  i 

i  +  l+2 

J  +  2  +  3 

J+2 
i  +  2  +  3 
i  +  3 

1  +  2  +  3 
2+2 

i  +  1 
J  +  3 

J  +  2 

1  +  2 
1+3 

2  +3 

17.  Testingr  and  Inspeotion.  —  In  all  large  contracts  for  wire,  it 
is  customary  to  locate  an  inspector  at  the  manufactory,  whose  busi- 
ness it  is  to  examine  and  see  that  the  product  complies  fully  with  the 
specification  requirements.  The  inspector  must  be  provided  with  a 
machine  for  making  tension  tests,  one  for  tortional  tests,  a  wire  gauge, 
a  slide  wire  bridge,  and  an  accurate  scale  for  determining  the  weight 
of  coils.     One  form  of  the  tension-machine  is  shown  in  Fig.  6  (p.  22). 

The  apparatus  consists"  of  two  clamps,  by  means  of  which  the 
ends  of  each  wire  sample  can  be  secured,  a  straining  mechanism  for 
applying  a  breaking  stress  to  the  sample,  and  a  scale  apparatus  for 
measuring  the  force  required  to  produce  rupture.  Though  there  are 
many  other  designs  of  this  apparatus  in  commercial  use,  all  embrace 
the  same  features.  By  the  side  of  the  specimen  an  apparatus  is 
placed,  consisting  of  two  sliding  scales,  one  of  which  is  secured  to 
the  top  of  the  sample,  and  the  other  to  the  bottom.  As  stress  is 
applied  to  the  wire  it  elongates,  the  amount  being  measured  by  the 
mutual  displacement  of  the  scales.  The  torsion  testing-machine  is 
indicated  in  Fig.  7. 

A  set  of  iron  ways  carries  two  clamps,  to  which  the  sample  to  be 
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examined  can  be  secured.  One  clamp  being  movable  longitudinally 
permits  the  length  of  test  piece  to  be  varied  at  pleasure.  The  fixed 
clamp  carries  a  spindle  that,  by  means  of  a  crank,  can  be  rotated,  thus 


F\q.  7.    Torsion  Testlng-Maehfne. 


twisting  the  specimen.  To  the  spindle  is  attached  a  counting-wheel 
to  register  the  number  of  twists  required  to  produce  rupture.  In 
making  all  physical  examinations  great  care  should  be  taken  to  see 
that  the  test  pieces  are  carefully  set  in  the  axis  of  the  testing-ma- 
chine, that  the  stress  is  applied  steadily  and  uniformly,  and  that  the 
jaws  do  not  injure  the  wire,  thus  giving  rise  to  erroneous  results. 

Fig.  8  illustrates  the  best  and  most  useful  form  of  wire  gauge, 
in  the  shape  of  a  micrometer.  In  skillful  hands  this  instrument 
will  give  accurate  results  to  a  ten- 
thousandth  of  an  inch ;  and  thus 
the  actual  size  of  the  sample  un- 
der examination  may  at  various 
points  be  determined,  and  compared 
with  the  tabulated  diameter  of  the 
desired  gauge  number.  Deter- 
mination may  also  be  made  of 
the  roundness  of  the  wire.     Care 

should  be  constantly  exercised  to  always  exert  a  constant,  though 
%ht,  pressure  on  the  micrometer  screw,  that  there  may  be  no 
springing  of  the  apparatus,  and  that  uniform  readings  may  be  ob- 
tained. The  slide  wire  bridge,  for  determining  the  electrical  proper- 
ties of  the  samples  under  examination,  will  be  found  illustrated  and 
described  in  the  chapter  on  testing.  For  determining  the  weight 
of  coils  and  the  weight  per  mile,  there  is  no  better  instrument  than 
a  good  platform  scale,  carefully  tested,  and  adjusted  to  be  sensitive 
to  a  fraction  of  a  pound. 


Fig.  8.    Mfcromettr  Wire  Qauge, 
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18.  Specifications  for  Line  'Wire.  —  As  a  guide  to  the  selec- 
tion of  line  wire,  the  following  specifications  are  the  latest  issue  by 
the  British  Postal  Telegraph  authorities. 

I.    SPECIFICATIONS  FOR  COPPER  WIRE. 

In  this  specification,  the  term  "piece"  shall  be  understood  to 
mean  a  single  length  of  wire  without  joint  or  splice  of  any  descrip- 
tion before  being  drawn,  or  in  a  finished  wire ;  a  "  coil "  shall  be  held 
to  be  a  piece  of  wire  in  the  form  of  a  coil ;  and  a  "parcel "  shall  be 
any  quantity  of  manufactured  wire  presented  for  examination  and 
testing  at  any  one  time. 

1.  The  wire  shall  be  drawn  in  continuous  pieces  of  the  respective  weights 
and  diameters  given  in  the  Table  hereunto  annexed  {see  Table  No.  1 1), 
and  every  piece  must  be  gauged  for  a  diameter  in  one  or  more  places. 

Table  No.  11. 

Data  accompanyins  Britiah  F.  O.  "Wire  Specifications. 


Weight  pbr  Statute 
Mile. 


Standard. 


Range 
Allowed. 


Approximate  Equiva- 
lent DiAMBTSK. 


Standard. 


Range 

Allowed. 


Minimum    ' 

Breaking 

Weight. 


!    Minimum 
Number 

of 
Twists. 


Maximum 

Resistance 

per  Mile  of 

Wire  when 

Hard  at 

or  F. 


Minimum 

Weight  of 

E^ch  Piece 

(or  Coil)  of 

Wire. 


Lbs. 
100 

ISO 

20O 

400 

600 

800 


Lbs. 

Mils. 

Mils. 

97i 

79 

78 

102^ 

80 

146^ 

97 

95( 

153f 

98 

195 

112 

llOi 

205 

\\2\ 

390 

158 

155i 

410 

160^ 

585 

194 

191 

615 

196 

780 

224 

220i 

820 

226 

Lbs. 
330 

490 

650 

1250 

1800 

2400 


'^  30 

w 
c    25 

CO 

^    30 


7  25 

1  20 

CO 

5  J5 


Ohms. 
9.10 


Lbs. 
50 


6.05 

50 

4.53 

50 

2.27 

80 

1.484 

80 

1.113 

80 

A  maximum  weight  of  112  pounds  for  each  coil  is  fixed  for  all  sizes. 


2.  The  wire  shall  be  perfectly  symmetrical,  uniform  in  quality,  pliable,  free 
from  scale,  inequalities,  flaws,  splits,  and  other  defects,  and  shall  be 
subject  to  the  tests  hereinafter  provided  for. 

37  Every  piece  may  be  tested  for  ductility  and  tensile  strength,  and  5%  of 
the  entire  number  of  pieces  may  be  cut  and  tested  in  any  part.  Pieces 
cut  for  this  purpose  shall  not  be  brazed  or  otherwise  joined  together, 
but  each  length  shall  be  bound  up  into  a  separate  coil. 
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4.  The  wire  shall  be  capable  of  being  wrapped  in  six  turns  round  a  wire  of  its 

own  diameter ;  unwrapped,  and  again  wrapped  in  six  turns  round  a  wire 
of  its  own  diameter  in  the  same  direction  as  the  first  wrapping,  without 
breaking;  and  shall  be  also  capable  of  bearing  the  number  of  twists 
set  down  in  detail,  without  breaking.  The  twist-test  is  made  as 
follows:  The  wire  will  be  gripped  by  two  vises,  one  of  which  will 
be  made  to  revolve  at  a  speed  not  exceeding  one  revolution  per  second. 
The  twist  thus  given  to  the  wire  will  be  reckoned  by  means  of  an 
ink-mark,  which  forms  a  spiral  on  the  wire  during  torsion,  the  full 
number  of  twists  to  be  visible  between  the  vises. 

5.  Test  for  tensile  strength  may  be  made  with  a  lever  or  other  machine 

which  has  the  approval  of  the  officer  appointed  on  behalf  of  the  Post- 
master-General to  inspect  the  wire,  and  hereinafter  called  the  Inspecting 
Officer,  who  will  be  afforded  all  requisite  facilities  for  proving  the  cor- 
rectness of  the  machine. 

6.  The  electrical  resistance  of  each  test-piece  shall  be  reduced  according  to 

its  diameter,  and  shall  be  calculated  for  a  temperature  of  60°  F.  Such 
test-piece  shall  measure  not  less  than  one-thirtieth  part  of  an  English 
statute  mile. 

7.  If,  after  the  examination  of  any  parcel  of  wire,  5%  of  such  parcel  fail 

to  meet  all  or  aivy  of  the  requirements  of  the  specification  and  of  the 
table,  the  whole  of  such  parcel  shall  be  rejected ;  and  on  no  account 
shall  such  parcel,  or  any  part  thereof,  be  again  presented  for  examina- 
tion and  testing;  and  this  stipulation  shall  be  deemed  to  be,  and  shall 
be   treated  as,  an  essential  condition  of  the  contract. 

8.  Each  piece,  when  approved  by  the  Inspecting  Officer,  shall  be  made  into  a 

coil,  and  be  separately  bound ;  and  in  no  case  shall  two  or  more  pieces 
be  linked  or  otherwise  jointed  together.  The  eye  of  the  coil  shall  be 
not  less  than  IS  inches,  nor  more  than  20  inches,  in  diameter. 

9.  Each  coil  of  approved  wire  shall  be  weighed  separately,  and  its  weight 

(in  English  pounds  avoirdupois)  stamped  on  a  soft  copper  label,  which 
shall  be  provided  by  the  contractors,  the  label  being  firmly  affixed  to 
the  inner  part  of  the  coil.  The  contractors  shall  also  provide  the 
assistance  necessary  for  properly  affixing  to  each  coil  of  approved 
wire,  under  the  direction  of  the  Inspecting  Officer,  a  metallic  seal 
which  shall  be  provided  by  the  Postmaster-General,  the  weight  of 
this  seal  being  deducted  from  the  invoiced  weight  of  the  wire  when 
each  delivery  is  made,  or  on  completion  of  the  order,  as  may  be  ar- 
ranged. 

10.  The  approved  wire  shall  be  wrapped   in  canvas,  and   be  delivered  as 
required,  securely  packed  in  casks  or  cases. 
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n.    SPECIFICATIONS  FOR  IRON  WIRE. 

For  iron  wire  the  same  general  characteristics  are  required  in  so 
far  as  quality  of  wire  and  amount  of  testing  and  inspection  are  con- 
cerned. The  physical  requirements,  however,  will  be  found  in 
Table  No.  12. 

Table  No.  12. 

The  Speoifloations  issued  by  the  British  Postal  Telegraph  Authorities  for  the  Supply 

of  Galvanized  Iron  Wire. 


Wkicht 

PKR 

1 

Tbsts  I 

FOR  Strbn:; 

TH   AND        1 

« 

DiAMKTSR. 

pC 

Mils. 

Ductility. 

•s-S 

• 

8 

• 

c 

CO 

1 

• 

e 
«o 

J 

• 

B 

•r* 

CD 

B 

Weight 
of 

.s 

3 

e 
« 

8S 

C 

W 

ii 

Each 

• 

Allowed. 

1 

•d 

Allowed. 

to 

c 

5 

.2 

H 
o 

c 

•a 

O 

5> 

M 

stance  p 
dard  Size 

&  IB 

Piece  (or 
CoU). 

e 

1 

c 

C 

CO 

d 

• 

o 

;! 

t/5 

5 

B 

• 

T3 

E 

E 

T3 

e 

i    1 

E 

E 

•S 

E 

"(tf 

E  ' 

E 

E 

E 

5 

9 

E 

9 

1    ' 

"3 

E 

9 

E 

9 

3 

E 

22 

CQ 

9 

E 

n 

E 

«P4 

9 

E 

.#4 

3 

E 

•«4 

9 

B 
•a 

S" 

C 

««4 

s 

IS 

s 

C 

S 

C 

»4 

o- 

6 

(« 

■s 

B 

•«4 

0t: 

z 

%      1 

Mils. 

s 

1 

s 

s 

u. 

z 

u. 

s 

z 

Z 

S 

S 

Lbs. 

Lbs. 

Lbs. 

Mils. 

Mils. 

Lbs. 

Lbs.  1 

Lbs. 

Ohms. 

1 

1 

Lbs. 

Lbs. 

800 

707 

833  ! 

242 

237 

247 

2480 

16 

2660     14 

2620 

13 

6.75 

5400 

90 

120 

600 

571 

629  1 

209 

204 

214 

1860 

17 

1910     16 

1960 

15 

9.00 

&M)0 

90 

120 

460 

424 

477  ' 

181 

170 

186 

1390 

19 

1425  '  18 

1460 

17 

12.00 

5400 

90 

120 

400 

377 

424  1 

171 

166 

176 

1240 

21 

1270  1  20 

1300 

19 

13.60 

5400 

90 

120 

200 

190 

213 

121 

118 

125 

620 

30 

638  1  28 

655 

26 

27.00 

5400 

40 

65 

The  most  recent  practice  in  American  aerial  line  construction 
requires  manufacturers  to  furnish  line  wire  under  the  following 
requirements  :  — 

COPPER  WIRE. 

1.  Finish. —  Each  coil  shall  be  drawn  in  one  length  and  be  exempt  from  all 

joints  or  splices.  All  wire  shall  be  truly  cylindrical  and  fully  up  to 
gauge  specified  for  each  size,  and  must  not  contain  any  scale,  inequali- 
ties, flaws,  cold  shuts,  seams,  or  other  imperfections. 

2.  Inspection.  —  The  purchaser  will  appoint  an  inspector,  who  shall  be  sup- 

plied by  the  manufacturer  with  all  facilities  which  may  be  required  for 
examining  the  fini.shed  product,  or  any  of  the  processes  of  manufacture. 
The  inspector  shall  have  the  privilege  of  overseeing  the  packing  and 
shipping  of  the  samples.  The  inspector  will  reject  any  and  all  wire 
which  does  not  fully  come  up  to  all  the  specification  requirements.  The 
purchaser  further  reserves  the  right  to  reject  on  reception,  any  or  all  lots 
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of  wire  which  do  not  fulfil  the  specifications,  even  though  they  shall  pre- 
viously have  been  passed  or  accepted  by  the  inspector. 

3.  Appaxatna.  —  The  manufacturer  must  supply,  at  the  mill,  the  necessary 

apparatus  for  making  the  examination  called  for.  This  apparatus  shall 
consist  of  a  tension  testing-machine,  a  torsion  testing-machine,  an  elon- 
gation gauge,  an  accurate  platform  scale,  and  an  accurate  bridge  and 
battery.  Each  of  these  pieces  of  apparatus  may  be  examined  by,  and 
shall  be  satisfactory  to,  the  inspector. 

4.  Packing  for  Shipment.  —  When  ready  for  shipment,  each  coil  must  be 

securely  tied  with  not  less  than  four  separate  pieces  of  strong  twine,  and 
shall  be  protected  by  a  sufficient  wrapping  of  burlap  so  the  wire  may  not 
be  injured  during  transportation.  The  wrappings  shall  be  placed  upon 
the  wire  bundles,  after  they  have  been  coiled  and  secured  by  the  twine. 
The  diameter  of  the  eye  of  each  coil  shall  be  prescribed  by  the  inspector, 
and  all  coils  shipped  shall  not  vary  more  than  two  inches  in  the  diameter 
of  the  eye. 

5.  Weight.  —  Each  coil  shall  have  its  length  and  weight  plainly  and  indelibly 

marked  upon  two  brass  tags,  which  shall  be  secured  to  the  coil,  one 
inside  of  the  wrapping,  and  the  other  outside. 

6.  Mechanical  Properties.  —  All  wire  shall  be  fully  and  truly  up  to  gauge 

standard,  as  per  B.  and  S.  wire  gauge.  The  wire  shall  be  cylindrical  in 
every  respect.  The  inspector  shall  test  the  size  and  roundness  of  the 
wire  by  measuring  each  end  of  each  coil,  and  also  by  measuring  at  least 
four  places  in  the  length  of  each  coil.  A  variation  of  not  more  than  one 
and  one-half  mils  on  either  side  of  the  specified  wire  gauge  number  will 
be  allowed,  and  the  wire  must  be  truly  round  within  one  mil  upon  oppo- 
site diameters  at  the  same  point  of  measurement.  The  strength  of  the 
wire  shall  be  determined  by  taking  a  sample  from  one  end  of  each  coil, 
30"  in  length.  Of  this  piece,  18"  shall  be  tested  for  tension  and  elonga- 
gation,  by  breaking  the  same  in  the  tension  testing-machine.  The  sam- 
ples should  show  a  strength  in  accordance  with  the  following  table :  — 


Sizs  or 

Brbaking 

Breaking 

SiZB  OF 

Breaking 

Breaking 

WiRB. 

Weight  of 

Weight  of 

Wire, 

Weight  of 

Wbk.ht  of 

6.&  S. 

Hard-drawn. 

Annealed. 

B.  &  S. 

Hard-drawn. 

Annealed. 

Gaugb. 

Lbs. 

Lbs. 

Gauge. 

Lbs. 

L&s. 

0000 

9,971 

6,6Q0 

9 

617 

349 

000 

7,907 

4,4a0 

10 

489 

277 

00 

6,271 

3,553 

11 

388 

219 

0 

4,973 

2,818 

12 

307 

174 

1 

3.943 

2,234 

13 

244 

138 

2 

3.127 

1,772 

14 

193 

100 

3 

2,4ao 

1,406 

16 

153 

87 

4 

1,967 

1,114 

16 

133 

69 

6 

1,550 

883 

17 

97 

65 

6 

1,237 

700 

18 

77 

43 

7 

980 

555 

19 

61 

34 

8 

778 

440         ' 

20 

48 

27 

30 
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A  variation  of  \\  per  cent  on  either  side  of  the  tabular  limits  will  be  ac- 
cepted by  tlie  inspector.  The  elongation  of  the  wire  must  be  at  least 
3  per  cent  for  all  sizes  larger  than  No.  1 ;  IJ  per  cent  from  No.  1  to  No.  10, 
and  1  per  cent  for  sizes  less  than  No.  10,  for  hard-drawn  copper  wire.  The 
remainder  of  the  sample  selected  will  be  tested  for  torsion.  The  torsion 
sample  will  be  twisted  in  the  torsion  testing-machine  to  destruction,  one 
foot  in  length  being  placed  between  the  jaws  of  the  machine.  Under 
these  circumstances,  hard-drawn  copper  wire  shall  show  not  less  than  20 
twists  for  sizes  over  No.  1 ;  from  40  to  90  twists  in  sizes  from  No.  1  to 
No.  10 ;  and  not  less  than  100  twists  in  sizes  less  than  No.  10.  Should 
the  sample  selected  from  one  end  of  each  coil  show  failure  to  come  up  to 
the  specifications,  the  insijector  may  take  a  second  sample  from  the  other 
end  of  the  coil.  If  the  average  of  the  results  from  both  samples  shall  be 
within  the  specifications,  the  coil  shall  be  accepted ;  if  not  within  the 
specifications,  the  coil  shall  be  rejected.  The  weight  per  mile  shall  be  de- 
termined by  carefully  weighing  2  per  cent  of  the  number  of  coils  called 
for  in  the  contract;  and  the  weight  thus  obtained  shall  correspond,  within 
2  per  cent,  on  either  side  of  the  result  given  in  the  following  formulae :  — 


Weight  per  mile        = 


Weight  per  1000  ft.  = 


CM 
62.567  ' 

CM 
330.353 


7.  Electrical  Properties.  —  The  electrical  properties  of  the  wire  shall  be 
determined  by  the  inspector,  selecting  3  per  cent  of  the  coils,  and  from 
them  taking  lengths  of  100  ft.,  500  ft.,  or  1000  ft.,  at  his  discretion,  and 
measuring  the  conductivity  of  the  same  with  a  standard  bridge.  For 
soft-drawn  copper  wire,  the  following  resistance  per  mil  ft.  will  be 
assumed :  — 


Tempkraturk 

IN   DsGRRiCS 

F. 

rssistancb 
Lboal  Ohms. 

1 

Tbmpbrature 

iv  Degkebs 

F. 

Resista  ncb 
Legal  Ohms. 

0 

8.90707 

GO 

10.20253 

10 

9.16113 

70 

10.42083 

20 

9.3<H73 

80 

10.64268 

30 

9.56887 

90 

10.86806 

40 

9.77655 

100 

11.09698 

50 

9.98777 

For  hard-drawn  wire,  the  resistance  per  mil  ft.  shall  be  1.0226  times  the 
foregoing  figures.  All  wire  shall  be  within  98  per  cent  of  the  above 
figures. 

8.  Requirements  for  Iron  Wire.  —  All  iron  wire  shall  be  subjected  to  the 
same  general  requirements  as  above  specified  for  copper  wire,  and  shall 
be  inspected  and  tested  in  the  same  general  manner.  The  wire  shall  be 
carefully  annealed,  without  burning  or  undue  rusting  from  the  heat  of  the 


9. 
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furnace.  It  shall  be  soft,  pliable,  and  capable  of  elongating  not  less  than 
15  per  cent  in  lengths  of  one  foot  between  the  jaws  of  the  testing- 
machine. 

[echanical  Properties.  —  Weights  and  strengths  of  the  various  sizes  shall 
be  as  follows :  — 


Number 

Weight 

1  Breaking 

Number 

Weight 

Breaking 

B.  W.  G. 

PER  Mile. 

Weight. 

B.  W.  G. 

PER    Mll^. 

Weight. 

4 

730 

1898 

10 

280 

676 

6 

540 

1404 

11 

214 

556 

8 

380 

988 

12 

165 

429 

9 

330 

858 

14 

96 

250 

In  general  the  weight  per  mile  shall  be  CJ//72.  High  tensile  strength  is 
not  required ;  but,  in  general,  wire  must  not  break  under  less  strain 
than  two  and  one-half  times  its  weight  per  mile  in  pounds. 

10.  Torsion  Tests.  —  Torsion  tests  will  be  made  as  prescribed  for  copper  wire, 

and  the  specimens  must  not  fail  under  less  than  80  twists  in  a  length  of 
one  foot.  In  the  mechanical  requirements  for  iron  wire,  a  variation  of 
3  per  cent  on  either  side  of  the  specification  limits  will  be  accepted  by 
the  inspector. 

11.  The  electrical  resistance  of  iron  wire  will  be  determined  in  the  same  man- 

ner as  specified  for  copper  wire,  excepting  that  the  resistance  of  the  iron 
wire  shall  be  6.081  times  the  resistance  of  the  copper  wire  per  mil  ft.  at 
32°  F.,  with  an  allowance  of  .278  per  cent  for  every  degree  of  increase 
of  temperature. 

12.  Galvanizing.  —  When  galvanized  wire  is  called  for,  the  galvanizing  must 

be  true  and  smooth  over  the  entire  length  of  all  the  coils,  showing  that 
the  zinc  has  been  carefully  and  evenly  wiped  off.  The  wire  must  show 
no  black  spots,  scales,  or  inequalities.  The  galvanizing  will  be  tested 
by  plunging  a  sample  of  wire  from  5  per  cent  of  all  the  coils  into  a 
saturated  solution  of  sulphate  of  copper,  and  permitting  same  to  re- 
main for  70  seconds.  The  wire  will  then  be  withdrawn  and  wiped 
clean.  This  operation  will  be  repeated  four  times,  at  the  end  of  which 
time,  if  the  wire  appears  black,  the  galvanizing  will  be  considered  satis- 
factory, and  the  sample  accepted.  If,  on  the  contrary,  any  precipitated 
copper  is  shown,  the  galvanizing  will  not  be  considered  sufficiently  well 
done,  and  the  samples  may  be  rejected. 


19.  The  Tension  of  Aerial  Lines.  —  When  a  wire  is  stretched 
between  the  points  A  and  B,  Fig.  9,  situated  at  the  same  level,  it 
describes  a  curve  ADB,  known  under  the  name  of  the  catenary. 

The  horizontal  distance  AB  is  termed  the  span,  while  the  verti- 
cal distance  CD  between  the  lowest  point  of   the   curve  and  the 
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horizontal  line  AB  is  the  deflection.  The  catenary  may  be  re- 
ferred to  two  rectangular  co-ordinates,  of  which  the  vertical  axis 
Oy  passes  through  the  lowest  point  of  the  curve,  while  the  horizontal 


Fig.  9.    Diagram  of  the  Catenary. 


axis  is  situated  at  such  a  distance  "//,"  6e/ow  the  point  D,  or  the 
lowest  part  of  the  curve,  that  if  the  tension  of  the  wire  at  this  point 
be  represented  by  T,  and  the  weight  per  unit  of  length  by  P,  then 


^  = 


(1) 


Under  these  conditions  the  equation  of  the  catenary  may  be 
represented  by 

(2) 


y  =  I  [A  +  rx). 


in  which  e  is  the  base  of  the  Napierian  system  of  logarithms.    Devel- 
oping the  second  number  of  this  equation  by  McLaurin's  formula, 


>-H'  +  ih-^+i:Au-^+''''-)- 


(3) 


Usually  the  tension  T  is  so  large  in  respect  to  the  weight  P  that 
for  all  ordinary  spans  it  is  sufficient  to  represent  the  curve  by  the 
following  equation,  which  is  readily  recognized  as  that  of  a  parabola, 


y=-^^  +  i 


2h 


(4) 


a 


Calling  the  span  a,  the  deflection/,  and  making  ^  =  ^ ,  from  equa- 
tion (4), 


a 


a' 


-V  =  '^  +  -^-T  (5),  and /=  -;r--  = 


a'P 


%h 


^h       ST' 


(6) 
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This  last  equation  gives  the  deflection  at  the  center,  if  the  weight 
per  unit  of  length  is  known,  as  well  as  the  span  and  the  tension  at 
the  lowest  point  If  the  span,  the  deflection,  and  weight  are  known, 
it  is  easy  to  calculate  the  tension.  The  tension  T^  at  the  highest 
point  is  g^ven  by  the  equation 

T,^T+Pf,  (7) 

Except  in  cases  where  the  deflection  is  very  great,  the  tension  7]^ 
does  not  sensibly  differ  from  the  tension  T  at  the  lowest  point ;  and 
without  serious  error  it  may  be  assumed  that  the  tension  calculated 
by  formula  (6)  represents  the  tension  throughout  all  points  of  the 
span.     The  length  of  the  wire  may  be  obtained  from  the  equation 


Substituting  for   djf/dx  its  value  from  equation  (4) 

.//  =  ^.(l  +  ^y=^:v(l  +  ^.-^  +  etc.). 

an  expression  that  for  common  spans  reduces  to 


(8) 


(9) 


jr* 


^/  =  <&  f  1  +  ^  j  integrating,  (10), 

•    '=/:>('+2'i)-'"+2i!ii'       <") 

'=«  +  |4^-  (12) 

If  a  equals  the  horizontal  span,  /  the  actual  length  of  the  wire  be- 
tween the  insulators,  /  the  deflection  of  the  wire  at  the  center,  P  the 
weight  of  one  unit  of  length  of  the  wire,  and  T  the  tension  of  the  wire 
at  its  lowest  point,  the  three  following  equations  are  approximate :  — 

12  3 

/=^a3)  r=0(14)         /  =  a  +  ^(16) 

20.  Influence  of  the  Variations  of  Temperature.  —  The  ten- 
sion in  the  wire  deduced  from  these  formulae  is  obviously  the  tension 
at  the  time  when  the  line  is  erected.     If  the  temperature  falls,  the 
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wire  tends  to  contract  in  proportion  to  the  diminution  of  tempera- 
ture. The  elasticity  of  the  wire,  however,  allows  it  to  elongate 
somewhat  under  any  increase  in  the  tension  that  results  from  the 
contraction.  The  accumulation  of  sleet  or  snow  upon  the  wire  add  s 
a  very  considerable  amount  to  its  weight,  and  consequently  to  the 

Table  No.  13. 

Sa«;8  and  Tensions  to  be  Observed  in  Erectinsr  Wires  at  Various  Temperatures. 

400  lbs.  Iron  -Wire  (No.  7i). 


Span 

IN 

Fkbt. 


22- F. 

Low  Winter 
Temperature. 


Sag. 


Tension. 


40'  F. 

Ordinary  Winter 
Tempbrature, 


Sag. 


Tension. 


58- F. 

Average  Summer 
Temperature. 


Sag. 


Tension. 


76*  F. 

Hic;h  Summer 
Temperature. 


Sag. 


Tension. 


270 
240 
210 
180 
150 


Ft. 
3 
2 
2 
1 
1 
0 


In. 

If 
6| 

Oi 
9i 


Lbs. 

270 

270 

270 

270 

270 

270 


Fi. 
3 

3 
2 

2 
1 
1 


In. 
9 

li 

71 

U 
8 

3J 


Lbs. 
227 
219 
210 
198 
184 
165 


Ft. 

4 

3 

3 
<> 

2 
1 


In. 
2} 

75 


Lbs. 
200 
190 
178 
164 
148 
130 


Ft. 
4 
4 
3 
2 
2 
1 


In. 

83 

0| 

5| 

lOJ 

41 


Lbs. 
180 
169 
157 
143 
128 
110 


150  libs.  Hard-Drawn  Copper  Wire  (No.  12.^). 


Span 

in 
Feet. 


22- F. 

Low  Winter 
Temperature. 


Sag. 


Tension. 


40- F. 

Ordinary  Winter 
Temperature. 


Sag. 


Tension. 


68'  F. 

Average  Summer 
Temperature. 


Sag. 


Tension. 


76*  F. 

High  Summer 
Temperature. 


Sag. 


Tension. 


300 
270 
240 
210 
180 
150 


Ft. 

In. 

Lbs.   , 

Ft. 

In. 

2 

8 

120   1 

3 

7 

2 

2 

120   ' 

3 

1 

1 

82 

120   1 

1 

2 

6| 

1 

3! 

120   ' 

1 

2 

15 

0 

Ill 

120 

1 

9 

0 

8 

120   , 

1 

4! 

Lbs. 
89 
84 
80 
73 
66 
58 


Ft. 

In. 

4 

3J 

3 

9i 

3 

2* 

o 

8J 

2 

3j 

1 

10 

Lbs. 

74 

69 

64 

67i 

51 

44 


Ft. 

4 

4 

3 

3 

2 
o 


In. 

11* 
4i 
83 
2i 
81 
2j 


Lbs. 
64 
60 
644 
49 
43 
36) 


100  libs.  Hard-Brawn  Copper  Wire  (No.  14). 


Span 

IN 

Feet. 


22- F. 

Low  Winter 
Temperature. 


Sag. 


Tension. 


40-  F. 

Ordinary  Winter 
Temperature. 


Sag. 


Tension. 


58- F. 

Average  Summer 

Temperature. 


Sag. 


Tension. 


76*  F. 

High  Summer 
Temperature. 


Sag. 


Tension. 


300 
270 
240 
210 
180 
150 


Ft. 

In. 

Lbs. 

Ft. 

In. 

2 

8 

80 

3 

7 

2 

2 

80 

3 

1 

1 

83 

80 

2 

flj 

1 

31 

80 

2 

1| 

0 

111 

80 

1 

9 

0 

8 

80 

1 

4| 

Lbs. 
59 
56 
53 
49 
44 
39 


Ft. 
4 
3 
3 

i!  2 
II  2 

1!  1 


In. 
33 
9* 
2J 
88 
3i 

10 


Lbs. 

49 

46 

42^ 

38 

34 

29 


Ft. 

In. 

4 

11* 

4 

4i 

3 

8J 

3 

2i 

2 

8* 

2 

21 

Lbs. 
43 
40 
38 
33 
29 
24 
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tension  to  which  it  is  subjected.  In  order  to  ensure  against  acci- 
dents, it  is  therefore  necessary  to  so  adjust  the  tension  of  'the  wire 
when  the  line  is  erected,  that  under  all  ordinary  circumstances  no 
future  stresses  will  be  sufficient  to  exceed  the  elastic  limit  of  the 
material.  The  limiting  tension  permissible  is  often  assumed  to  be 
from  one-fifth  to  one-quarter  of  the  breaking-strain,  the  limit  of  elas- 
ticity usually  being  about  one-third  of  the  ultimate  strength.  Lines 
which  are  erected  in  the  summer  time  should  be  allowed  a  much 
greater  deflection  than  those  placed  in  the  winter,  in  order  that  the 
contraction  due  to  cold  weather  may  not  cause  the  tension  to  exceed 
the  safety  limit.  Long  spans  must  have  more  slack  than  short  ones, 
and  straight  lines  must  be  given  more  deflection  than  those  in  which 
cur\'es  are  of  frequent  occurrence  ;  for  the  curve  allows  the  line  to 
give  somewhat  under  the  additional  stresses  introduced  by  contrac- 
tion. While  slack  lines  are  safer  so  far  as  the  tension  on  the  wires 
is  concerned,  they  are  liable  to  give  extreme  trouble  from  swinging 
crosses,  and  from  entanglement  with  neighboring  wires.  In  Table 
Xo.  13  will  be  found  data  indicating  the  appropriate  deflections  and 
tensions  to  be  observed  in  stringing  the  more  common  sizes  of  iron 
and  copper  wire  at  the  various  temperatures  to  be  met  with  in 
practice. 


•< 

\ 
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CHAPTER   III. 

CONSTRUCTION  OF  AERIAL  CIRCUITS. 

PART  I.  —  GENERAL   LINE  WORK. 

Art.  21.  Classification.  —  Assuming  the  location  of  the  central 
station  as  selected,  and  the  general  design  of  the  plant  determined, 
the  construction  of  the  necessary  circuit  becomes  a  matter  for  con- 
sideration. Electrical  circuits  may  be  primarily  divided  into  Aerial 
and  Underground,  depending  upon  whether  the  line  is  placed  upon 
poles  distributed  over  the  surface,  or  carried  through  a  conduit  or 
other  structure  buried  in  the  earth.  Either  form  of  circuit  may  be 
further  classified  as  Metallic  or  Grounded.  In  the  metallic  circuit, 
the  entire  line  is  composed  of  wire  extending  from  one  pole  of  the 
generating-station  back  to  the  other  pole.  In  the  grounded  circuit, 
a  portion  of  the  line  is  composed  of  wire,  while  for  the  remainder  the 
earth  as  a  return  is  used.  Depending  on  the  design  of  the  plant, 
electrical  circuits  may  still  further  be  catalogued  as  Telegraph  cir- 
cuits, Telephone  circuits,  and  Power  circuits  ;  and  the  latter  group 
may  still  further  be  subdivided  into  Lighting  circuits,  Motor  circuits, 
and  Railway  circuits. 

22.  Aerial  Lines.  —  Recently  all  electrical  circuits  were  of  the 
aerial  type ;  as  it  has  only  been  within  the  past  decade  that  the  in- 
creasing multiplicity  of  overhead  wires  has  caused  the  various  forms 
of  conduit  to  spring  into  existence,  that  the  streets  of  the  larger 
cities  might  be  freed  from  the  inconvenience  of  pole  circuits. 

23.  Poles.  —  Aerial  lines  are  built  by  setting  upright  into  the 
ground  poles  of  sufficient  strength  to  carry  the  weight  of  wire  neces- 
sary for  the  circuits,  and  the  various  lines  are  supported  on  insulators 
placed  on  cross-arms  attached  to  the  tops  of  the  poles.  For  open 
country  lines  wooden  poles  are  used,  white  Canadian  cedar,  Northern 
pine,  or  chestnut  being  considered  the  best  material.  In  the  South, 
cypress  or  Southern  pine  is  common ;  but  it  does  not  weather  as 
well  as  the  Northern  woods.     The  poles  should  be  sound,  live  wood. 
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Straight  and  true,  and  free  from  bad  knots,  shakes,  large  cracks, 
dr}'  rot,  and  other  defects.  The  poles  should  not  be  less  than  six 
inches  in  diameter  at  the  top  for  lines  through  the  open  country,  or 
from  seven  to  eight  inches  for  city  work.  The  bark  should  be 
carefully  stripped  from  the  poles,  which  should  then  be  shaved  and 
trimmed,  and  the  gains  for  the  cross-arms  cut.  It  is  also  customary 
to  bolt  the  cross-arms  to  the  poles  previous  to  setting,  as  it  is  con- 
siderably more  economical  for  this  work  to  be  performed  on  the 
ground  level.  The  distance  apart  at  which  poles  are  set  varies 
greatly  with  the  nature  of  the  line,  and  territory  through  which,  it  is 
constructed.  For  light  lines  in  the  open  country,  from  thirty-five  to 
forty-two  poles  per  mile  is  a  common  rule.  For  heavier  city  lines, 
forty  to  fifty  poles  per  mile  is  usual ;  while  for  electric  railway  work, 
from  forty-five  to  fifty-five  poles  to  the  mile  are  necessary. 

24.    Methods  of  Preservation.  —  In  this  country  it  is  not  cus- 
tomary to  treat  the  poles  in  any  way  in  reference  to  their  preservation, 
excepting  to  give  them  one  coat  of  paint  previous  to,  and  one  after, 
erection.      In  Europe  the  custom  of  creosoting,  or  of  treating  them 
with  various  preserving  solutions,  is   quite   common.      Besides   the 
operation  of  creosoting,  several  methods  of  preservation  have  been 
suggested,  which  consist  in  soaking  the  poles  in  large  tanks  filled  with 
solutions  of  chloride  of  zinc,  chloride  of  mercury,  sulphate  of  iron, 
or  sulphate  of  copper.     It  is  the  attempt  of  all  of  these  processes  to 
make  the  preserving  solution  saturate  the  wood,  and  form,  with  the 
\'arious  vegetable  albumens,  insoluble  compounds,  thus  lengthening 
the  life  of  the  timber.     With  the  exception  of  creosoting,  all  these 
methods  involve  considerable  expense,  and  as  yet   have  not  given 
results  that   seem  to  justify  the  necessary  outlay.      Recently  the 
process  of  "Vulcanizing,"  which  simply  consists  in  heating  the  poles 
lor  some  hours  in  a  closed  cylinder  to  about  600°  F.,  has  given  great 
satisfaction.     The  high  temperature  seasons  the  wood  by  coagulating 
the  albumen,  adding  greatly  to  the  life  of  the  pole.     The  simplicity 
and  cheapness  of  this  process  are  greatly  in  its  favor. 

The  treatment  by  the  creosoting  process  consists  in  placing  the 
poles  in  a  strong  iron  vat  from  which  the  air  can  be  exhausted.  In 
the  vacuum  thus  produced,  all  the  sap  and  other  juices  of  the  wood 
flow  outwards,  and  are  carried  away  by  a  suitable  system  of  piping. 
Live  steam  at  a  pressure  of  about  100  pounds  to  the  square  inch 
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is  then  admitted  into  the  cyUnder,  and  the  poles  thoroughly  cooked 
and  steamed  for  several  hours.  Subsequent  to  the  steaming,  crude 
petroleum  oil  is  admitted  into  the  cylinder  under  a  hydrostatic 
pressure  of  200  to  300  pounds.  By  means  of  this  operation  it  is 
expected  that  all  the  fluids  contained  in  the  woods  are  extracted, 
and  are  replaced  by  the  crude  petroleum,  contributing  very  materially 
to  the  life  of  the  poles.  Experiments  have  shown  that  lines  con- 
structed of  poles  treated  in  this  manner  are  in  perfectly  good  con- 
dition after  twenty  years  of  life. 

26.  The  Height  of  Poles.  —  The  height  of  the  poles  which  it 
is  necessary  to  use  will  depend  very  largely  upon  the  magnitude  or 
number  of  circuits  which  they  are  to  sustain.  For  ordinary  city- 
work,  for  telegraph  or  telephone  construction,  a  height  of  40  to  60 
feet  is  usually  employed.  In  some  cases,  however,  very  notably  in 
some  of  the  large  metropolitan  lines,  poles  of  100  or  even  126  feet 
in  height  have  been  erected,  carrying  a  very  large  number  of  wires. 
Usually  it  is  preferable  to  use  a  high  pole  rather  than  a  low  one,  in 
order  that  the  line  may  be  thoroughly  clear  of  the  street,  and  may 
not  become  too  much  of  an  obstruction  to  neighboring  buildings, 

26.  Cross-Anns.  —  The  cross-arms,  carrying  insulators,  should 
preferably  be  of  yellow  pine ;  they  should  be  carefully  sawed,  true 
and  square,  and  should  be  of  sound  hard  wood,  and  thoroughly  coated 
with  mineral  paint  having  good  insulating  properties.  The  cross- 
arms  are  usually  4J"  x  3^",  and  vary  from  3  to  10  feet  in  length, 
depending  upon  the  number  of  insulators  to  be  supported.  Two 
wires  are  carried  on  a  three-foot  arm,  and  10  on  a  ten-foot  arm. 
The  top  of  the  arm  is  rounded  with  a  circular  chamfer,  as  shown  at 
C,  Fig.  10,  to  prevent  the  accumulation  of  snow  and  water.  Fre- 
quently the  arms,  including  the  pins,  are  assembled  at  the  factory  and 
shipped  complete.  The  cross-arms  are  usually  set  20"  apart  vertically 
along  the  gains,  strongly  bolted  and  braced.  Two  braces  are  allotted 
to  each  arm.  They  are  of  galvanized  iron,  1  J"  wide,  |^"  thick,  and  28" 
long.  One  end  of  each  of  the  pair  of  braces  is  secured  to  the  pole  by 
one  of  the  cross-arm  bolts,  the  other  ends  being  attached  to  the  next 
arm  above,  between  the  second  and  third  pin  on  the  right  and  left  hand 
of  the  pole,  thus  forming  a  bracket  to  steady  the  arm.  It  has  been 
customary  to  secure  the  arm  to  the  pole  by  means  of  two  lag-bolts 
passed  through  the  arms,  and  screwed  into  the  pole.     As  the  thread 
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of  the  lag-bolt  destroys  the  fiber  of  the  pole  to  such  an  extent  that 
it  b  usually  impossible  to  replace  cross-arms  after  the  line  has  been 
some  years  in  service,  it  is  at  present  considered  better  to  fasten 
the  arm  with  a  single  carriage-bolt,  passed  entirely  through  both  arm 
and  pole,  the  bolt  hole  being  cleanly  bored  with  a  sharp  bit,  accu- 
rately to  fit  the  bolt.  The  bearings  of  the  bolt-head  and  nut  should 
be  prevented  from  crushing  the  wood  by  ample  washers.  In  lines 
ci^nstnicted  of  machined  poles,  as  in  street  railway  work,  when  the 
pole-tops  are  all  uniform  in  size,  the  cross-arms  may  best  be  fastened 
by  means  of  a  U-bolt  that  extends  entirely  around  the  pole.  This 
method  obviates  any  injury  or  weakening  of  the  pole  itself. 

27.   Pins.  —  The  insulator  pins  should  be  of  locust  or  oak.     The 
pins  have  a  turned  shank  IJ"  in  diameter  to  fit  the  hole  in  the  cross- 


I  I  I  I  I  I'l 


B 
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fig.  10.    Croas-Arms  and  Pins. 

ami,  and  when  in  place  are  secured  by  a  single  wire  nail  driven 
through  the  arm.  The  upper  part  of  the  pin  is  threaded  to  match 
the  particular  insulator  for  which  the  line  is  designed.  Where 
comers  in  the  line  occur,  the  sustaining  power  of  the  pin  is  re-en- 
forced by  securing  it  to  the  arm  by  a  nut  and  washer.  A  corner  pin 
is  indicated  at  B,  Fig.  10,  and  a  common  pin  at  A.  The  pins  are 
placed  10"  to  12"  apart  on  the  arm,  with  an  allowance  of  15" 
between  the  two  middle  pins,  in  order  that  the  wires  supported  by 
them  may  adequately  clear  the  pole.  The  general  aspect  of  a 
properly  equipped  wooden  pole-top,  for  telephone  or  telegraph  lines, 
is  shown  in  Fig.  11  (p.  38). 

28.    The  Facing  of  Arms.  —  In  setting  the  poles,  it  is  custom- 
ary to  place  the  cross-arms  in  such  a  manner  that  those  on  the 
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adjacent  poles  shall  face  each  other,  while  on  the  next  two  poles 
they  shall  be  turned  back  to  back.  The  object  of  this  disposition 
of  the  cross-arms  is  to  prevent  accident  in  case  of  the  breaking  of 
any  of  the  wires.  If  the  cross-arms  were  all  set  in  one  direction, 
an  excessive  stress,  or  some  accidental  cause,  such  as  a  broken 
pole,  might  wrench  off  one  of  the  cross-arms,  and  the  stress  being 
transferred  to  the  next  one,  like  a  row  of  blocks  the  whole  line 
would  go  down.  On  the  contrary,  if  the  arms  are  set  alternately 
facing  and  back  to  back,  it  Is  practically  impossible  to  pull  off  more 

/ 


than  two  sets  of  arms,  and  thus,  frequently,  a  broken  pole  is  kept 
from  falling,  and  the  line  saved.  To  obtain  good  appearance,  the 
poles  should  be  carefully  set  plumb  and  true,  leaving  their  tops 
essentially  in  a  straight  line.  In  city  work  this  condition  can 
usually  be  attained  by  using  poles  of  the  same  height.  In  the  open 
country,  owing  to  the  differences  in  level,  it  is  essential  to  use  poles 
of  correspondingly  varying  heights  in  order  to  preserve  uniformity. 
29.  Stresses.  —  The  stresses  to  which  a  pole-line  is  subjected 
are  primarily  due  to  the  weight  of  the  wire  and  cable  which  the 
poles  have  to  support,  and  to  the  longitudinal  stresses  due  to  the 
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tension  upon   them.     Concerning  the  stresses  to  which  the  poles 
are  subjected,  the  forces  may  be  divided  into  three  classes. 

30.  First.  —  In  straight  line  work  the  cross-arms  and  insulators 
transmit  to  the  poles  the  weight  of  the  wire  and  cables  supported 
upon  them.  This  stress  acts  vertically,  being  a  direct  load  tending 
to  break  the  arm  at  the  center  where  it  is  secured  to  the  pole,  and 
to  crush  the  pole  as  a  column.  In  the  winter,  the  weight  thus 
thrown  on  poles  may  be  very  largely  augmented  by  snow  or  sleet, 
with  which  the  wires  may  become  incrusted. 

31.  Second,  —  The  action  of  the  wind  against  the  wires  de- 
velops considerable  lateral  stress,  which  causes  the  poles  to  vibrate 
in  a  dangerous  manner,  and  may  break  them  at  or  near  the  surface 
of  the  ground. 

32.  Third.  —  Whenever  a  change  of  direction  occurs  in  a  pole- 
line,  or  wherever  one  or  more  wires  or  cables  are  terminated,  the 
poles  are  subjected  to  a  bending-stress,  equivalent  in  the  first  case 
to  the  resultant  of  the  tension  in  all  of  the  circuits,  pulling  the  poles 
sidewise ;  and  in  the  second  case,  to  a  bending-moment  derived  from 
the  sum  of  all  the  tensions  in  the  wires,  or  other  circuits  which  are 
ended,  tending  to  pull  the  pole  over  longitudinally  in  the  direction 
of  the  line. 

Great  care  must  be  exercised  in  the  design  of  all  lines  of  magni- 
tude, to  see  that,  at  the  points  of  change  of  direction,  or  at  the  • 
termination  of  any  or  all  circuits,  the  poles  are  sufficiently  strong 
or  carefully  braced  to  withstand  these  stresses. 

In  the  case  of  a  change  of  direction  in  a  pole-line,  the  resultant 
of  the  line  stress  may  be  readily  determined  by  the  application  of 
the  well-known  principle  of  the  parallelogram  of  forces.  By  examin- 
ing the  tensions  in  the  line  on  either  side  of  the  angle,  and  determin- 
ing the  resultant,  the  magnitude  of  the  force  tending  to  deflect  the 
pole,  and  its  direction,  are  readily  ascertained.  To  counterbalance 
this  tendency,  the  pole  must  be  either  stiff  enough  to  stand  the 
bending-moment,  or  else  the  top  of  the  pole  must  be  anchored 
in  a  direction  opposed  to  the  resultant  stress,  by  means  of  a  guy 
wire  or  rod. 

33.  Calculations  for  Pole  Strength.  —  A  pole  subjected  to  a 
horizontal  force  is  bent  in  the  direction  of  the  force;  the  fibers  of 
the  wood  lying  on  the  side  of  the  pole  toward  the  force  being  ex- 
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tended,  and  those  on  the  opposite  side  being  compressed.  If  the 
pole  be  cylindrical,  the  section  of  rupture  is  at  the  surface  of  the 
ground.  If,  as  is  usually  the  case,  the  pole  be  a  truncated  cone, 
rupture  occurs  at  the  surface  of  the  ground  when  the  diameter  of 
the  pole  at  the  point  of  application  of  the  force  is  equal  to,  or 
greater  than,  \  of  the  diameter  at  the  surface  of  the  ground.  When 
the  diameter  of  the  section  at  the  point  of  application  of  the  force 
is  less,  the  rupture  takes  place  above  the  surface  of  the  ground,  at 
that  point  where  the  diameter  is  |  of  the  diameter  at  the  point  of 
application  of  the  force. 

The  horizontal  force  which  a  pole  will  support  at  the  instant 
of  rupture,  when  the  section  of  rupture  coincides  with  the  section 
at  the  ground  level,  is  shown  by  the  formula  — 

^=^^,  (16) 

where  R  is  the  radius  of  the  section  at  the  surface  of  the  ground,  L 
is  the  height  above  the  soil  of  the  point  of  application  of  the  force, 
and  7i  is  the  resistance  to  rupture  per  unit  section  of  the  substance 
which  forms  the  pole. 

Transposing  and  assuming  10  as  a  factor  of  safety,  the  formula 
becomes  

'  ^.     ■  (17) 


.=^ 


Where  the  diameter  of  the  section   at  the  point  of  application 

of  the  force  is  less  than  J  of  the  diameter  at  the  surface  of  the 

ground,  and  the  section  of  rupture  is  above  the  ground  level,  the 

force  F  which  will  rupture  the  pole  is  given  by  the  more  complicated 

formula  — 

p  ==  27  irR^^  {R  —  R^)  7;  ^  ^^g^ 

16  L 

in  which  R  is  the  radius  of  the  section  at  the  surface  of  the  ground, 
and  R  ^  the  radius  of  the  section  at  which  the  force  is  applied.  F,  in 
all  cases,  is  the  resultant  of  the  horizontal  forces  acting  on  the  pole, 
and  a  factor  of  safety  of  from  6  to  10  should  be  used. 

The  value  of  T^  may  be  found  in  Tables  Nos.  14  and  15,  com- 
piled from  standard  authorities,  which  give  the  ultimate  or  breaking 
load  of  various  kinds  of  wood,  either  in  tension  or  compression. 
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Table   No.   14. 

TensUe  Strength  of  Timber. 

V    wraeryr  BREAKING  WhIGHT  PKR 

Squarb  Inch  in  Lbs. 

Ash,  white 10,000  to  17,000 

Ash.  American 5,500    *'  17,000 

Ash,  English 4,000    "  16,000 

Beech 5,000    "  12,000 

Birch 7,000    "  15,000 

Cedar,  Lebanon 10,000    "  12,000 

Cedar,  West  Indian 4,000    "  7,500 

Cedar,  American 11,400 

Chestnut 7,000    "  13,000 

Cypress 6,000 

Deal,  Christiania 12,900 

Elm        6,000    "  10,000 

Oak       10,000 

Pine,  pitch 7,600 

Pine,  Riga 14,300 

Pine,  yellow 5,000    "  12,000 

Pine,  red 3,000 

Poplar        5,500    '*  7,000 

Redwood,  California 10,800 

Spruce 5,000    "  10,000 

Sycamore       9,000    '*  13,000 

Table    No.    15. 

Crushiz)^  Strexi«th  of  Timber. 

Crushing  Wbight  in  Lbs. 

\  ARIKTY.  pgj^  SqUARB  InCH. 

Ash        5,000  to  8,000 

Beech 7,700 

Birch 4,500    «  6,000 

Cedar,  red »     .     .  4,500   "  5,900 

Chestnut 5,350 

Elm 6,000    «  10,000 

Oak,  American,  white 4,000    "  9,000 

Oak,  English 6,500    »»  9,500 

Oak,  Dantzic 7,700 

Pine,  pitch 6,800 

Pine,  yellow 5,300    "  6,500 

Pine,  red 6,000    "  7,500 

Pine,  white 5,000    *'  6,000 

Spruce,  white 4,500    "  6,000 
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34.    The  preceding  formulae  are  generally  applicable  where  tho 
forces  acting  on  a  pole  may  be  resolved  into  one  horizontal  com- 
ponent.     Often  the  horizontal  force  is  exceedingly  large,  as  in     a. 
corner  or  terminal   pole.      In  such  cases,  an  unsupported   pole  of 
sufficient  strength  would  be  impracticable.     By  staying  the  pole  with 
a  guy-rod,  a  new  set  of  conditions  arise.     Where  a  pole  stands  with- 
out guying,  one-half  of  its  fibers  are  in  tension  and  the  other  half  in 
compression.     When  the  guy-rod  is  added,  all  the  fibers  of  the  pole 
are  under  compression,  while  the  guy-rod  is  under  tension. 

Let  F  equal  the  known  horizontal  resultant  of  the  forces  which 
act  on  the  pole ;  p,  the  angle  between  the  guy-rod  and  the  ground 
level  (horizontal);  a,  the  angle  between- the  guy-rod  and  the  pole 
(perpendicular) ;  T,  the  tension  on  the  guy-rod ;  and  5,  the  crushing- 
force  acting  on  the  pole. 

Then,  T  =  -^—      (19),  and  ^  =  Tcos  a.  (20) 

cos  p 

These  formulae  are  true,  assuming  that  the  guy-rod  is  attached 
to  the  pole  at  the  point  of  application  of  the  horizontal  resultant 
force  F. 

Represent  by  P  the  total  weight  of  pole  cross-arms,  guy-rod, 
fixtures,  wires,  and  cables.  The  total  crushing-force  W  acting  on 
the  pole  is  then  S  -^  P, 

Considering  the  pole  now  as  a  long  column  fixed  at  one  end,  in 

which  /  is  the  distance  in  feet  from  ground  to  section  just  below 

cross-arms ;  d  is  the  diameter  in  inches  of  the  smallest  section  of  the 

pole  below  the  cross-arms ;  Hodgkinson's  experiments  indicated  that 

the  ultimate  supporting  power  is  given  for  pine  columns  by  the 

expression,  — 

IV=A'L.  (21) 

For  any  other  kind  of  wood,  the  resistance  to  rupture  will  be  in  pro- 
portion to  the  respective  ultimate  crushing-strength,  as  given  in 
Table  No.  15. 

36.  In  the  case  of  the  ordinary  pole-line,  provision  must  be 
made  for  two  things  —  wind  pressure,  and  the  crushing-weight  due 
to  snow  and  ice  on  the  wires.  Assuming  a  wind  pressure  of  30  lbs. 
per  sq.  ft.,  the  pressure  exerted  by  the  wind  on  an  ordinary  40  ft. 
pole,  measuring  7  in.  in   diameter   at   the   top,  and  14   ins.  at   the 
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ground  level,  will  be  approximately  equivalent  to  a  horizontal  force 
of  about  500  lbs.  applied  at  the  top  of  the  pole ;  and  a  difference  of 
5  ft.  in  the  length  of  the  pole  will  make  a  difference  of  about  100  lbs. 
in  the  resultant  pressure. 

The  pressure  per  cross-arm  carrying  10  wires  will  be,  approxi- 
mately, 5O0  lbs.  From  such  data,  the  total  horizontal  force  acting 
on  the  top  of  the  pole  can  be  estimated,  and  applied  in  the  formulae. 
It  must  be  understood  that  it  is  unnecessary  to  use  all  the  preceding 
fcHinulse  in  calculating  the  size  of  every  pole,  as,  to  a  great  extent,  the 
judgment  of  the  designer  must  be  exercised.  A  pole-line  with  only 
two  or  three  wires,  or  a  single  cross-arm,  would  need  no  special  pre- 
caution against  crushing.  -  In  a  large  corner,  or  terminal  pole,  wind 
pressure  is  a  comparatively  small  proportion  of  the  total  bending- 
force,  and  is  amply  provided  for  by  the  factor  of  safety.  In  each 
case  the  controlling  destructive  force  must  be  provided  for,  allowing 
the  factor  of  safety  to  provide  for  the  others. 

The  sleet  storm,  or  fall  of  damp  snow,  succeeded  by  a  high  wind, 
is  the  worst  enemy  of  the  pole-line.  There  are  cases  on  record  of 
ice  incrustations  on  a  No.  10  wire  accumulating  to  such  an  extent  as 
to  make  a  continuous  cylinder  six  inches  in  diameter.  The  best  prac- 
tice indicates  the  advisability  of  making  the  poles  strong  enough  to 
withstand  all  the  ordinary  attacks  of  the  elements  ;  if  then,  under  an 
excessive  snow  load,  some  of  the  circuits  are  ruptured,  the  repair  job 
is  an  easy  one.  A  broken  pole  is  much  more  difficult  to  replace,  and 
in  the  act  of  falling  is  apt  ta  drag  with  it  a  long  section  of  line,  thus 
extending  the  damage  over  a  large  territory. 

36.  Guying.  —  In  the  open  country,  there  is  little  or  no  objection 
to  the  practice  of  re-enforcing  by  means  of  guy-rods  ;  but  in  city  lines 
the  room  occupied  in  a  street  by  the  guys  becomes  exceedingly 
objectionable,  as  in  many  cases  the  direction  of  the  resultant  is  such 
as  to  necessitate  a  guy  situated  in  such  a  manner  as  to  interfere  with 
traffic.  Inasmuch  as  the  method  of  guying  is  by  far  the  cheapest 
expedient,  it  is  still  resorted  to  in  all  cases  where  it  is  possible  for  it 
to  be  successfully  accomplished. 

Various  forms  of  pole-guys  are  indicated  in  Fig.  12,  illustrating 
also  the  objectionable  forms,  such  as  tying  the  top  of  the  pole  by 
means  of  a  guy,  or  in  placing  it  directly  below  the  cross-arms.  The 
effect  of  such  guying  is  to  cause  the  pole  to  bend  directly  beneath 
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the  arms,  and,  ultimately,  to  fail  at  this  point.     Probably  the    most 
valuable  form  of  guy  is  that  known  as  the  "  Y"  guy,  consisting^   in   a 
tension  member  so  arranged  as  to  secure  the  pole  directly  at  the  top 
of,  and  immediately  under,  the  cross-arms.      In  this  way  nearly   all 
the  stress  of  the  line  is  transferred  to  the  guy,  in  such  a  manner  as 
not  to  cause  sensible  deflection  of  the  pole.     When  there  are  more 
than  two  or  three  cross-arms,  "  Y  "  guying  should  always  be  adopted. 
Most  frequently  guys  are  made  either  of  one  or  more  strands  of  No.  8 


s^,  ■   ■  —  t-» ^- 


Fig.  12.     Methods  of  Quying. 


iron  wire,  or  of  I"  to  §"  steel  wire  strand.  The  wire  strand  is  to  be 
preferred,  as  it  is  more  flexible,  more  easily  drawn  to  the  proper  ten- 
sion, and  adapts  itself  more  readily  to  the  emergencies  of  each  partic- 
ular case.  It  is  also  customary,  in  straight  line  work,  to  frequently 
guy  the  top  of  each  pole  to  the  base  of  the  next  succeeding  one  for 
several  poles.  By  this  means  the  lateral  vibration  introduced  by 
heavy  wind  storms  may,  in  a  great  measure,  be  checked,  and  fre- 
quent instances  are  on  record  wherein  this  method  of  "  head  guying," 
as  it  is  technically  termed,  has  saved  a  line  from  destruction. 
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37.  Anchor  Poles.  —  In  city  lines,  where  an  abrupt  angle  occurs, 
or  where,  for  the  purpose  of  entering  underground  conduits,  it  is  es- 
sential to  terminate  a  large  and  heavy  line,  it  is  necessary  to  provide 


a  pole  of  sufficient  stiffness  to  assume  the  entire  tension  of  all  of 
tbe  circuits.  The  neatest  solution  of  the  problem  is  to  design  a  pole 
of  structural  iron  of  sufficient  strength  to  withstand  the  stresses  of 
ili  of  the  circuits,  in  such  a  manner  as  to  make  the  pole  entirely  self- 
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>;;5taiiiing.  In  ordinary  line  practice  it  is  customary  to  stretch  each 
*:re  to  a  tension  of  about  150  lbs,,  while  the  messenger  strands  sup- 
posing aerial  cables  usually  have  a  tension  of  about  3,000  lbs.  Thus 
i:  vi\  be  evident  that  in  heavy  lines,  carrying  say  from  four  to  five 
ables.  and  from  80  to  100  wires,  the  hne  stresses  are  by  no  means 
iniignificant    quantities,  amounting  in  the  above  instance  to  some 


'm^^ 


M 

n> 

^ 

1 

1 

1 

tiq.  16.    Dttall  of  Pole  Lattice.    SW  Vi.BX.r.  IC,  S-j.  .1, 

M,000  lbs.  upon  the  top  of  the  pole.  For  lines  of  this  magni- 
tude, the  pole  is  not  less  than  from  50  to  60  ft.  in  height,  and  conse- 
quently the  bending-moment  at  the  base  of  the  pole  is  exceedingly 
sci'ere.  There  is  no  difficulty  in  manufacturing  a  structural  iron  or 
Keel  pole,  setting  the  same  in  a  heavy  base  of  concrete,  and  thus 
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attaining  the  necessary  strength.     An  illustration  of  such  an  anchor 
pole  will  be  found  in  Fig.  13.     The  only  objection  to  a  structure   of 
this   kind  exists  in  its  initial  expense,  amounting,  in  the  instajice 
above   cited,  to  a  cost   of  some  $600.     As  a  compromise  in    the 
matter  of  expense,  the  plan  has  been   adopted  of  constructing-     a. 
composite   pole,  and  anchoring  the  same  by  means  of  a  guy-rod. 
The  design  for  such  a  pole  is  indicated  in  Fig.  14,  with  the  essentia.1 
details  in  Figs.  15,  16,  17,  18,  and  19.     The  pole  is  made  by  secur- 
ing an  appropriate  wooden  spar,  about  24"  in  diameter  at  the  butt, 
and  not  less  than  from  10''  to  12"  at  the  top,  the  height  of  the  pole 
conforming  to  the  height  of  the  line.     The  pole  is  then  provided 
with  a  frame-work  or  anchor  platform,  as  shown  in  plan  and  eleva- 
tion in  Fig.  14,  by  means  of  which  the  pole  is  solidly  set  into  the 
earth.     In  setting  the  pole,  the  anchor  platform  is  set  in  a  direc- 
tion away  from  the  longitudinal  stress  of  the  line,  in  order  that  the 
pole  may  not  fail  by  overturning,  the  weight  of  earth  resting  upon 
this    platform  being  more  than  equal  to  the  bending-moment  aris- 
ing from  the  line  stress.     The  guy-rod  extends  from  this  platform 
to  the  top  of  the  pole,  so  arranged  as  to  take  through  the  guy-rod 
branches  the  horizontal  components  of  the  line  stress.     The  details 
of  the  guy-rod  and  branches  are  seen  in  Figs.  15  and  17. 

The  top  of  the  pole  consists  of  a  lattice-work  of  angles,  as  shown 
in  Fig.  16,  that  are  fitted  to  the  top  of  the  pole,  three  sizes  having  suf- 
ficient range  to  be  readily  adapted  to  all  ordinary  lines.     The  lattice- 
work consists  of  two  3"  x  7"  steel  angles  latticed  together  to  readily- 
fit  on  to  the  top  of  the  spar.     At  appropriate  intervals  light  3"  x  4" 
angles  are  set,  for  the  purpose  of  supporting  the  cross-arms.    The  lat- 
tice-work is  secured  to  the  pole  by  means  of  the  bands  shown  in  Figs. 
18  and  19.    At  the  proper  points  to  balance  the  line  tensions,  guy-rod 
bands   shown  in  Fig.  18  are  placed,  to  which  branch  guy-rods  ex- 
tending to  the    main   guy-rod,  and  thence  to  the  anchor  platform, 
are  attached,  by  means  of  swivel  clevises,  so  that  any  slack  in  the 
guy-rod  may  be  taken  up.     A  slight  consideration  of   this  design 
will  show  that  the  lattice-work  is  amply  sufficient  to  carry,  with- 
out sensible  deflection,  and  transfer  to  the  two  parts  of  the  guy-rod, 
all  the  horizontal  components  of  the  stresses  introduced  by  the  lines. 
As  a  result,  the  spar  is  entirely  relieved  from  all  bending-moment, 
being  subjected  solely  to  the  vertical  component  of  the  stress  in  the 


COXSTA'L-CT/OX  Of  AEK/AL    CIKCUJTS. 


fig.  m    Dttall  of  Folt-Banili.    .!«  T- 
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guy-rod.  Table  No.  16  contains  full  dimensions  of  all  the  sizes 
necessary  for  anchor  poles 
of  this  description,  capable 
of  carrying  from  four  to 
ten  cross-arms,  and  from 
one  to  four  cables.  Blanks 
are  left  for  the  height  of 
the  pole,  length  of  guy- 
rods,  and  size  of  opening 
in  the  top  and  bottom  of 
lattice,  as  these  dimen- 
sions will  vary  with  each 
pole.  The  dimension  let- 
ters in  the  illustration  refer 
to  the  values  to  be  found 
in  the  table.  Anchor 
poles  of  this  description 
have  worked  successfully, 
and  may  be  introduced  at 
about  one-half  the  cost  of 
the  corresponding  struc- 
tural iron  pole. 

The  illustration,  Fig, 
20,  is  from  a  photograph 
of  a  composite  anchor 
pole  of  this  kind,  designed 
for  100  wires  and  4  cables. 
At  the  time  of  the  photo- 
graph 70  wires  were  in 
place,  but  no  cables.  The 
spar  forming  the  pole  was 
a  Norway  pine  stick  70  ft. 
long,  16"  at  the  top,  and 
22"  at  the  ground,  and  set 
10  ft.  below  the  surface. 
The  chief  criticism  to 
h^2o.   c<™o«.t- ^™*or  AX*  bg  p^gggj  jg  jhg  certainty 

of  the  early  rotting  of  the  pole  at  or  near  its  base,  where  the  wood 
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Table  No.  16.  —  Dimensions  for  Combination  Anchor  Poles. 

No.  1.     Data  for  Anchor  Platform.     (5»«  Fig.  14.) 


XVMBEK    OP 

CXOSS-ARMS. 

XuMBBK  OF 

'         Cablss. 

A 

B 

c 

D 

E 

F 
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4 

0 

12'  0" 

20' 0" 

12" 

8" 

6'0" 

6" 

12" 

6 

0 

12'  0" 

20'  0" 

12" 

8" 

6'  0" 

6" 

12" 

8 

0 

13'  0" 

22'  0" 

12" 

10" 

8'0" 

8" 

12" 

lO 

0 

13'  0" 

22' 0" 

12" 

10" 

8'0" 

8" 

12" 

4 

1 

12'  0" 

20'  0" 

12" 

8" 

6'  0" 

6" 

12" 

6 

1 

13'  0" 

22'  0" 

12" 

10" 

8'  0" 

8" 

12" 

8 

1 

13'  0" 

22'  0" 

12" 

10" 

8'  0" 

8" 

12" 

lO 

1 

14'  0" 

24'  0" 

12" 

12" 

10'  0" 

10" 

12" 

4 

2 

13'  0" 

22'  0" 

12" 

10" 

8'  0" 

8" 

12" 

6 

2 

13'  0" 

22' 0" 

12" 

10" 

8'  0" 

8" 

12" 

8 

2 

14'  0" 

24'  0" 

12" 

12" 

10'  0" 

10" 

12" 

lO 

2 

14'  0" 

24' 0" 

12" 

12" 

10'  0" 

10" 

12" 

4 

3 

13'  0" 

22' 0" 

12" 

10" 

8'  0" 

8" 

12" 

6 

3 

13'  0" 

22'  0" 

12" 

10" 

8'  0" 

8" 

12" 

8 

3 

14'  0" 

24' 0" 

12" 

12" 

10'  0" 

10" 

.    12" 

lO 

3 

14'  0" 

24' 0" 

12" 

12" 

10'  0" 

10" 

12" 

Table  No.  16. 


No.  2,    Data  for  Main  Guy-Bod.     (See  Fig.  1^.) 


Number  of 
Cross-arms. 

numbbr  of 
Cables. 

A 

B 

C 

D 

E 

4 

0 

1|" 

24" 

7" 

14" 

,// 

6 
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IJ" 

24" 

7" 

IJ" 

r 

8 

0 

2  " 

24" 

7" 

14" 

r 

10 

0 

2  " 

24" 

7" 

14" 

i" 

4 

1 

li" 

24" 

7" 

1|" 

J" 

6 

1 

2" 

24" 

7" 

14" 

r 

8 

1 

2  " 

24" 

7" 

ir 

r 

-    10 

1 

2i" 

24" 

7" 

14" 

i" 

4 

2 

2  " 

24" 

7" 

14" 

r 

6 

2 

2  " 

2J" 

7" 

14" 

i" 

8 

2 

2i" 

24" 

7" 

14" 

i" 

10 

2 

24" 

3  " 

748" 

ij" 

1" 

4 

3 

2  " 

24" 

7" 

14" 

J" 

6 

3 

2  " 

24" 

7" 

U" 

J" 

8 

3 

2i" 

3" 
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Table  No.  16. 
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No.  4.    Data  Guy-Bod  Branches.     (JSee  Fig.  17.) 
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No.  5.    Data  for  Extension  Plates.     {See  Fig.  17.) 
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enters  the  ground.     For  this  defect  there  is  no  cure,  excepting  th 
adoption  of  the  structural  iron  pole,  though  a  good  coat  of  tar 
asphalt  will  give  the  pole  a  life  of  ten  or  fifteen  years. 

38.  Setting  the  poles.  —  Small  and  light  poles   should  be  set: 
some  six  feet  into  the  ground,  and  may  be  planted  by  simply  ex- 
cavating a  hole  a  little  larger  than  the  butt  of  the  pole,  and  then 
placing   the   same    in    position  by  lifting  the  pole  bodily,   with    a 
sufficient  gang  of  men,  and  dropping  it  into  the  hole.     Where  the 
ground  is  soft  or  marshy,  or  where  the  stresses  brought  upon  the 
pole  by  the  tension  of  the  lines  is  excessive,  a  foundation  should 
be  formed  by  excavating  a  hole  of  sufficient  depth,  from  four   to 
six  feet  in  diameter,  and  after  the  pole  is  planted  filling  the  same 
with  a  concrete  of  broken  stone,  sand,  and  cement.     A  good  mix- 
ture for  this  purpose  may  be  made  of  one  part  of  Rosendale  cement, 
mixed  with  three  parts  of  sand,  and  five  parts  of  broken  stone.     The 
ingredients  should  be  thoroughly  mingled,  and  carefully  moistened 
with  about  25  per  cent  of  water,  and  solidly  rammed  around  the  base 
of  the  pole.     After  the  concreting  is  complete,  the  earth  may  be 
replaced  and  thoroughly  tamped  into  position. 

39.  The  "  sand-barrel "  is  often  used  with  success  in  soft  loca- 
tions.    A  stout  barrel  or  cask  is  placed  at  the  bottom  of  the  excava- 
tion, into  which  the  butt  of  the  pole  is  set.     A  firm  loam,  clay,  or 
sand,  is  then  packed  tightly  into  the  barrel  around  the  pole,  thus  form- 
ing a  foundation.     In  sandy  soils  the  "  temporary  sand-barrel "  is  a 
most  valuable  device.    This  consists  of  an  iron  cylinder  about  the  size 
of  a  very  large  cask,  but  split  in  two  parts,  and  provided  with  hinges 
and  clasps.     The  cylinder  is  set  at  the  bottom  of  the  excavation,  and 
the  pole  planted  inside  of  it,  and  the  earth  carefully  rammed  around, 
completely  filling  the  excavation.     Then,  by  means  of  a  fall,  the  iron 
cylinder  is  withdrawn  from  the  earth,  and,  opening  the  clasps,   is 
removed  from  the  pole.     For  large  poles  it  is  customary  to  cut  the 
ground  away  into  a  series  of  steps.     The  terraces  thus  made  afford 
an  opportunity  to  ease  the  pole  into  its  position  at  the  bottom  of  the 
hole  ;  and  then,  with  a  working  wagon  or  derrick  and  sufficient  tackle, 
the  pole  may  gradually  be  raised  to,  and  sustained  in,  an  upright 
positiqn,  while  the  earth  or  concrete  is  tamped  around  its  base. 

40.  Insulators.  —  The  number  and  form  of  line  insulators,  to- 
gether with  the  materials  proposed  for  their  construction,  have  been 
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legion.  In  this  country  glass  is  almost  universally  used  for  telegraph 
and  telephone  work,  and  for  the  latter  the  tendency  has  been  to  make 
the  insulator  as  small  and  light  as  possible.  In  England,  however, 
the  porcelain  insulator  is  the  most  common,  the  difference  in  cli- 
m;:te  fully  accounting  for  the  English  preference.  As  an  insulating 
material,  glass  has  several  disadvantages.  It  is  considerably  more 
hygroscopic  than  porcelain,  readily  condensing  on  its  surface  a  film 
moisture  which   rapidly  lowers   its   insulating  qualities.     It  is  very 


brittle,  decidedly  more  so  than  porcelain  or  earthenware.  While 
blown  glass  is  better  in  every  respect  than  that  which  is  cast,  it  is 
so  much  more  expensive  that  molded  insulators  are  almost  univer- 
sally used.  The  great  advantage  of  the  glass  insulator  lies  in  its 
transparency,  which  prevents  the  formation  of  cocoons  under  the 
pttticoats  of  the  insulator,  that  have  a  very  marked  effect  in  lowering 
ihe  resistance  of  lines.  Ebonite  and  india-rubber  have  been  used 
to  quite  an  extent  for  insulators ;  but  as  they  quickly  roughen  by 
Wposure  to  the  weather,  and  are  considerably  more  expensive,  their 
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use  has  been  almost  exclusively  confined  to  electric  railway  work. 
Brown  stoneware  forms  an  excellent  substance  for  insulators,  as  it 
is  strong,  cheap,  and  durable,  seldom  cracks,  and  its  color  makes  it 
inconspicuous.  Thoroughly  vitrified  porcelain  is  probably  the  best 
insulator  on  the  whole,  and  is  used  almost  exclusively  in  England 
and  on  the  Continent.  The  surface  resists  the  formation  of  film 
moisture,  and  is  easily  washed  clean  by  rain.  The  more  common 
forms  of  line  insulators  are  represented  in  Fig.  21  (p.  59). 

41.  The  Value  of  Insulators.  —  Many  experiments  have  been 
made  to  determine  the  value  of  poles,  cross-arms,  and  insulators,  to 
maintain  line  insulation.  One  test  made  on  a  telegraph  line  extend- 
ing from  New  York  to  Boston,  gave  a  result  showing  an  insulation 
resistance  of  about  6,000  ohms  per  mile. 

Some  interesting  figures  derived  from  tests  on  cross-arms  alone, 
erected  in  New  York  city,  gave  the  following  data :  — 

All  four  surfaces  wet  with  sponge 3,120  ohms 

Soaked  one  day,  left  to  dry  one  day,  and  then  wet  2,680  ohms 

Painted  three  years  before  test 6,150  ohms 

Same  washed 9,166  ohms 

Very  dry 11,000  to  330,000  ohms 

Newly  painted 7,214  ohms 

Unpainted  for  many  years 4,300  ohms 

Same  after  having  been  well  washed 13,653  ohms 

Same  after  having  been  well  dried 80,000  ohms 

Arms  and  pins  together  (wet) 3,686  ohms 

From  the  same  set  of  experiments  the  following  figures  are  de- 
rived for  the  insulating  power  for  dirty  and  soot -covered  glass  and 
pin  insulators.  The  tests  were  made  on  40  insulators,  thus  repre- 
senting a  mile  of  line  :  — 

Dipped  in  water  once 23,220  ohms 

Dipped  in  water  four  times 56,400  ohms 

New  insulators  and  pins  direct  from  supply  dep't.  .       66,600  ohms 

When  the  same  insulators  were  carefully  cleaned,  their  insulating 
power  was  raised  to  about  three  times  the  above  value.  These 
figures  give  in  a  striking  manner  the  loss  in  insulation  by  exposure 
to  smoke  and  dirt. 

Some  more  recent  experiments  have  been  made  by  taking  60  of 
each  of  the  typical  forms  of  insulators,  mounting  them  in  the  ordi- 
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nan'  way,  and  exposing  them  for  some  months  to  the  action  of  the 
weather,  the  leakage  over  the  insulators  being  carefully  determined 
by  the  best-known  electrical  instruments,  while  a  constant  meteoro- 
logical  record  was  kept  of  the  variations  in  atmospheric  conditions. 
These  experiments  covered  a  period  of  nearly  150  days,  observations 
being  made  at  least  once  a  day  during  the  time.     About  half  of  the 
observations  were  made  in  clear  weather,  one-fifth  in  fair  weather, 
18%  in  cloudy  weather,  and  12^  in  foggy  or  rainy  weather.     The 
general  results  indicate  that  the  greatest  losses  in  insulation  occurred 
during  foggy  or  misty  weather,  when  the  insulators  became  coated 
with  a  thick  beady  film  of  moisture.     During  a  heavy  rain  the  in- 
sulation was  somewhat  higher  ;  and  after  a  storm,  when  sufficient  time 
had  elapsed  for  the  drying  of  the  insulator,  the  resistance  of  the  line 
was  considerably  improved,  owing  to  the   cleaner  condition  of  the 
insulating  surface.     The  open  double  petticoat  insulator  was  found 
to  dr}'  more  rapidly  than  the  close  single  petticoat ;  but  during  actual 
rainfall  the  loss  in  insulation  of  the  double  petticoat  form  is  greater 
and  more  rapid  than  that  of  the  single.     In  fine  weather  the  large 
sizes  of  each  form  indicate  parallel  results,  though  the  double  petti- 
coat form  gave  a  much  higher  resistance  than  the  single  form  of 
corresponding  size.     The  true  value  of  any  form  of  insulator  can 
only  be  properly  computed  when  a  consideration  of  the  actual  size 
oi  the  insulating-bell  has  been  eliminated,  and  attention  concentrated 
entirely  upon  the  possible  cross-section  of  conducting  material  in 
the  shape  of   moisture  or  dirt  which   may  be  deposited   upon   the 
exterior  of  the  bell.     To  determine  this,  it  is  necessary  to  ascertain 
the  mean  circumference  of  the  insulating  material,  divided  by  the 
conducting  length  between  the  point  at  which  the  wire  is  secured 
and  the  point  of  attachment  of  the  insulator  to  the  cross-arm.     From 
this,  the  possible  amount  of  conducting  film  may  be  determined  by 
multiplying  the  mean  circumference  by  the  distance  over  the  insulat- 
ing surface,  and  evidently  a  form  giving  the  greatest  length  in  propor- 
tion to  the  mean  circumference  will  have  the  highest  insulating  powers. 
42.   It  is  necessary  to  have  the  insulators  closely  and  accurately 
fitted  to  the  pins,  and  to  plan  the  point  of  attachment  of  the  wire 
as  low  down  as  possible,  in  order  to  give  the  smallest  leverage  upon 
the  pin.     Many  forms  of  insulators  have  been  recently  introduced, 
in  which  an  iron  pin  is  used  to  secure  the  insulator  to  the  cross-arm. 
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arises  in  the  deterioratio 


Practical  test,  however,  shows  that  the  iron  pin  is  frequently  weaker 
than  the  corresponding  locust  pin,  though  usually  it  is  strong  enough 
to  sustain  the  wire ;  such  pins  fail  by  bend- 
ing, and  allowing  the  insulator  to  slip  off. 
Iron  pins  possess  the  very  valuable  charac- 
teristic of  not  undergoing  any  essential  de- 
terioration under  weather,  and  of  cutting  the 
cross-arm  to  a  much  less  extent  than  the 
corresponding  wooden  pin  ;  they  are  defec- 
tive, however,  in  being  a  much  better  con- 
ductor than  the  wooden  pin,  and  thereby 
tending  to  increase  the  leakage. 
«,  -.-.     rT^Tr;.".,....  43-    O*!  Insulators.  —  The  difficulty  in 

sustaining  at  all  times  high  insulation  chiefly 
1  of  the  insulating  surface  by  the  deposition 
thereon  of  conducting  films  of  moisture  from  rain  and  fog,  or,  in  the 
cities,  by  the  formation  of  a  coating  of  greasy  dust  and  smoke. 
Owing  to  the  rapid  development  of  high  potential  circuits,  the  neces- 
sity has  arisen  for  obtaining  the  most 
perfect  methods  of  insulation ;  and  to 
this  end  insulators  containing  oil,  so 
arranged  as  to  form  a  barrier  to  the 
deposit  of  a  conducting  film,  have  been 
proposed,  and  have  been  used  with 
great  success.  These  contrivances  are 
indicated  in  Fig.  22,  from  which  it  is 
obvious  that  the  portion  of  the  insu- 
lator underneath  the  petticoat  can  read- 
ily be  filled  with  a  highly  insulating 
oleaginous  liquid. 

44.  Tying  and  "  Dead-Ending." — 
To  secure  the  line-wire  to  the  insulator 
would  seem  a  simple  matter  ;  yet  to  de- 
vise a  tie  that  is  secure,  simple,  eco- 
nomical, and  effective  has  taxed  the 
ingenuity  of  line  men.     The  standard 

method  now  in  use  is  shown  in  Fig,  23.     The  line-wire  is  laid  in 
the  groove  of  the  insulator,  on  the  side  away  from  the  pole ;  a 
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soft  copper  tie-wire,  one  or  two  gauge  numbers  smaller  than  the 
line-wire,  is  placed  in  and  around  the  insulator  groove,  in  such  a 
manner  that  one  end  of  the  tie-wire  shall  pass  down  over  the  line 
wire,  and  the  other  end  up  over  it,  as  indicated  in  Fig.  23.  The 
fastening  is  then  completed  by  wrapping  the  tie-wire  continuously 
around  the  line-wire.  Much  practice  is  needed  to  make  this  tie 
in  the  neatest  and  securest  manner,  without  injury  to  the  surface 
of  the  hard-drawn  copper  of  the  line.  The  strength  of  the  insu- 
lator tie  is  usually  supposed  to  be,  when  well  made,  about  one-fourth 
to  one-third  of  the  line-wire.  When  a  wire  terminates,  it  must  be 
"dead-ended,"  in  order  to  secure  it  from  falling,  and  transfer  the 
tension  of  the  wire  to  the  pole.  This  is  accomplished  as  shown 
in  Fig.  24.  The  line-wire  is  carried  entirely 
around  the  groove  of  the  insulator,  and  either 
wrapped  about  itself,  or  fastened  with  a  Mcln- 
tire  joint. 

46.  Lioops.  —  In  order  to  give  service  at 
any  point  on  a  line,  the  necessary  circuit  must 
be  carried  into  the  premises  of  the  customer. 
To  effect  this  the  line  is  usually  dead-ended 
on  the  nearest  pole,  and  a  loop  carried  to  the 
building  to  be  served.  For  this  purpose 
brackets  are  necessary ;  the  best  forms  for  the 
multitude  of  cases  that  may  arise  in  practice  being  indicated  in 
Fig.  25,  while  in  Ij^'ig.  11  the  bracket  in  place  is  illustrated.  For  a 
grounded  line,  a  single  pin-bracket  is  sufficient,  for  only  one  wire  is 
carried  off  of  the  pole.  For  a  metallic  circuit,  or  for  a  loop  in  a 
series  circuit,  a  double  pin-bracket  is  required.  A  favorite  form, 
with  the  method  of  application,  is  sufficiently  clearly  illustrated  in 
Fig.  26  to  need  no  additional  explanation.  Other  forms  of  double 
brackets  are  seen  in  Fig.  25. 

46.  Stringringr  Wires.  —  After  the  poles  and  insulators  are  set, 
the  erection  of  the  wire  is  to  be  undertaken.  When  there  are  a  very 
few  circuits,  it  is  common  to  mount  one  or  more  reels  containing 
the  necessary  wire  upon  a  cart,  and  then  to  drive  the  cart  slowly 
along,  hoisting  the  wire  up  to  its  appropriate  place  as  fast  as  the  cart 
passes  each  pole.  If  a  heavy  line  is  in  process  of  construction,  the 
work  can  be  greatly  expedited  by  the   use  of   what  is  termed  a 
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"running-board."     A  number  of  reels  of  wire,  usually  ten  or  more, 
are  mounted  upon  spindles,  and  a  piece  of  wood,  practically  the  same 


mJI) 


fig.  2S.    Standaia  Braclieta. 

as  a  cross-arm,  is  arranged,  to  which  ten  or  more  wires  are  attached. 
Horses  are  then  harnessed  to  the  cross-piece,  as  the  running-board 


is  termed,  and   as  they  "walk  away,"  dragging  the  running-board 
after  them,  the  wires  are  paid  out  from  the  reels,  and,  passing  over 
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the  appropriate  cross-arm,  may  be  immediately  secured  to  the 
insulators  by  linemen  stationed  for  the  purpose.  After  the  wire 
upon  all  the  reels  has  been  run  out,  each  wire  is  pulled  up  to  its 


Ci^ 


-^^^Si 


flQ.  39.     l>it  Comt-Along  la  Stnilct. 

appropriate  tension  by  means  of  a  dynamometer,  and  a  small  portable 
^,  technically  termed  a  "  come-along,"  as  illustrated  in  Figs.  27,  28, 

aad29. 
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47.   Wire  Joints.  —  A  legion  of   methods  have  been   proposecJ 
for  making  splices  in  wire ;    but  for  all-round  work,  where   slight 
inequalities   in   the  line  are  not   detrimental,  the  famous  Western 
Union  splice,  illustrated  in  Fig.  30,  has  stood  the  test  of  many  years' 
experience,  and  perhaps  can  hardly  be  excelled.     For  heavy  circuits, 
such  as  electric  railway  feeds,  the   splices    should   be   thoroughly- 
soldered  when  made,    and 
*    protected    additionally    by- 
three    layers    of    okonite 
tape  thoroughly   saturated 
^  with  B.  &  P.  paint.     Line 
splices  should  not  be  made 
with    soldering    acid,    but 
resin    used   as    a   flux,    in 
order  to  guard  against  the 
possibility  of  future  corro- 
sion.    In  trolley  wires,  or 
other  circuits  in  which  the  preservation  of  continuity  is  essential, 
without   any    enlargement    of   the   wire,   splicing  is   most    success- 
fully  made    by   means    of   the   tubular   connector,   into  which   the 
abutting  ends  of  the  successive  coils   may  be  slipped  and   brazed. 
This  connector  is  indicated  in  Fig.  31.     For  telephone  lines  of  hard- 
drawn  copper,  the  Mclntire  splice,  as   illustrated  in   Fig.  32,  is   a 
favorite.     This  device  forms  a  perfect  connector ;  is  as  enduring  as 
the  wire  itself ;  is  made  without  the  use  of  soldering,  impervious  to 


Fig,  30.     Western  Union  Joint 


Fig.  31.    Trolley  Wire  Splice. 

moisture,  and  is  equally  strong  as  a  hard-soldered  joint.  It  moreover 
retains  the  inestimable  advantage,  especially  in  the  use  of  hard-drawn 
metal,  of  retaining  in  the  splice  the  full  strength  of  the  wire.  As 
there  is  no  soldering,  the  joint  can  be  made  with  fewer  tools,  in  less 
time,  and  does  not  anneal  the  wire. 

48.  The  Mclntire  Splice  consists  of  two  tubes  drawn  side  by 
side  from  one  piece  of  copper,  the  interior  diameter  corresponding  to 
the  external  diameter  of  the  wires  to  be  joined.  The  junction  is 
effected  by  slipping  the  wires  inside  the  two  tubes  and  then  twisting 
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the  tubes  on  each  other,  thus  by  friction  firmly  binding  the  two  wires 
together.  In  Fig.  32,  various  sizes,  kinds,  and  applications  of  the 
Mclntire  joint  are  represented,  with  the  special  tools  necessary  to 
the  completion  of  the  joint.  Nos.  1,  4,  and  6  are  completed  joints. 
Nos.  2,  3,  5,  7,  10,  12,  13,  14,  15,  16,  19,  20,  and  21  are  various 
sized  connectors  fitting  wire  from  No.  16  to  No.  0.  Nos.  17  and  18 
are  connectors  used  for 
joining  two  wires  of  dif- 
fo-ent  size.  No.  8  indi- 
cates two  wires  thus 
united.  No.  11  shows 
the  Mclntire  joint  used 
to  take  a  branch  from  a 
circuit;  22,  23,  and  24 
are  the  styles  of  pliers 
employed  to  complete 
the  splices. 

49.  Strength  of 
Joints.  —  The  strength 
of  Hire  joints  becomes 
an  exceedingly  important 
item  in  line  construction, 
when  it  is  considered 
that  the  weights  of  sleet 
and  snow,  with  which 
aerial  construction  is  fre- 
quently loaded  in  the 
winter  time,  introduces 
stresses  that  are  danger- 
ously near  the  elastic 
limit  of  the  material.  A  series  of  experiments  made  by  the 
Roeblings  on  copper  wire  having  a  strength  of  620  lbs.,  indicate 
the  following  characteristics  for  the  different  forms  of  making  wire 
splices :  — 

Western  Union  Joint,  soldered,  average  of  ten  samples,  431  lbs.     83^   of 

breaking  strength  of  wire. 
The  Mclntire  Joint,  average  of  nine  samples,  not  soldered,  343  lbs.     66^  of 

breaking  strength  of  wire. 


Fig.  32.    Mclntire  Wire  Joint 
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Western  Onion  Joint,  average  of  eleven  samples,  not  soldered,  278  lbs.      53^ 

of  breaking  strength  of  wire. 
Western  Union  Joint,  dipped  and  soldered  with  acid  flux,  336  lbs.     68  ^    of 

breaking  strength  of  wire. 
Western  Union  Joint,  dipped   and   soldered  wllh   resin  flux,  average  of     teo 

samples,  339  lbs.     66;^  of  breaking  strength  of  wire. 
Western  Union  Joint,  soldered  with  iron  and  acid  flux,  average  samples,   490 

lbs.     04^  of  breaking  strength  of  wire. 
Western  Union  Joint,  soldered  with  poured  solder,  resin  flux,  average  of   ten 

samples,  443  lbs.     85;S,  of  breaking  strength  of  wire. 
Wertera  Union  Joints,  soldered  with  poured  tallow  flux,  average  of  five  sam- 
ples, 477  lbs,     91^  of  breaking  strength  of  wire. 
Britannia  Joint,  two  inches  solder,  average  of  ten  samples,  488  lbs.     94^  of 

breaking  strength  of  wire. 

60.  The  Suspension  of  Aerial  Cables.  —  Very  few  of  the  cables 
that  are  used  for  aerial  conductors  have  sufficient  mechanical  strength 
to  be  self-supporting  over  the 
ordinary  spans  adopted  in  pole- 
line  construction,  and  it  is  ne- 
cessary to  arrange  some  means 
whereby  the  cable  may  be  sup- 
ported at  frequent  intervals, 
thus  relieving  it  of  any  tension. 
To  this  end  it  is  customary  to 
run  a  suspending  strand,  iisu- 
n(.sa   ^.r/o/ coW.  SMWM'tw  ^%  composed  of  i"  steel  wire 

rope,  between  the  poles,  and 
hang  thereto  the  cable.  Methods  for  supporting  the  cables  are  indi- 
cated in  Figs.  33  and  34,  from  which  it  will  be  seen  that  the  cable  is 
sustained  by  a  clip,  usually  made  of  zinc,  in  order  to  obviate  corrosion. 
This  clip  is  passed  around  the  cable,  and  sometimes  secured  to  a 
hook,  which  is  then  attached  to  the  strand  of  "  messenger  wire,"  as  the 
supporting  rope  is  technically  called.  In  other  cases,  the  clip  itself 
forms  a  double  hook,  one  part  of  which  is  devoted  to  supporting  the 
cable,  while  the  other  is  thrown  over  the  messenger  wire.  The  latter 
expedient  is  more  simple,  but  not  as  satisfactory  as  the  one  first 
alluded  to.  It  is  usual  to  place  the  supporting-hooks  on  the  cable  at 
a  distance  of  not  less  than  18"  to  24"  centers  ;  as  when  longer  spans 
are  attempted,  it  is  found  that  the  lead  sheath  of  the  cable  fails  under 
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the  tension  and  vibration  to  which  the  line  is  exposed,  and,  sooner  or 
liter,  will  admit  moisture.  Cable  for  messenger  wire  should  be  a 
jood  grade  of  stranded  rope,  which  is  as  flexible  as  possible.  The 
pole  attachment  is  made  by  bolting  to  the  pole  a  piece  of  angle  iron, 
Khich  forms  the  cable  cross-arm.  The  messenger  wire  is  attached 
:o  the  cross-arm  by  means  of  a  hook,  or  even  more  simply,  passed 
dkeclly  through  holes  drilled  in  the  cross-arm,  and  slotted  out  in 
such  a  manner  as  to  prevent  the  messenger  wire  escaping. 

Between  successive  poles  the  messenger  wire  should  be  drawn 
up  tautly,  in  order  that,  when  loaded  with  the  cable,  it  may  not 
present  too  great  a  deflection. 

51.  The  Htunming  of  Wires.  —  Con- 
siderable complaint  has  arisen  from  the 
'.Olid  humming  sound  that  is  occasionally 
produced  by  aerial  lines,  upon  which  the 
wind  acts  after  the  fashion  of  a  gigantic 
.£olian  harp.  Difficulty  from  this  source 
ii  more  frequently  experienced  upon  lines 
^hich  are  carried  over  housetops,  for  the 
roofs  of  buildings  form  a  sounding-board 
ihat  is  capable  of  transmitting  the  sonor- 
ous vibrations  throughout  the  entire  struc- 
tuic  Much  ingenuity  has  been  expended 
in  endeavoring  to  combat  this  difficulty  with,  „  „  .     . 

°  ^  '  Flf.  3*.    Cablt-Hook. 

It  IS  to  be  regretted,  rather  poor   success. 

The  endeavors  have  been  always  in  the  direction  of  introducing  some- 
thing between  the  line  and  the  insulator  which  would  either  absorb 
snd  annihilate  the  vibrations,  or  prevent  them  from  being  transmitted 
from  the  insulator  and  pole  to  the  building.  One  device  consists  in 
terminating  the  line  wire  a  short  distance  on  either  side  of  the  insu- 
lator, and  introducing  between  the  insulator  and  each  side  of  the 
line  a  spring  having  a  sufficient  stiffness  to  withstand  the  tension  of 
'te  line,  while,  on  the  other  hand,  possessing  sufficient  elasticity 
■o  absorb  and  destroy  the  vibrations  produced  by  the  wind.  This 
ocvice  is  exceedingly  expensive,  not  very  successful,  and  introduces 
undesirable  complications  in  the  line. 

Another  attempt  consists  in  lining  the  interior  of  the  insulator 
llh  india-rubber,  cork,  or  a  similar   substance,   placing  it  between 
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the  pin  and  the  insulator.  The  elasticity  of  the  india-rubber 
supposed  to  be  sufficient  to  take  out  the  vibrations  from  the  os- 
cillating wire,  and  prevent  them  from  being  transmitted  to  the 
pole.  Unfortunately,  any  substance  of  sufficient  elasticity  to  act 
in  this  manner  is  hardly  strong  enough  to  withstand  the  severe 
stresses  brought  upon  the  insulator  by  the  line;  and,  sooner  or 
later,  the  insulator  becomes  loose. 

Another  method,  indicated  in  Fig.  35,  consists  in  enveloping  the 
wire  near  the  insulator  with  a  piece  of  india-rubber  tubing  some 
eight  inches  in  length,  which  is  covered  with  a  piece  of  sheet  lead. 
The  enveloped  wire  is  then  secured  to  the  insulator,  as  indicated,  by 
means  of  a  second  piece  of  wire,  acting  as  a  tie,  which  is  similarly 
enveloped  in  india-rjubber  and  lead.     This  device  forms  a  cushion, 

which  is  fairly  successful  in  ab- 
sorbing vibrations,  and  allows  the 
insulator  and  cross-arm  to  retain 
their  original  strength,  and  is, 
withal,  exceedingly  economical 
and  speedy  of  application. 

52.  The  transposition  of  Tel- 
ephone Lines. — Where  aerial  tel- 
'ephone  lines  are  of  considerable 
extent,  and  especially  where  upon 
the  same  pole-line  other  circuits 
are  carried,  it  becomes  essential  to  provide  some  means  of  eliminating 
the  inductive  disturbances  that  are  initiated  in  the  telephonic  circuit. 
To  accomplish  this,  the  practice  has  been  introduced  of  changing 
the  position  of  each  telephone  circuit,  with  reference  to  all  the  other 
circuits,  some  five  or  six  times  in  each  mile.  This  is  readily  done  by 
arranging  the  telephone  circuits  and  the  other  circuits  in  such  a  man- 
ner that  the  circuits  occupy  respectively  the  four  corners  of  a  square. 
Supposing  the  comers  of  the  square  to  be  numbered  from  the  upper 
left  hand  corner  in  a  clock-wise  direction,  the  telephone  wires  to  oc- 
cupy 2  and  4  and  the  other  circuits  1  and  3,  it  is  obvious  that  each  half 
of  each  telephone  circuit  is  contrarily  affected  by  any  induction  from 
the  corresponding  halves  of  the  other  circuits.  By  frequently  re- 
versing the  positions,  so  that  in  successive  intervals  the  telephone 
circuits  occupy  the  positions  1  and  3  and  the  other  circuits  2  and  4, 


Fig.  35.    Anti-Hummer. 
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while  in  succeeding  intervals  the  telephone  circuits  occupy  positions 
2  and  4  and  the  other  circuits  1  and  3,  the  inductive  disturbances 
are  annulled  by  reason  of  the  transposition  thus  introduced  The 
general  arrangement  of  such  a  line  is  indicated  in  Fig.  36  ;  the 
upper  half  of  the  illustration  indicating  the  general  appearance  of 
the  pole-line,  while  the  lower  half  of  the  figure  shows  the  placing 
of  the  circuits  at  the  relative  poles  where  the  transpositions  are 
effected.  This  method  has  been  found  to  be  an  almost  complete 
cure  for  inductive  troubles,  and  is  universally  adopted  upon  all 
telephone  lines  of  magnitude.  Its  use,  however,  renders  the  loca- 
tion of  line  troubles  a  little  more  difficult ;  but,  after  a  short  expe- 


1st  POLE 


2nd  POL0  3rd  POLE 

f/gk  30.    Telephone  Tranapo^Hon, 
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rience,  the  linemen  become  so  expert  in  the  detection  of  trouble 
as  to  render  this  difficulty  of  little  magnitude.  In  order,  however, 
to  locate  a  particular  line,  it  becomes  necessary  to  make  the  trans- 
position according  to  some  preconcerted  system,  which  must  be 
regularly  carried  out,  or  else  to  mark  each  wire  at  each  successive 
pole.  If  transposition  occurs  at  every  fourth  pole,  there  would  be 
practically  ten  transpositions  in  a  mile,  and  consequently,  by  num- 
bering poles,  it  is  easy  to  trace  any  particular  line. 

The  transpositions  are  readily  effected  by  dead-ending  the  wire 
at  each  insulator  at  which  a  change  is  to  occur,  with  a  Mclntire 
joint,  and  then  splicing  across  to  the  other  side  of  the  cross-arm. 
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Some  common  methods  are  shown  in  Fig.  37,  the  illustration  being" 
more  lucid  than  any  description. 

53,  Power  Circuits.  —  Aerial  circuits  for  the  distribution  of 
large  amounts  of  energy  at  high  potentials  are  constructed,  in  gen- 
eral, much  after  the  fashion  of  telephone  and  telegraph  lines,  th^ 
principal  differences  being  in  matters  of  detail.  In  order  to  transmit 
large  currents,  the  wire  for  these  circuits  must  be  of  correspondingly 
greater  cross-section ;  and,  in  view  of  the  greater  electrical  pressure 
employed,  all  the  wire  is  entirely  covered  with  insulating  material,  as 
well  as  being  supported  on  insulators  set  on  the  poles.     Though  the 


individual  wires  are  heavier,  power  lines  as  a  whole  are  much  lighter 
than  telegraph  or  telephone  lines,  for  it  is  rare  to  find  more  than  two 
or  three  circuits  carried  on  a  single  pole-line.  For  this  reason  the 
poles  may  be  lighter  and  shorter ;  but  other  details,  such  as  cross- 
arms,  insulators,  splicing,  tying,  etc.,  are  precisely  the  same.  On 
account  of  the  greater  danger  entailed  by  high  potentials,  it  is  well 
to  pay  special  attention  to  careful  insulation,  and  to  secure  strong 
and  solid  construction  in  every  respect.  With  the  exception  of  rail- 
way lines,  power  circuits  are  almost  always  metallic  ;  indeed,  in  most 
towns  there  is  legislation  against  operating  high  potential  circuits  on 
grounded  lines. 
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64.  Pole-Line  Speoiflcations.  —  The  best  American  practice  is 
now  constructing  pole-lines  under  specifications,  of  which  the  follow- 
ing clauses  are  abstracts  of  the  most  important  requirements. 

66.  Poles.  —  Standard  poles  should  be  of  the  best  quality  of 
live,  green  cedar,  butt  cuts,  squared  at  both  ends.  They  shall  be 
reasonably  straight,  and  well  proportioned  from  top  to  butt,  having 
the  bark  peeled,  and  the  knots  closely  trimmed.  The  poles  shall 
be  of  the  following  dimensions  :  — 


MICHIGAN   CEDAR. 

CANADIAN  CEDAR.                    | 

Lcnstkin 
Feet. 

Minimum 

Circumference 

at  Top. 

Minimum 
Circumference 
6' from  Butt. 

Length  in 
Feet. 

Minimum 

Circumference 

at  Top. 

Minimum 
Circumference 
6 '  from  Butt. 

20 
25 
30 
35 
40 
45 
50 

18" 
18" 
20" 
23" 
23" 
23" 
23" 

30" 
33" 
36" 
39" 
44" 
47" 
60" 

20 
25 
30 
36 
40 
45 
50 

18" 
18" 
20" 
21" 
21" 
21" 
21" 

28" 
30" 
34" 
41" 
44" 
47" 
50" 

A  variation  in  the  circumference  of  the  butt  of  1"  will  be  allowed, 
but  the  above  circumference  of  top  must  be  insisted  upon.  All  poles 
shall  be  subjected  to  inspection  by  a  representative  of  the  purchas- 
ing company,  at  points  of  shipment.  The  tops  of  the  poles  shall  be 
carefully  roofed,  by  chamfering  the  top  to  equal  angles  of  45°  on 
either  side  of  the  pole  center.  The  roof  shall  be  painted  with  three 
coats  of  best  white  lead.  Each  pole  shall  be  gained  with  the 
appropriate  number  of  gains  to  carry  the  required  number  of  cross- 
arms.  The  center  of  the  upper  gain  shall  be  10"  from  the  apex  of 
the  pole  roof.  Each  gain  shall  be  cut  square  and  true  with  the  axis 
of  the  pole  and  with  all  other  gains,  and  shall  be  cut  to  accurately  fit 
the  cross-arras.  All  gains  shall  receive  two  coats  of  best  white 
lead  previously  to  the  introduction  of  the  arm. 

56.  Guy-Stubs  and  Anchor-Lofirs.  —  The  quality  of  wood  shall 
conform  to  pole  requirements.  Guy-stubs  shall  not  be  less  than 
24"  in  circumference  at  the  top.  Anchor-logs  shall  be  10"  in 
diameter  and  4  ft.  to  8  ft.  long. 

57.  Cross-Arms.  —  Cross-arms  shall  be  of  thoroughly  sound, 
straight-grain  timber,  and  made  of  Norway  pine  or  Southern  pine, 
as  specified  in  particular  instances.     The  arms  shall  be  from  3  feet 
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to  10  ft.  long,  3i"  thick,  and  4i"  deep.  They  shall  be  sawn  t: 
and  square,  fully  up  to  the  dimensions  specified.  The  two  4V'  sides 
shall  be  sawn  parallel  and  at  right  angles  to  one  of  the  SJ'  sides. 
The  other  3J''  side  shall  be  chamfered  throughout  the  whole  lengirli 
of  the  arm  with  the  exception  of  10"  in  the  center,  which  shall  t>e 
left  square  to  fit  into  the  gain  upon  the  pole.  This  chamfering  sha,II 
be  done  to  the  radius  of  a  circle  about  40"  in  diameter.  All  cross- 
arms  shall  receive  two  good  coats  of  mineral  paint  put  on  with  a 
brush. 

68.  Iron  Steel  Pittingrs.  —  All  iron  steel  fittings  shall  be  of  good 
quality  of  best  refined  wrought  iron,  that  would  be  conformable  to 
good  bridge  specifications,  and  shall  be  thoroughly  galvanized. 

59.  Galvanizing. — All  galvanizing  may  be  tested  by  selecting- 
samples,  which  shall  be  plunged  in  a  saturated  solution  of  sulphate 
of  copper  for  seventy  seconds,  and  then  wiped  clean.  This  process 
will  be  repeated  four  times.  If,  at  the  end  of  the  fourth  trial,  the 
sample  appears  black,  the  galvanizing  will  be  accepted ;  but  if  any 
deposit  of  copper  is  shown,  giving  an  indication  that  the  iron  has 
been  exposed,  the  sample  will  be  rejected. 

60.  Cross-Arm  Braces.  —  Each  cross-arm  shall  be  braced  with 
two  galvanized  iron  braces  Ij"  wide  and  V'  thick  by  20"  to  30'  long. 
Each  pair  of  braces  shall  be  screwed  to  the  pole  by  one  galvan- 
ized  iron  carriage-bolt.  All  braces  shall  be  attached  to  the  cross-arm 
by  means  of  J"  galvanized  iron  carriage-bolts,  of  suflBcient  length 
to  go  through  the  braces  and  the  arm.  A  galvanized  iron  washer 
shall  be  placed  under  the  head  and  nut  of  each  bolt. 

61.  Cross-Arm  Bolts.  —  Each  cross-arm  shall  be  screwed  to  the 
pole  by  one  f"  galvanized  iron  bolt,  extending  entirely  through  the 
arm  and  pole.  Under  the  head  and  nut  of  each  bolt  a  galvanized 
iron  washer,  not  less  than  2J"  in  diameter,  shall  be  placed. 

62.  Pins.  —  All  pins  shall  be  of  the  best  quality  of  sound,  clear, 
split  locust,  free  from  knots  and  sapwood.  The  standard  pin  shall 
be  li"  in  diameter  for  the  shank  in  the  cross-arm,  and  4"  in  length. 
The  top  of  the  pin  shall  be  1|"  in  diameter,  where  it  rests  upon  the 
cross-arm,  and  then  shall  be  tapered  and  threaded  to  fit  the  insulator 
for  which  it  is  intended.  The  threading  and  tapering  shall  be  neatly 
and  accurately  cut,  showing  the  full  thread,  and  shall  accurately  fit 
the  insulator.     Each  pin  shall  be  secured  to  the  cross-arm  by  one 
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SLX-penny   galvanized   iron    wire   nail   driven    straight   through   the 
shank  of  the  pin. 

63.  Insiilators.  —  Standard  white  glass  insulators  shall  be  used, 
which  shall  be  sound  and  strong,  free  from  fins  and  sharp  edges, 
having  threaded  holes  accurately  molded  and  of  uniform  size. 

64.  Qiiy-Bods.  —  Anchor  guys  shall  be  attached  to  galvanized 
iron  guy-rods.  These  rods  shall  be  6  ft.  to  8  ft.  long,  S"  in  diameter, 
provided  with  a  square  galvanized  iron  washer,  f"  in  thickness  and 
V  square,  with  a  3"  hole  for  the  reception  of  the  rod. 

65.  Wire-Bope  Pittinfirs. — All  wire-rope  fittings,  such  as  thim- 
bles, guy-clamps,  rings,  sockets,  etc.,  shall  be  of  first-class  quality 
of  wire-rope  fittings,  equivalent,  in  every  respect,  to  those  manu- 
factured by  the  Roebling  Company,  or  Washburn  &  Moen. 

66.  Lifirhtiiiiifir-Bods.  —  Every  tenth  pole  shall  be  supplied  with 
a  lightning-rod,  made  of  No.  6  galvanized  iron  wire,  carried  at  least 
one  foot  above  the  top  of  the  pole,  and  secured  to  the  same  with  heavy 
galvanized  steel  wire  staples,  made  of  No.  4  B.  &  S.  wire.  These 
staples  shall  be  2i"  in  length.  The  wire  shall  be  carried  down 
the  pole,  and  thoroughly  buried  in  the  ground  at  the  base  of  the 
pole  with  at  least  two  hand  turns. 

67.  Guy-Bope.  —  Guy-rope  shall  be  of  a  good  flexible  quality  of 
steel  rope,  preferably  of  seven-strand.  Each  strand  shall  be  Siemens- 
Martin  steel  No.  10  B.  &  S.  wire.  The  wire  shall  be  cylindrical,  free 
from  scales,  inequalities,  and  other  imperfections.  The  wire  shall  be 
capable  of  elongating  4  per  cent  in  1  ft.  lengths,  and  shall  stand  at 
least  15  twists  in  a  length  of  6"  without  breaking.  The  tensile 
strength  of  the  wire  must  be  at  least  4.8  times  its  weight  in  pounds 
per  mile.  The  seven  strands  shall  be  laid  up  with  a  right-hand  lay, 
not  exceeding  3V'  in  length.  The  galvanizing  of  the  strands  must 
be  subjected  to  the  same  test  as  previously  specified.  Strand-rope 
sbll  be  furnished  in  coils  of  such  length  as  to  weigh  between  150 
and  200  lbs. 

68.  Construction  Details.  —  The  line  shall  be  located  by  meas- 
mng  off,  and  placing  stakes  for  pole  location  at  distances  of  one 
1'50  ft.  average.  In  case  of  obstacles,  the  poles  should  be  located 
as  near  the  stakes  as  possible.  In  the  distribution  of  the  poles,  the 
strongest  and  heaviest  poles  shall  be  placed  on  line  corners,  while  the 
l^t  looking  shall  be  distributed  throughout  towns  and  cities,  or  in 
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front  of  residences.     The  length  of  the  pole  shall  be  proportioned   to 
the  contour  of  the  country,  so  that  the  line  wire  may  be  strung  witH- 
out  abrupt  changes  in  level.     On  straight  lines,  all  poles  shall  be  set 
in  the  ground  to  a  depth  of  6  ft.,  unless  otherwise  particularly  speoi- 
fied.      All  poles  shall  be  set  perpendicularly  on  straight  line  work- 
On  curves  poles  should  be  set  with  an  outward  rake.     The  holes 
shall  be  dug  sufficiently  large  to  admit  the  butt  of  the  pole  without 
hewing ;  and  after  the  pole  is  set,  the  earth  shall  be  returned  and 
thoroughly  tamped  around  the  base  of  the  pole.     Tamping  shall  be 
done  in  the  proportion  of  three  tampers  to  one  shoveler.     Upon 
curves,  the  poles  shall  be  set  to  a  depth  of  at  least  6^  feet.     Where 
the  soil  is  particularly  soft,  artificial  pole  foundations  of  concrete  or 
timber  shall  be  used. 

69.  Placingr  of  Cross-Anns.  —  On  straight  line  work,  the  cross- 
arms  shall  be  placed  on  alternate  sides  of  succeeding  poles.  On  long" 
spans,  the  cross-arms  of  terminal  poles  shall  be  placed  opposite  the 
long  section.  At  the  end  of  lines,  the  arms  of  at  least  the  last  two 
poles  shall  be  placed  on  the  side  facing  the  terminal  of  the  line.  On 
curves,  the  cross-arms  shall  face  toward  the  middle  of  the  curve. 
Long  spans  of  200  feet  shall  be  head-guyed,  and,  if  possible,  side- 
guyed  in  both  directions. 

70.  Tying  of  Wires.  —  Line-wires  shall  be  tied  in  the  manner 
shown  in  Fig.  23.  On  curves,  all  wires  shall  be  located  upon  the 
side  of  the  insulator  away  from  the  center  of  the  curve.  On  straight 
lines,  all  wires  to  be  located  on  the  side  of  the  insulator  next  the 
pole,  excepting  the  two  wires  nearest  the  pole,  which  are  to  be  on 
the  outside  of  the  insulator. 

71.  Joints.  —  The  joints  shall  be  made  with  Mclntire  sleeves, 
each  having  three  complete  twists. 
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CHAPTER   III.     {Continued:) 

CONSTRUCTION  OF  AERIAL  CIRCITITS.    (Continued.) 
PART  II.  — ELECTRIC  RAILWAY  CIRCUITS. 

72.  Electric  Railway  Circuits.  —  The  marvelous   extension   of 
the  dectric  railway  systems,  leading,  during  the  past  four  years,  to 
an  investment  in  this  country  of  nearly  two  hundred  millions,  has 
caused  the  development  of  a  special  branch  of  engineering,  present- 
ing problems  in  line  construction  which  are  unique  to  this  particular 
department  of  the  art.     At  present,  with  but  very  few  exceptions, 
the  electric  railway  circuit  is  an  aerial  line ;  yet  it  must  be  able  to 
cany  very  large  quantities  of  electrical  energy,  at  sufficiently  high 
potentials  to  become  a  source  of  danger,  provided  the  very  best  work- 
manship and  materials  are  not  used.      Usually  the  railway  circuit 
oDnsists  of  a  series  of  conducting  wires,  called  feeds,  extending  from 
the  power  station  over  the  route  of  the  railway,  from  which,  at  vari- 
ous points  along  the  line,  energy  is  supplied  to  the  trolley  wire  placed 
over  the  center  of  the  track.     Two  forms  of  railway  lines  are  in  use, 
respectively  designated  as  ^^ center,  or  side  pole :'  and  ^^ span  wire'' 
construction,  depending  upon  whether  the  poles  for  supporting  the 
trolley  and  feed  wires  are  extended  along  the  street,  between,  or  just 
at  one  side  of  the  tracks,  supporting  the  trolley  wire  on  brackets,  or 
whether  they  are  placed  in  a  double  row  along  the  curbs  of  the  street, 
the  trolley  wire  being  carried  upon  span  wires  extended  across  the 
street  from  the  tops  of  opposite  poles,  while  the  feeds  are  carried 
^tly  on  the  poles.     These  methods  of  construction  are  indicated 
in  Figs.  38,  39,  40,  and  41. 

73.  The  Railway  Return  Circuit.  —  With  the  exception  of  a 
{ewof  the  early  double  trolley  roads,  the  electric  railway  line  has 
always  been  a  grounded  return,  the  current  passing  from  the  station 
through  the  feed  wire  to  the  trolley  wire,  thence  through  the  car 
Motor  into  the  rails,  and  back  to  the  station  through  the  ground. 
So  long  as  railway  systems  were  small,  this  practice  answered  well 
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enough  ;  but  with  increasing  magnitude,  the  amounts  of  energy  thus 
discharged  into  the  ground  have  given  rise  to  very  serious  ajid  per- 
plexing problems.     The  first  noticeable  effect  was  the  production  of 


earth  currents  of  such  importance  as  to  seriousjy  interfere  with  tele- 
phonic and  telegraphic  service  ;  then  a  wide-spread  electrolytic  action 
made  its  appearance,  affecting  in  a  most  serious  manner  all  metallic 
underground   structure,  such  as  gas  and  water  pipes,  and  the  lead 
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sheathes  of  underground  cables  ;  and  lastly,  in  the  larger  roads,  the 
poor  quality  of  the  earth  as  a  conductor  makes  itself  manifest,  neces- 
sitating a  very  considerable  fall  of  potential,  and  consequent  waste- 
ful expenditure  of  energy  in  this  part  of  the  circuit.     On  account    of 


fiq.  4t.     Span  Wirt  Cansttui 


'.h  OwUlt  InaulaCloa. 


Fig.  42.     Sail  ft>mf<; 


these  difficulties,  the  larger  roads  are  now  aiding  the  ground  return 
by  re-enforcing  it  with  copper  wire  "return  feeds,"  looking  in  the 
near  future  to  a  more  or  less  complete  metallic  circuit  for  the  railway 
system. 

74.    To  aid  the  conductivity  of  the  rails  and  ground  part  of  the 
circuit,  it  is  customary  to  "  bond  "  every  rail  of  the  track  by  uniting 
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the  ends    of  the  adjacent    rails  with  a  copper  wire,  as   shown   in 
Fi^.  42  (p.  80). 

The  copper  wire  is  attached  to  the  rails  by  drilling  a  hole  into 
either  flange,  and  firmly  riveting  the  bond  into  place.  Considerable 
difficulty  has  been  experienced  with  electrolytic  action  between 
the   rail    bond   and   the   iron.     To   avoid   this   source  of   difficulty 


MAKE  SOLDER  CONNECTIONS 


F\g,  43.      Track  and  Ground  Wire  Connection. 

recent  practice  has  shown  the  advisability  of  making  each  bond 
ot  two  or  more  separate  pieces,  so  that  the  corrosion  and  failure  of 
GDC  will  leave  the  other  still  in  condition  to  carry  the  necessary 
oirrent.  Rail  bonds  should  always  be  so  placed  as  to  be  open 
to  inspection,  and  careful  maintenance  should  be  exercised  over  them 
constantly.     A  great  deal  of  difficulty  has  been  experienced  in  the 


METHOD  OF  CONNECTING  RAILS  TO  SUPPLEMENTARY  WIRE 
BY  THE  USE  OF  "CHANNEL  PINS." 


0  WIRE 


I 


PLAN  OF  TRACK. 
Fig.  44. 

use  of  bonds  that  are  too  small  for  the  amount  of  current  discharged 
into  the  rails.  In  some  cases  the  bonds  have  been  so  heavily  loaded 
^  to  become  hot  enough  to  burn  their  way  entirely  through  the 
sleepers  forming  the  road-bed.  It  is  also  customary  to  unite  all  the 
^  bonds  to  a  central  ground  wire  extending  along  between  the  rails 
^i^  either  track,  as  shown  in  Figs.  43  and  44. 


82  THE  ELECTRICAL    TRANSMISSION  OF  ENERGY. 

The  ground  wire  adds  to  the  conductivity  of  the  return  circuit 
but  serves  a  more  important  office  to  bridge  any  gap  resulting  f  ron 
the  accidental  destruction  of  one  or  more  bonds.  At  frequent  inter 
vals,  as  often  as  two  or  three  times  in  every  mile,  the  return  \v^irt 
should  be  thoroughly  grounded  by  attaching  it  to  a  long  rod  or  pipe, 
driven  down  to  a  permanently  moist  stratum  of  earth,  or  to  a  ground 
plate  buried  so  deeply  as  to  be  always  wet. 

76.    The  result  of  the  most  recent  investigations  indicates,  how- 
ever, the  utter  unreliability  of  placing  any  dependence  upon    the 
earth   to   form    a   portion   of  the   return  circuit.      While  in    damp 
weather  the  earth  may,  under  some  circumstances,  become  a  valu- 
able  adjunct,  the  varying   hygrometric  condition,  sandy  soils,    and 
imperfect  contact  between  the  rails  and  the  ground,  are  such  as  to 
reduce  the  value  of  this  factor  practically  to  zero.     It  thus  becomes 
advisable  for  every  road  to  provide  a  complete  metallic  return  circuit, 
of  such  resistance  that,  excepting  in  cases  where  the  cost  of  produ- 
cing energy  is  abnormally  cheap,  not  more  than  from  3  to  5  per  cent 
of  the  station  output  shall  be  expended  in  the  entire  line  circuit. 
The  tendency  of  street  railway  construction  is  constantly  toward  the 
use  of  heavier  and  larger  rails,  and  a  more  substantial  road-bed,  so 
with  proper  precautions  the  track  may  form  the  return  circuit.     The 
cross-section  of  a  rail  may  be  fairly  accurately  estimated  by  allowing 
one  square  inch  of  cross-sectional  area  to  every  10  lbs.  of  rail  weight 
per  yard  of  length ;  thus,  a  50-lb.  rail  would  have  a  cross-section 
of  5  square  inches,  and  a  90-pound  rail,  9  square  inches. 

Thus,  if  W  be  the  weight  of  the  rails  per  yard  in  any  particular 

track,  ^ 

—  =  area  in  square  inches  of  each  rail. 

As  the  relative  electrical  conductivities  of  steel  and  copper  are  about 
as  one  to  six,     ^^ 

-^  =  the  area  of  a  copper  conductor  that 

would  be  equal  in  conducting  power  to  a  rail ;  and  for  a  double-track 
road  W/\b  gives  the  equivalent  copper  conductor. 

A  copper  cable  equivalent  to  the  rail  section  of  a  four-track  road 
laid  with  50-lb.  rails  would  be  8.3  square  inches ;  with  60-lb.  rails, 
4  square  inches  ;  with  70-lb.  rails,  4.6  square  inches ;  with  80-lb.  rails, 
5.3 ;  and  with  90-lb.  rails  6  square  inches. 
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There  are  very  few  electrical  railways  whose  managers  are 
sufficiently  liberal  to  provide  6  square  inches  of  cross-sectional 
area  in  the  copper  conducting  system,  though  there  are  many  roads 
with  ninety-pound  rails.  Thus,  from  the  previous  train  of  reasoning, 
there  is  amply  sufficient  metal  provided  in  the  rail  sections  for  the 
return  path  of  the  current,  at  least  in  anything  but  the  largest  and 
longest  roads. 

76.    The  difficulty  heretofore  encountered  with   return  circuits 
has  been  almost  entirely  due  to  the  method  of  securing  continuity 
in  the  track.     When  the  rails  are  originally  laid,  the  ordinary  fish- 
plate joint    forms   an   amply  sufficient    path   for  the  current ;  but 
oxidization  rapidly  sets  in,  and  almost  before  the  road  is  in  opera- 
tion the  contacts  between  the  plates  and  the  rail   are  sufficiently 
corroded  to  interpose  a  resistance  of  great  magnitude.     To  overcome 
this,  the  custom  of  introducing  rail-bonds  has  arisen.     Many  roads 
have  been  constructed  by  uniting  the  ends  of  the  rails  with  No.  6  iron 
Mre.     In  the  better  forms  of  construction,  the  iron  wire  has  been 
leplaced  by  corresponding  copper  wire,  and  in  addition  the  ground 
»1re  has  been  introduced  to  aid  the  rail-bonds.     Usually  the  ordi- 
nary bonds  have  been  from  two  to  three  feet  in  length.     Now,  if  the 
continuity  of  the  return  circuit  be  made  dependent  upon  the  bond 
connection  between  the  ends  of   the  rail-joints,  each  mile  of  track 
i*ill  have  in  the  neighborhood  of  830  ft.  of  either  No.  4  or  No.  6 
iron  or  copper  wire.     Taking  the  most  favorable  instance  of  the  use 
of  Xo.  4  copper  wire,  and  allowing  a  double-track  road,  the  resistance 
of  the  return  circuit  would  be  .06572    ohm   per  mile,  an  amount 
greatly  in  excess  of  that  ordinarily  allowed  in  the  feed-wire  calcu- 
lations.    A  greater  difficulty  is  experienced  in  the  resistance  of  the 
contact  between  the  rail-bond  and  the  metal  of  the  rail  itself.     It 
is  customary  to  secure  the  bonds  by  drilling  the  ends  of  the  rail, 
and  riveting  the  bond  in  place.     Unless  this  work  is  very  carefully 
supervised,  the  rivets  are  very  rarely  tightly  driven,  and  in  many 
cases  cxidization    sets    in    before   the   bond    is    put    in    place.     As 
^  result,   the   resistance    of   the    return    circuit    may  be  increased 
to  a  very  large   extent    over  that   of   the   wire   employed   for  the 
^nds. 

77.   Some  experiments  upon  the  resistance  of  return  circuits  on 
the  Utica  Electric  Railway  are  confirmatory  of  the  advisability  of 
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Utilizing  the  track  for  the  return  path  of  the  current,  indicating  that 
the  rail  section  is  ample ,  if  proper  connections  are  secured  arounci 
the  joints.     Of  single-track  60-lb.  rails,  690  ft.  were  joined  by  fish- 
plates only,  laid  on  sawed  ties,  without  bonding.     The  weather  was 
clear,  hot,  and  dry.     The  resistance  was  measured,  and  found  to   be 
.2006  of  an  ohm,  giving  1.5349  of  an  ohm  per  mile  of  single  track, 
and  .7675  of  an  ohm  for  double  track.     Measurements  made  upon 
4,000  ft.  of  double  track  with  60-lb.  rails,  bonded  with  one  No.   3 
copper  wire  bond  and  continuous  No.  3  copper  ground  wire,  gave 
.025  ohm  as  the  resistance  per  mile  of  double  track.     A  measure- 
ment upon  3,800  ft.  of  single-track,  45-lb.  T-rails,  bonded  with  No.  4 
galvanized  iron  wire,  gave  a  resistance  of .  0577  ohm   per  mile  of 
double  track. 

Calculating  the  resistance  of  the  bond  wires  in  the  track  in  the 
second  test,  an  amount  of  .0236  ohm  is  given,  while  the  measured 
resistance  was  .0254,  a  variation  of  about  10  per  cent  from  the  com- 
puted amount.  In  the  third  case,  the  measured  resistance  was  .0577 
ohm,  and  the  calculated  amount  .0556  ohm,  giving  a  difference  of 
.0021  ohm  per  mile. 

78.  The  solution  of  the  problem,  at  least  for  all  ordinary  cases 
of  street  railway  construction,  lies  in  the  entire  utilization  of  all  the 
track  material  as  a  return  circuit,  by  the  proper  application  of  suit- 
able conductors,  arranged  around  the  joints  of  all  the  rails. 

It  is  curious  that  this  apparently  so  simple  solution  has  so  long 
been  neglected ;  but,  on  further  inspection,  the  apparent  simplicity 
resolves  itself  into  a  problem  of  considerable  complexity,  the  diffi- 
culty being  to  secure  such  a  connection  between  the  two  rail-ends  as 
will  be  adequate  to  carry  the  necessary  current,  and  also  will  not 
rapidly  deteriorate  when  exposed  to  the  severity  of  street  service. 
In  all  probability  the  final  and  adequate  solution  will  be  found  in 
some  application  of  electrical  welding.  At  the  present  time,  the. 
West  End  Street  Railway  Company  of  Boston  is  trying  the  experi- 
ment of  electrically  welding  the  ends  of  adjacent  rails,  so  as  to  make 
their  track  a  single,  continuous  rail  with  no  breaks,  at  least  for  sec- 
tions of  some  thousands  of  feet  in  length  —  the  experiment  indicat- 
ing, contrarily  to  previously  conceived  ideas,  that  expansion  devices 
are  not  necessary  in  a  street  railway  track.  This  theory  has  received 
very  strong  confirmation  from  the  experiments  of  Mr.  Moxam,  at  the 
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Cambria  Iron  Company ;  and,  if  sustained  by  additional  experience, 
the  solution  of  the  problem  of  rail-bonding,  as  well  as  that  of  track 
construction,  will  be  promptly  and  completely  solved. 

79.  A  somewhat  similar  experiment  has  been  tried  in  Cleveland, 
where  a  system  of  railway  has  been  introduced,  consisting  of  90-lb. 
rails  jointed  by  specially  heavy  fish-plates,  which  were  riveted  solidly 
to  each  end  of  the  rail.  Provided  the  riveting  is  done  when  the  rails 
have  fairly  clean  surfaces,  it  is  likely  that  the  joints  formed  by  the 
iish-plates  would  be  electrically  sufficient. 

A  process  has  recently  been  devised  that  employs  the  method 
of  casting  together  the  consecutive  rail-ends.  A  portable  furnace 
weighing  about  7,000  lbs.,  and  capable  of  being  drawn  by  two  horses, 
is  operated  by  oil  fuel.  The  furnace  has  capacity  to  melt  sufficient 
iron  to  make  150  or  200  rail-joints  per  day.  A  mold  is  placed 
around  the  rail-ends,  and  melted  iron  poured  in,  that,  on  solidifying, 
forms  a  solid  block  that  actually  fuses  the  rail-ends  together.  No 
better  electrical  joint  could  be  obtained  ;  and,  if  experience  shall 
demonstrate  the  plan  to  be  a  mechanical  success,  another  solution 
of  the  return  circuit  will  be  secured.  This  method  is  now  under 
trial  in  St.    Louis. 

80.  Probably,  however,  it  will  be  some  time  before  the  success 
of  either  of  thesje  methods  can  be  demonstrated  sufficiently  to  war- 
rant their  adoption  on  large  scales.      It  therefore  becomes  essential 
to  arrange  some  adequate  electrical  connection  for  the  ends  of  the 
rails  in  existing  tracks.     To  this  end,  the  bond  (see  Fig.  42)  should 
be  as  short  as  practicable.     Former   practice  indicated  the  use  of 
bond  from  2  to  4  ft.  in  length  ;   but  there  is  certainly  no  adequate 
reason  why  the  bonds  should  not  be  reduced  to  from  6"  to  8",  as  it  is 
only  essential  to  have  a  sufficient  length  of  bond  to  span  across  the 
openings  between  the  rails,  allowing  a  small  fraction  of  an  inch  for 
expansion.     There  is  no  reason  why  heavy  copper  bonds,  thus  ar- 
ranged, should  not  be  secured  to  the  ends  of  the  rails  by  some  form 
of  electrical  welding  which  would  make  a  perfect  joint  between  the 
bond  and  rail  itself  —  a  joint,  also,  which  in  the  future  would  never 
be  subjected  to  electrolytic  action  or  corrosion.     If  the  overhead  line 
can  be  erected  previous  to  the  bonding  of  the  track,  the  operation 
of  electric  welding  becomes  exceedingly  simple,  as  it  is  practicable  for 
the  power  station  to  furnish  all  the  energy  necessary  to  make  the 
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welds.  The  Boston  experiments  have  indicated  that  two  90-lb.  rails 
can  be  welded  by  the  application  of  100  horse-power  for  about  three 
minutes,  while  to  weld  a  bond  consisting  of  a  2"  by  J''  copper  strap 
would  not  require  the  expenditure  of  over  20  or  30  horse-power  for 
an  equivalent  length  of  time. 

81.  Where  the  preceding  methods  cannot  be  adopted,  the  next 
best  method  consists  in  forming  the  bonds  of  a  heavy  copper  strap, 
some  6"  to  8"  in  length,  of  at  least  one-half  a  square  inch  of  section, 
and  having  at  either  end  a  forged  eye,  through  which  a  copper  bolt, 
not  less  than  than  three-quarters  of   an  inch  in  diameter,  may   be 
passed.     The  eyes  on  the  end  of  the  strap  and  the  bolt  should   be 
thoroughly  tinned,  and  a  hole  tapped  in  each  rail-end  to  receive  the 
bolt.     The  bond  is  applied,  and  the  nuts  on  either  end  screwed  up 
solidly,  so  as  to  pinch  the  bond  tightly  between  the  rail  and  the  head 
of  the  bolt.     The  application  of  the  flame  of  a  blow-lamp  for  a  few 
minutes  then   solders  the   bond   and  the  bolt  together  in  a   solid 
manner.     The  copper   bolt    should   be    sufficiently  long  to  extend 
through   the   rail    for   at    least    one-quarter   of   an   inch,   and   then 
should  be  headed  over,  so  that   by  no  possibility  it   can  ever    be- 
come loosened. 

The  thread  in  the  rail  should  be  tapped  slightly  small,  so  when 
the  copper  bolt  is  screwed  home  it  may  be  absolutely  forced  into 
place,  the  metal  of  the  bolt  squeezing  itself  into  the  thread  cut  into 
the  rail.  By  this  means  a  contact  of  sufficient  area  between  the 
rail  and  the  bond  can  be  obtained,  and  the  joint  so  thoroughly 
secured  by  the  compression  of  the  two  metals,  that  no  future  cor- 
rosion can  take  place  between  the  bolt  and  the  rail  section.  This 
method  of  bonding  is  shown  in  Fig.  45. 

82.  A  structure  of  this  description  will  be  amply  adequate  for 
all  roads  not  requiring  a  line  capacity  of  more  than  4"  to  6"  of 
copper  cross-section,  for  it  is  evident  that  the  rail  area  supplies 
sufficient  metal  section  up  to  this  amount.  In  cases  where  the 
energy  to  be  distributed  requires  a  line  of  larger  cross-section  than 
this,  it  is  essential  to  re-enforce  the  rails  by  such  a  system  of  return 
feeders  as  will  add  to  the  rail  return  a  sufficient  quantity  of  copper 
cross-section.  These  feeds  may  either  be  supported  upon  the  regu- 
lar line  construction  of  the  road,  or  may  be  carried  between  the 
tracks,  as  in  the  old  form  of  return  ground  wire.     In  either  case, 
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it  k  essential  to  frequently  connect  the  return  feeds  to  the  rails 
by  conductors   of  adequate  size. 

83.  In  designing  the  return  circuit,  care  should  be  taken  in 
installations  >vhere  the  rail  lines  do  not  pass  close  to  the  power 
station,  to  introduce  a  sufficient  amount  of  return  feeds  from  the 
station  to  the  rails  as  shall  be  fully  equal  to  the  cross-section 
of  the  return  circuit  as  obtained  through  the  rails  and  return 
feeds. 

84.  Slectrolsrtic  Action.  —  The  most  complete  investigation 
upon  the  electrolytic  action  of  underground  currents  has  been  made 
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by  Mr.  I.  H.  Famham,  of  the  New  England  Telephone  &  Telegraph 
Co.^  Mr.  Famham's  attention  was  drawn  to  the  matter  some  three 
years  ago,  by  the  appearance  of  injurious  corrosion  in  the  lead 
sheaths  of  the  underground  telephone  cables.  Investigation  traced 
the  cause  of  the  corrosion  directly  to  the  return  current  in  the 
ground  from  the  electrical  system  of  the  West  End  Railway,  and 
further  showed  that  the  difficulty  could  be  traced  to  points  along  the 
cable  where  the  underground  currents  tended  to  leave  the  cable  for 
a  path  of  less  resistance  to  the  station.  At  the  beginning  of  these 
investigations,  the  negative  pole  of  the  generating-station  was  con- 
nected to  the  overhead  trolley  system,  while  the  opposite  pole  was 


1  See  transactions  of  American  Institute  of  Electrical  Engineers,  April,  1894. 
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put  to  earth.     Many  volt-meter  measurements  were  made,  to  obtai 
the  difference  in  potential  between  the  underground  cables,  water- 
pipes,  and  gas-pipes,  and  the  surrounding  earth,  by  means  of  which 
it  was  possible  to  map  out  the  entire  city  of  Boston,  showing  where 
the  corrosive  action  was  likely  to  be  expected,  thus   inclosing  an 
area  appropriately  termed  "  Danger  District."     It  was  suggested  to 
reverse  the  poles  of  the  dynamo,  placing  the  positive  pole  to  the 
trolley,  and  the  negative  pole  to  earth.     This  suggestion  was  carried 
into  effect,  and  a  second  set  of  measurements  made,  showing  that, 
under  the   new  conditions,  the  amount   of  the  danger  district  was 
very  much  decreased,  and  indicating  that  the  area  in  which  corrosive 
action  might  be  expected  was  practically  confined  to  the  immediate 
neighborhood  of  the  power  stations,  and  thus  brought  very  much  more 
under  control.     It  has  been  pointed  out  that  by  restricting  the  danger 
district,  the  intensity  of  electrolytic  action  may  be  much  increased. 
Such  an  effect  as  this  is  a  logical  consequence,  but  the  restriction  of 
the  district  to  comparatively  small  areas  renders  repairs  verj'  much 
easier  of  execution.     To  protect  underground  structures  within  the 
danger  district,  it  has  been  proposed  by  Mr.  Famham  that  large 
copper  conductors  should  be  extended  from  the  grounded  side  of  the 
generators,  entirely  through  the  district,  and  should  be  connected,  as 
often  as  possible,  to  all  metallic  structures  which  are  exposed  to  elec- 
trolytic action.     This  experiment  was  tried  in  Boston,  subsequent 
'  volt-meter  measurements  indicating  that  the  protection  thus  afforded 
was  sensibly  complete. 

Mr.  Farnham's  investigations  further  indicated  that  a  very  small 
difference  in  electrical  potential  was  sufficient  to  initiate  the  corrosive 
action. 

86.  In  the  discussion  of  Mr.  Farnham's  paper,  Prof.  D.  C.  Jack- 
son, of  Madison  University,  gives  exceedingly  interesting  results 
from  experiments  to  determine  the  minimum  amount  of  electrical 
pressure  likely  to  be  injurious,  and  the  chemical  effects  which  are 
produced  in  the  soil  through  the  action  of  the  current.  Professor 
Jackson  concludes  that  a  difference  of  potential  as  small  as  one- 
thousandth  of  a  volt,  constituting  mere  directive  force,  may  be  suffi- 
cient to  initiate  and  continue  sufficient  corrosive  action  to  be  injurious, 
provided  it  extends  over  a  considerable  period  of  time.  Professor 
Jackson  also  says  that,  in  most  cases,  the  action  may  be  considered 
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to  be  that   of  an   electrolytic   cell  with  iron   electrodes,  having'    an 
electrolyte  of  the  various  salts  of  the   alkaline  metals,   or   earths, 
which  would  be  naturally  found  in  the  street  soils.     These  alkaline 
salts  are  electrolyzed  by  the  current,  the  acid  radicals  attracted    by 
the  anode  and  forming  an  iron  salt,  while  the  metals  pass  over  to  the 
cathode,  forming  with  water  a  hydroxide,  liberating  hydrogen.       Xhe 
ferrous  salt  thus  formed  diffuses  toward  the  cathode,  while  the  alka- 
line  hydroxide,   in   a   similar    manner,   diffuses   toward    the   anode. 
Where  these  salts  meet  in  the  soil,  ferrous  hydroxide  is  precipitated, 
and  the  original  salt  re-formed. 

Assuming  the  correctness  of  this 
theory,  it  is  evident  that  the  actual 
corrosion  is  due  to  an  attack  by  the 
acid  radical  of  the  salt  in  the  elec- 
trolyte, which  is  set  free  by  the  pas- 
sage of  the  current. 

This  investigation  still  further 
emphasizes  the  necessity  in  street 
railway  work  of  providing  a  metal- 
lic return  circuit  which  shall  be 
amply  sufficient  to  convey  to  the 
power-house  all  the  energy  required 
to  operate  the  railway  system.  The 
appearance  of  corroded  water-pipes 
is  illustrated  in  Figs.  46  (p.  87) 
and  47.. 
«,.47.    c^r^^vtaur^^  86.    RaUway    Poles.  -  Nearly 

all  of  the  timber  woods  have  been 
pressed  into  service  for  electrical  railway  construction.  Poles  of 
pine,  cedar,  chestnut,  cypress,  spruce,  and  tamarack  are  most  fre- 
quently in  demand.  Of  these  spruce,  cypress,  and  tamarack,  and 
occasionally  poplar,  have  been  used,  particularly  in  the  near  locali- 
ties in  which  the  various  kinds  of  timber  are  found  native.  Spruce 
poles  make  handsome  lines,  and  are  strong  and  elastic,  but  have 
a  very  short  life,  usually  rotting  out  in  from  two  to  three  years. 
Cypress  and  tamarack  have  great  durability,  and  are  largely  used  in 
the  Southern  States.  Cedar,  pine,  and  chestnut  are  abundant,  and 
in  the  North  poles  are  usually  selected  from  one  of  these  woods. 
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UTiite  cedar  and  chestnut  are  frequently  selected,  both  for  cheapness 
and  prompt  delivery.  Pine,  whether  Michigan,  Oregon,  Norway, 
Georgia,  or  North  Carolina  yellow  pine,  is  usually  used  for  manu- 
factured poles. 

By  means  of  a  little  mill-work,  railway  poles  may  be  made  in  a 
ride  variety  of  shape  and  finish,  according  to  the  choice  of  the  de- 
signer. Commonly  the  butt  of  the  pole  is  left  round,  while  from 
the  ground  up  it  is  sawed  either  square  or  octagonal.  A  manufac- 
tured pole,  without  question,  when  carefully  made  and  tastefully 
painted,  makes  a  line  of  unexceptional  appearance.  The  tops  of  the 
poles  should  be  carefully  chamfered  to  a  neat  point,  and  should  be 
thoroughly  painted  with  at  least  three  coats  of  best  white  lead  and 
oil  In  crowded  localities,  the  butts  of  the  poles  should  always  be 
protected  by  an  iron  wheel-guard,  to  prevent  injury  by  collision  with 
the  wheels  of  vehicles. 

87.  Wooden  Poles  should  be  not  less  than  6"  at  the  top,  and  at 
least  28  or  30  ft.  in  length.  J**or  center-pole  construction  the  poles 
are  set  at  intervals  of  from  100  to  150  ft.  longitudinally,  between  the 
rails  in  case  of  double  track,  or  just  outside  of  the  rail  in  a  single 
track.  The  poles  may  be  either  round  or  octagonal.  They  should 
be  true,  straight,  and  fully  up  to  the  size  specified,  free  from  knots 
and  shakes,  and  sound  in  every  respect.  Typical  railway  poles  are 
shown  in  Figs.  48  and  39. 

In  setting  the  poles  the  base  should  be  thoroughly  tarred  for  a 
distance  of  5  or  6  ft.,  and  firmly  planted  in  the  earth,  special  care  being 
taken  to  ram  the  earth  solidly  around  the  pole.  Where  soft  ground 
is  encountered,  a  concrete  foundation  must  be  used. 

88.  For  center-pole  construction  the  poles  are  supplied  with 
brackets  as  shown  in  Fig.  38,  to  which  the  insulator  supporting  the 
trolley  wire  is  attached. 

Care  should  be  taken  to  see  that  the  brackets  are  sufficiently 
ftnn  and  strong,  and  that  they  are  solidly  attached  to  the  pole,  as 
frequent  accidents  have  occurred  by  the  fall  of  the  bracket  due  to 
a  blow  from  a  passing  trolley. 

89.  For  span-wire  construction,  two  poles  are  required  for  each 
span,  one  set  on  either  side  of  the  street  close  to  the  curb-line.  To 
counterbalance  the  tension  of  the  span,  it  is  customary  to  set  the 
poles  with  a  rake,  outward  away  from  the  center  of  the  street  about 
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Is'.  By  this  means  the  tension  of  the  span-wire  gradually  pulls  the 
wie  to  a  straight  line.  On  account  of  this  tension,  span-wire  con- 
.euction  must  be  exceedingly  solid.  Specially  good  foundations 
ntiii  be  provided  for  the  poles,  and  they  must  be  amply  stiff  to  re- 
siii  the  bending-moment  due  to  the  span  wire. 

90.  The  span-wire  should  be  made  of  galvanized  iron  or  steel 
lable  about  I"  to  i"  in  diameter,  depending  upon  whether  the  line  is 
i  double  or  single  line.  The  span-wire  should  be  attached  to  the 
poles  by  means  of  a  ratchet  shown  in  Figs.  49,  50,  and  51,  in  order 
inat  requisite  adjustment  of  tension  or  location  of  insulators  may  at 
any  time  be  made.  If  rigid  economy  is  desired,  the  span-wire  may 
t'e  fastened  by  means  of  an  eye-bolt  extending  through  the  pole,  the 


tension  being  adjusted  by  means  of  the  nut  on  the  shank  of  the  bolt. 
"cli  span-wire  should  be  supplied  with  two  strain  insulators,  one 
«t  aear  to  each  pole,  as  a  protection  against  any  leakage  from  the 
"0%  wire,  as  in  Fig.  41.  The  strain  insulators  are  introduced  into 
t^e  span-wire  by  forming  eyes  in  the  cable  by  whipping  one  end  of 
'at  cable  over  on  itself  with  annealed  copper  wire,  carefully  turning 
ill  all  of  the  wire  ends.  It  is  not  advisable  to  use  iron  wire  for  any 
Purpose  of  this  kind,  as  it  sooner  or  later  rusts. 

SI.  Iron  Poles.  ^ — Iron  poles  are  made  either  of  successive 
™glhs  of  wrought-iron  pipe  shrunk  together  at  the  joints,  or  of 
Mrae  of  the  various  forms  of  structural  iron.  A  great  variety  of 
^igiis  may  be  found  in  the  market,  of  which  the  examples  in  Figs, 
"-I  S3, 54,  and  o5  may  be  considered  as  typical  of  the  best  forms. 
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The  Lattice-pole,  Fig.  52,  is  an  excellent  form,  an 
may  be  designed  to  present  a  very  ornamental  appear 
ance  in  the  street.     Unfortunately,  in  the  early  desig^ns 


0 


'I,' . 


e 
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an  unwise  attempt  to  produce  too 
cheap  a  pole  led  to  many  failures, 
and  has  caused  a  prejudice  against 
this  style  that  should  be  unfounded. 
The  lattice-pole,  being  open  on  all 
sides  to  inspection  and  painting, 
presents  in  this  respect  an  advan- 
tage over  other  designs.  The 
Tubular  Steel  pole,  Fig.  53,  is 
probably  the  lightest,  stiffest,  and 
theoretically  the  best  designed 
is  rather  the  most  expensive,  and,  the  inside  being  inac- 


P\q.  53.     Tubular  Pole, 
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tessible,  the  thin  metal  of  the  shell  is  likely  to  suffer  from  rust, 
"le  Iron  Pipe  pole,  Figs,  54  and  55,  was  the  earliest  design  on  the 
furket,  and  is  deservedly  a  favorite,  as  it  may  be  obtained  in  any 
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desired  weight  or 
three  or  four 
nected  together 
smaller  one.  In 
must  be  paid  to 
eriy     joined,     se- 


strength.  As  usually  made,  it  consists  ir, 
lengths  of  iron  pipe  of  different  sizes  con- 
by  shrinking  each  piece  over  the  next 
selecting  pipe -poles,  particular  attention 
the  joints,  to  see  that  the  pieces  are  prop- 
curely  shrunk,  and  that  a  sufHcient  length 


F\q.  Si.     PlB-fDlea  for  Cent, 


of  joint  (at  least  18"  to  24")   is  used,  in  order  that  the  respective 
pieces  may  not  loosen  under  the  vibration   of  the  passing  trolley. 
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h  pipe-poles  the  joint  is  the  weak  point.  Iron  poles  should  always 
■c  set  in  concrete,  as  the  butt  of  the  pole  presents  too  small  a  surface 
M  jccure  a  permanent  bearing  against  mere  earth. 

92.  While  the  iron  pole  presents  the  advantage  in  appearance, 
md  is  undoubtedly  of  greater  durability,  the  metal  of  which  it  is 
KTTned  being  an  excellent  conductor,  it  presents  the  disadvantage  of 
«|X)sing  the  public  to  much  greater  danger  from  leaky  trolley  wires. 
The  wooden  pole  is  so  good  an  insulator  that  no  accidents  have  as  yet 
t«ii  reported  from  leaks  through  the  pole.     With  the  iron  pole,  how- 


b 


Flq.  HL    AOjutlaUe  Iron  Palt-Tnil. 

ner,  there  are  many  cases  reported  where  either  animals  or  men 
line  received  severe  shocks  from  leaky  span-wires. 

93.  Peed-'Wire  Insulators,  and  Pole-Tops.  —  In  addition  to 
providing  a  support  for  the  trolley  wire,  the  railway  pole  must  carry 
fed-wire,  guard-wire,  lightning  arrester,  cut-out  switches,  and  elec- 
tric light  fixtures,  and  perhaps  a  lighting  circuit.  The  pole-top 
liecomes  an  important  feature  in  the  circuit.  Typical  pole-tops  are 
shown  in  Figs.  56,  57,  58,  and  59,  The  device  illustrated  in  Fig.  56 
consists  of  a  casting  into  which  any  number  (up  to  seven}  of  iron 
supports  may  be  placed.     Each  support  carries  a  locust  pin  to  which 
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any  desired  form  of  insulator  may  be  attached   for  sustaining     th> 
feed-wires. 

In  Fig.  58  a  variety  of  pole-tops  are  shown,  all  of  which  art 
applicable  to  the  pipe-pole,  the  designs  being  arranged  to  meet  tht. 
usual  requirements  of  street  railway  work.  These  tops  are  made  to 
be  insulated,  if  desired,  a  precaution  well  worth  the  slight  extra  ex- 
pense, as  leaky  trolley  wires  have  already  caused  sensible  damage 
on  iron  pole  lines, 

&4.  For  wooden  poles,  there 
is  no  better  top  than  that  given 
in  Fig.  57,  especially  where 
heavy  feeds  are  to  be  carried. 
A  cheaper  expedient  is  found 
in  bolting  a  cross-arm  on  to  the 
pole,  supplied  with  wooden  pins 
and  glass  insulators,  in  a  inan- 
ner  precisely  similar  to  that  of 
the  ordinary  telegraph  construc- 
tion. 

Fig.  59  represents  the  pole- 
top  used  in  Philadelphia.  In 
this  case  the  feeder  system  is 
underground,  the  tap  running 
itp  through  the  center  of  the 
pole.  The  span  -  wire  is  pro- 
vided with  a  special  break  in- 
sulator close  to  the  pole,  and 
provision  is  made  for  guard-wire 
and  lightning  arrester,  the  whole  device  being  worked  out  in  an 
exceedingly  mechanical  manner. 

95,  Trolley  Instdatora,  —  Insulators  for  supporting  trolley  wire 
have  presented  a  difficult  problem  to  mechanical  inventors,  owing  to 
the  severity  of  the  service  to  which  they  are  subjected.  Insulators 
are  usually  made  by  forming  a  bell  of  some  insulating  substance, 
which  is  hung  from  the  span-wire,  or  pole-bracket.  The  trolley  wire 
is  suspended  by  a  clip  inserted  into  the  insulating  material  forming 
the  bell.  The  general  arrangement  of  standard  forms  of  trolley  insu- 
lators is  indicated  in  Figs.  60  to  66  inclusive.     The  attachment  of 
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ihe  trolley  wire  to  the  insulator  has  presented  one  of  the  greatest 
difficulties  in  the  problem.  In  the  early  forms,  the  connection  be- 
tween the  trolley 
wire  and  insulator 
was  always  accom- 
plished by  soldering 
the  wire  to  a  semi- 
circular brass  or 
bronie  support, 
which  was  screwed 
to  the  under  side  of 
the  insulating  bell. 

This    practice    ^^<^        |        ||  |  |  H  insulated. 

«ceedingly  objec- 
tionable, from  the 
iatl  that  it  annealed 

the  hard-drawn  copper  used  for  the  trolley  wire,  and  from  the 
difficulty  which  arose  in  making  a  change  whenever  the  insulator 
was  worn  out  or  de- 
stroyed. To  obviate 
these  defects,  a  mul- 
titude of  devices 
arose,  whereby  the 
trolley  wire  was  in- 
:  serted  into  a  clip 
split  through  the 
center,  clasping  the 
trolley  wire,  which 
was  prevented  from 
falling  out  of  the  clip 
by  a  screw,  or  nut, 
which  locked  the  two 
halves  of  the  clip 
%5fl.  /w..rBpofrtHa*./p*tar«.«fB-.c<w«wnit  holding  the  wire  in 

position.  The  diffi- 
tnlty  of  soldering  was  thus  obviated,  and  by  loosening  the  lock-nut, 
tbe  insulator  could  at  any  time  be  set  free  from  the  wire.  Such  an 
arrangement   always   presented   the   difficulty  of   offering   a   slight 
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impediment  to  the  passage  of  the  trolley,  and  concentrating  the  wear 
cf  the  trolley  wheel  upon  the  clips  in  such  a  manner  as  to  rapidly 
Jestroy  them,  allowing  the  wire  to  sooner  or  later  fall  from  the  insu- 
lator.   As  these  objections  are  less  serious  than  those  presented  by 
the  method  of    soldering,  the  latter  design  has  been  adopted.     As 
trolley  insulators  must  be  adapted  to  all  kinds  of  line  construction,  a 
^•ariety  of  forms  must  be  provided  to  meet  the  different  methods  of 
suspension.     Thus,  in  Figs.  60,  61,  and  62,  designs  are  indicated  for 
span-wire    construction,  in  which    the    span-wire  is   placed  through 
ears  on  top  of  and  around  the  insulator.     In  Fig.  63  a  form  is  shown 
that  is  adapted  to  angle  iron  bracket  work.     In  Fig.  64  a  bridge  and 
nine  insulator  is  indicated,  planned  to  be  secured  against  the  under 
side  of  the  overhead  roof  by  means  of  screws ;  while  in  Fig.  65  a 
double-curve  insulator  is  indicated,  the  extended  ears  of  which  receive 
the  puU-offs  that  hold  the  curve  in  position.     In  Fig.  66  a  sectional 
\iew  of  the  hard  rubber  trolley  insulator  is  shown,  exhibiting  con- 
struction.    The  insulator  consists  of  a  hard  rubber  bell,  into  which 
two  threaded  bushings  of  brass  are  forced,  to  sustain  the  trolley  wire 
dip  and  the  span-wire  ears.     The  trolley  wire  split  clip  is  seen  in  the 
lower  part  of  the  illustration.     To  secure  an  insulating  substance  from 
vrhich  to  form  the  bells,  which  should  possess  sufficient  insulating  pro- 
perties to  be  safe  upon  a  five  hundred  volt  circuit,  and  strong  enough 
to  withstand  the  blows  of  the  trolley  wheel,  has  presented  the  greatest 
difficulty  in  this  problem.     Glass,  porcelain,  and  india-rubber  have  been 
tried  with  but  little  success.     Also  various  other  substances,  such  as 
mlvtures  of  mica,  india-rubber,  asbestos,  etc.,  have  been  experimented 
with.    Present  practice  indicates  that  a  compound  of  asbestos  and 
india-rubber,  formed  under  hydraulic  pressure  in  suitable  molds,  and 
thoroughly  vulcanized,  gives  the  best  satisfaction.      It  is  •  probable, 
however,  that  the  best  trolley  insulator  has  yet  to  'be  invented. 

96.  Rculway  Line  Work. —  The  railway  circuit,  for  the  present 
at  least,  is  necessarily  an  aerial  line.  If  the  trolley  wire  were 
extended  in  a  single  straight  line,  its  erection  and  maintenance  would 
he  relatively  a  simple  matter.  On  the  contrary,  it  must  accommo- 
date itself  to  curves  of  every  description,  intersect  other  lines,  and 
afford  proper  methods  of  switching ;  and,  at  each  of  its  many  sup- 
ports, it  must  be  thoroughly  electrically  insulated,  with  sufficient 
mechanical  strength  to  withstand  the  severe  usage  of  the  trolley 
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Fig.  93.     Anglt  Iran  Braclcl  Inialaler. 
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wheel.  There  are  three  points  in  every  trolley  line  deserving  of 
special  attention,  namely,  curves,  switches,  and  cross^overs.  To  sus- 
tain the  trolley  wire  at  each  curve,  it  is  customary  to  plant  special 
guy-poles,  to  which  the  entire  curve  is  anchored  by  means  of  strain 
insulators  or  pull-olfs ;  and  a  similar  method  is  adopted  wherevei- 
there  occurs   any  change  in  direction   of   the  trolley   wire,  as,   for 


example,  in  the  case  of  turn-outs.  The  solution  of  all  problems  in 
railway  line  construction  may  be  readily  solved  by  careful  application 
of  the  principle  of  the  parallelogram  forces.  It  is  essential  to  study 
the  location  of  each  point  on  the  line  where  a  change  in  direction 
occurs,  and  determine  the  resultant  of  the  forces  which  act  upon  the 
trolley  wire.  As  all  electric  railway  work  is  held  in  place  by  means 
of  wire  guys,  all  forms  of  construction  are  always  in  tension,  and 
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must  be  designed  to  meet  this  form  o£  stress  in  every  particular.  It 
is  hardly  practicable  to  give  diagrams  illustrating  all  the  possible 
forms  of  wire  construction  which  might  be  met  with.     In  Figs.  67, 


68,  and  69  are  given  the  general  methods  which  are  in  common  use 
on  the  best  roads  for  curves  and  turn-outs,  in  which  the  location  of 
anchor  poles  and  method  of  staying  may  be  readily  seen.  To  ascer- 
tain the  correct  location  for  the  pull-off  pole,  or  poles,  for  a  curve. 
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draw  an  equilateral  triangle,  having  for  its  base  the  cord  of  the  arc 
fonned  by  drawing  a  line  between  the  tangent  |>oints  of  the  curve. 
The  last  two  span-wires  should  be  located  at  the  end  of  the  tan- 
gents,  which  also  gives  the  location  of   the   base  of   the  triangle 


106 


THE  ELECTRICAL    TRANSMISSION  OF  ENERGY. 


AA'C,  Fig.  69.    The  apex  of  this  triangle  gives  the  best  location 
the  pull-off  pole  at  C.     If  it  is  inconvenient  to  locate  the  pole  h< 
it  is  permissible  to  move  it  slightly  forward  or  backward,  or  a  little 
to  the  right  or  left,  though  point    C  is   the  only  correct    location. 
An  expedient  sometimes  adopted  for  situations  of  this  kind  consists 
in  making  the  puU-offs  up  on  an  iron  ring,  and  carrying  a  pendant 
over  from   the  ring  back  to  the  pole,  which,  under  these  circum- 
stances, may  be  located  at  any  distance  along  the  line  CD.     If  pos- 
sible, the  guy-poles  E  and  F  are  advisable.     Right  and  left  curves 
may  be  built,  as  indicated  in  Fig.  70,  in  which  A  is  the  point    of 


Fig.  C9.     Curve  Quy-Polea. 


Fig.  70.     Right  and  Left  Curoe  Construction. 


location  of  the  switch,  and  AC  and  AC"  the  two  curves  extending 
respectively  to  the  right  and  left.  The  pull-off  pole  is  located  in  a 
straight  line  at  B,  which  is  a  prolongation  of  AC,  each  half  of  the 
double  curve  being  treated  in  precisely  the  same  manner  as  indicated 
for  a  single  curve. 

97.  Strain  Insulators.  —  As  the  trolley  wire  must  be  retained 
by  tension  in  its  appropriate  place  along  the  curve,  a  form  of  insula- 
tor must  be  designed  which  shall  sustain  a  severe  lateral  pull.  Such 
an  insulator  has  already  been  alluded  to  in  Fig.  65.  Another  form 
of  a  similar  device  is  shown  in  Fig.  71.  The  trolley  wire  clip  is 
supported  by  a  goose-necked  rod,  the  end  of  which  is  protected  by 
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an  insuialing  cover  of  vulcanized  rabber,  which  is  attached  to  the 
puQ-off  wire  by  means  of  a  bail-shaped  swivel,  that  surrounds  the 
head  of  the  goose-neck.  Designs  for  pull-off  insulators  are  as 
numerous  as  those  for  trolley  insulators,  and  have  met  with  corre- 
sponding success.  It  is  frequently  necessary  to  stay  trolley  wire 
with  lateral  guys,  which  must  be  carefully  insulated ;  and  for  this 


Hfl.  71.    Fall-Otttt  or  Cant  Bracket 

purpose  it  is  necessary  to  insulate  the  guy  from  the  trolley  wire  with 
a  strain  insulator.  The  strain  insulator  is  always  subjected  to  severe 
tension,  often  rising  to  several  thousand  pounds,  and  is,  further, 
mder  constant  vibration  from  the  passage  of  the  trolley  wheel. 
Mrain  insulators  in  the  past  have  been  defective  from  weak  con- 
Jiniction.  A  good  form  is  indicated  in  Fig.  72,  which  consists  of  a 
strong  iron  bolt   carefully  overlaid  with  vulcanized  india-rubber,  as 


Fig.  72.     Tilt  Slra/n  Intalalnr. 

m  insulator.  A  disk  in  the  center  serves  the  purpose  of  a  break- 
preventing  the  lodgment  of  a  continuous  coating  of  snow  and  ice. 
Pull-offs  are  attached  to  either  end  of  the  guy-wire  by  means  of 
iiiiil-shaped  swivels. 

The  pull-off  wires  should  be  made  of  f"  or  J"  steel  cable,  care- 
iully  and  neatly  secured  to  the  insulators  and  other  attachments, 
.^ii  guy-poles  to  which  strain  insulators  are  attached  must  be 
specially  heavy,  and  exceedingly  securely  set  with  an  extra  amount 


108 


THE  ELECTRICAL    TRANSMISSION  OF  ENERGY. 


of  outward  rake,  with  especial  attention  directed  to  the  security"  o 
foundation.  Moreover,  insulators,  turn-buckles,  pull-off s,  and  otht? 
fixtures  upon  which  special  stress  is  concentrated,  should  reo^i^^c 
particular  attention,  in  view  of  the  severity  of  service  which 
are  called  upon  to  endure. 


Fig.  73.     Method  of  Anchoring  Single  Une. 

98.  Anchors.  —  At  the  end  of  every  curve  and  turn-out,  and  as 
often  as  every  2500  ft.  in  the  tangents,  the  trolley  line  should  be 
anchored  in  both  directions  by  means  of  ears  which  are  soldered  to 
the  wire.  The  object  of  the  anchoring  is  to  sustain  the  line  in 
both  directions,  so  that  in  case  of  rupture  of  the  trolley  wire,  only 


Fig.  74.     Method  of  Anchoring  Double  Line. 

a  comparatively  short  length  of  line  will  be  pulled  down  and  thrown 
out  of  ser\dce.  In  default  of  the  provision  of  anchoring,  instances 
have  been  known  when  the  overhead  system  of  an  entire  railway  fell 
flat  to  the  earth,  owing  to  the  rupture  of  the  trolley  wire  at  a  single 
point.  The  method  of  constructing  the  anchors  is  indicated  in  Figs. 
73  and  74. 
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A  metallic  clip,  similar  in  general  shape  to  a  trolley  line  clip,  is 
soldered  to  the  wire,  from  which  four  guys  are  extended  to  the 
nearest  line-poles  in  such  a  way  as  to  sustain  the  longitudinal 
iQiston  of  tlie  trolley  wire  in  both  directions.  These  guys  must  be 
ciretully  insulated  by  appropriate  strain  insulators.  Diagrams  73  and 
74  inilicate  clearly  the  methods  to  be  adopted  in  both  the  case  of 
I  sin'^Ie-  and  a  double-track  road. 

99.  Line  Sections. —  As  short  circuits  are  a  matter  of  frequent 
occurrence  in  street  railway  work,  it  is  customary  to  split  the  trolley 
wire  and  the  feeder  system  into  a  number  of  independent  sections, 
by  introducing  section  insulators  into  various  parts  of   the  trolley 


Fig.  75.     SKtlan  Iraulatiir. 

•ire,  so  that  a  ground  may  interrupt  the  traffic  on  only  a  small  por- 
tion of  the  line  An  approved  form  of  section  insulator  is  shown  in 
Fig-  Vo,  and  consists  of  two  trolley  wire  clips  which  are  separated  by 
a  heavy  strain  insulator.  The  ends  of  two  adjacent  sections  of  the 
trolley  wire  are  carried  into  the  metal  clips  and  firmly  soldered  into 
place,  the  strain  insulator  serving  as  an  electrical  break  between  the 
sections,  and  at  the  same  lime  ensures  mechanical  continuity,  so  that 
ihe  trolley  wheel  may  pass  the  section  insulator  without  leaving  the 

100.  S^tchea.  —  The  perfect  overhead  switch,  like  the  perfect 
trolley  insulator,  has  yet  to  be  devised.  All  the  arrangements  so  far 
pronUed  for  this  purpose  have  been,  almost  invariably,  open  to  the 
objection,  that  they  cause  the  trolley  to  run  off  the  wire.      Two  of 
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the  best  forms  which  have  yet  been  placed  on  the  market  are   show 
in  Figs.  76  and  77. 

From  the  illustrations,  the  device  is  seen  to  be  a  metal  castinj 
furnished  with  ears  for  the  reception  of  the  trolley  wires.  On  on' 
end  the  switch  is  provided  with  a  single  ear  for  securing  one  sectio/ 
of  the  wire,  while  on  the  other  side  the  switch  is  split  into  two,  three 


fiq.  70.     Jao-Poliit  SaiUck. 

or  more  parts,  depending  upon  the  number  of  diverging  lines  which 
radiate  from  the  switch.  The  setting  of  the  switch  on  the  overhead 
line  is  a  matter  of  considerable  care ;  and  it  is  only  by  the  most 
skillful  placing  of  the  switch  that  the  trolley  wheel,  under  any  cir- 
cumstances, can  be  coaxed  to  remain  upon  the  line.  The  proper 
location  of  the  switch  is  shown  in  Fig.  78,  in  which  the  dotted  line 


Fig.  77.     Thrtt-FolBi  Salteh. 

indicates  the  true  path  described  by  the  trolley  wheel,  while, the 
heavy  central  line  indicates  the  correct  position  of  the  switch,  which 
should  be  located  at  the  center  of  the  arc  described  by  the  trolley. 
Double-track  roads  never  require  switches,  excepting  where  two  or 
three  lines  radiate  from  a  single  point ;  and  as  such  intersections  are 
rare,  the  car  conductor  can,  at  these  points,  be  expected  to  give 
especial  attention  to  keeping  the  trolley  wheel  in  proper  place.     In  a 
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single  track  it  is  necessary  to  have  two  switches  at  every  turn-out. 
To  avoid  the  difficulties  introduced  by  switches,  it  is  now  custom- 
an'  to  run  a  double  trolley  wire  over  single-track  roads.  While  at 
nrst  this  might  seem  a  useless  expenditure  for  wire,  it  must  be  recol- 
j^ted  that  the  additional  amount  of  copper  employed  in  a  double 
trrlley  wire  may  be  deducted  from  the  feed-wire ;  and,  as  the  trolley 
wire  is  uninsulated,  it  is  cheaper  in  proportion  than  the  feeds.  The 
trolley  insulators  are  more  expensive,  but  the  extra  cost  entailed 
vTv  this  direction  is  more  than  compensated  by  the  decreased  expense 
in  annual  maintenance  of  trolley  wheels  and  switches. 

101.  Line  Crossings.  —  Where  two  different  railways  intersect 
each  other  that  do  not  use  the  same  power  station,  it  is  necessary  to 
siD  arrange  the  overhead  lines  on  all  crossings  as  to  render  the  roads 
electrically  separate  from  each  other.  Each  road  must  have  an  inde- 
pendent trolley  right  of  way,  that  is  electrically  entirely  distinct  from 


Fig.  78.     Method  of  Setting  Frog. 

that  of  its  neighbor,  and  yet  neither  road  must  place  any  mechanical 
obstacles  that  will  interfere  with  the  free  passage  of  the  other  trolley. 
A  number  of  automatic  devices  have  been  proposed  as  solutions  of 
the  cross-over  problem,  a  typical  form  employing  a  light  but  stiff 
horseshoe-shaped  casting  suspended  by  the  usual  hanger  from  the 
s]^  wire  or  bracket.  One  trolley  wire  is  hung  in  the  upper  part  of 
the  inverted  U  thus  formed,  by  the  usual  form  of  trolley  wire  insula- 
tor, and  always  runs  continuously  through  the  cross-over.  The  other 
^me  enters  either  end  of  the  U-shaped  casting,  and  normally  is  open 
at  this  point,  thus  always  affording  a  free  passage  for  the  trolley 
vheel  of  the  first  or  upper  line.  To  close  the  lower  line  a  swinging 
Wdge  is  arranged,  that,  on  the  approach  of  a  trolley  wheel  belong- 
>ng  to  the  lower  line,  swings  into  position  across  the  gap  in  the  U, 
providing  a  complete  path  for  the  trolley  wheel.  While  inventions 
of  this  class  are  exceedingly  ingenious,  and  are  mechanically  success- 
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ful  under  ordinary  circumstances,  they  are  likely  to  fail  in  storm 
weather,  just  at  a  time  when  the  road  is  most  heavily  loaded,  ani 
their  service  most  in  demand. 


The  illustration.  Fig.  79,  is  a  representation  of  the  overhead 
system  of  two  intersecting  and  two  branch  railway  lines.  The  loca- 
tions of  the  switches  and  cross-overs  are  readily  seen. 
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CHAPTER    \\\.—  Contmued. 

COn&TRJJCnON  of  aerial  CIRCTnTS.  —  Continued, 
PART  III.  — LIGHTNING  ARRESTERS. 

102.  liislitniiier  Guards  and  Strong  Current  Arresters.  —  Aerial 
circuits  are  constantly  exposed  to  the  incursion  of  abnormal  amounts 
of  electrical  energy,  either  from  atmospheric  sources,  or  from  acci- 
dental contact  with  other  systems.     As  far  as  the  line  is  concerned, 
about  the  only  damage  that  usually  happens  is  to  burn  off  one  or 
more  wires.      Unfortunately,  however,  extraneous  electricity  is  not  so 
easily  satisfied,  but  almost  invariably  finds  way  into  the  terminal  sta- 
tion, and  there  creates  havoc  among  the  apparatus  or  machinery. 
Xs  long  as  the  problem  to  be  solved  was  the  protection  of  telephone 
and  telegraph  circuits  from  atmospheric  electricity,  lightning  protec- 
t js  usually  consisted  of  two  serrated  plates,  one  being  in  series  with 
the  line,  while  the  other  was  set  close  to,  but  not  touching,  the  first 
plate,  and  connected  to  the  ground.     Protectors  of  this  description 
were  based  upon  the  theory  that  the  high  potential  of  the  lightning 
fash  would  jump  the  small    air-gap   between  the  serrated  plates, 
Tilher  than  go  through  the  remainder  of  the  circuit  in  order  to  get 
13  earth.     While  these  devices  did  fairly  good  work,  and  undoubt- 
edly obviated  a  large  amount  of  damage,  it  soon  became  evident  that 
they  were  not  universally  successful.     Recent  investigations  show 
that  lightning  discharges  consist  of  a  great  number  of  very  rapid  elec- 
trical oscillations,  and  that  the  impedance  of  almost  any  circuit  is 
sufficient  to  cause  currents  of  such  high  frequency  to  spit  off,  and 
to  seek  return  paths  in  all  directions.     In  order  to  increase  the  im- 
pedance of  circuits  which  it  is  desired  to  protect,  it  is  customary  to 
inlToduce  impedance  coils  that  consist  of  an  iron  core  surrounded 
'k'ith  a  few  turns  of  copper  wire,  so  planned  as  to  present  little  or  no 
ohmic  resistance,  the  iron  core  being  of  suflficient  size  that  the  nor- 
mal current  flowing  through  the  coils  shall  excite  but  a  very  small 
degree  of  magnetism,  the  idea  being  that  the  foreign  current  will 
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cause  a  great  number  of  magnetic  lines  to  be  added  to  the  circuit, 
thereby  increasing  enormously  its  inductance,  and  opposing  a  large 
amount  of  impedance.  Lightning  arresters  of  this  description,  con- 
sisting of  a  number  of  coils  in  series,  each  one  fitted  with  a  corre- 
sponding spark-gap,  have  been  used  with  great  success  by  Dr. 
Lodge,  and  are  employed  for  the  protection  of  sensitive  and  delicate 
instruments  used  in  submarine  cable  work. 

103,  The  introduction  of  circuits  carrying  large  currents  at  high 
potentials  gave  rise  to  an  additional  factor  in  the  problem  of  protec- 
tion, from  the  fact  that  while  the  spark-gap  operated  to  divert  to 
earth  a  lightning  ilash  or  foreign  current,  an  initial  discharge  occur- 
ring between  the  serrated  plates  was  suffi- 
cient to  establish  an  arc,  which  was  thereafter 
maintained  by  the  heavy  current,  until  the 
serrated  plates  were  consumed  and  the  light- 
ning guard  destroyed.  Therefore  it  became 
necessary  to  introduce  some  additional  appara- 
tus which  should  break  or  interrupt  the  arc 
thus  started.  To  accomplish  this  end,  inven- 
tors have  labored  in  five  different  directions, 
the  results  of  which  have  been  embodied  in 
various  mechanical  devices,  the  following  being 
representative  illustrations  of  each  plan. 

104.  (1)  High  Beaistanoe  Arresters  have 
Fig.3o.^iStiiMnct  hccn  made,  consisting  of  a  number  of  thin 
metal  plates,  each  separated  from  the  other 
by  means  of  a  sheet  of  mica  or  other  infusible  insulating  substance. 
The  line  is  connected  to  the  top  plate,  while  the  bottom  plate  is  in 
electrical  communication  with  the  ground.  On  the  occurrence  of  a 
lightning  flash  the  enormous  electromotive  force  of  the  discharge  is 
supposed  to  enable  the  current  to  find  its  way  over  ail  of  the  insulat- 
ing gaps  and  to  ground,  while  the  gaps  introduce  sufficient  resistance 
to  prevent  the  continuance  of  an  arc  after  the  atmospheric  discharge 
has  ceased.  This  form  of  lightning  arrester  is  exemplified  in  Fig- 
80.  From  its  simplicity  this  invention  has  received  quite  wide 
introduction. 

The  life  of  this  arrester,  however,  is  short,  owing  to  the  fact  that 
at  each  discharge  globules  of  molten  metal  are  likely  to  form  on  the 
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edges  of  the  disks  that  bridge  across  the  insulating  gaps,  and  in  a 
thort  time  completely  eliminate  them,  thus  short-circuiting  the 
line  to  earth. 

105.  (2)  The  Magnetic 
Blow-Out  Arrester,  — This 
ipparatus,  invented  by  the 
Pnomson  Houston  Co.,  is 
represented  in  Fig.  81.  It 
consists  of  a  coil  of  wire,  in 
series  with  the  line  and  appa- 
ratus to  be  protected  forming 
the  helix  of  an  electro-magnet, 
between  the  poles  of  which  are 
pixed  two  cam-shaped  pieces 
ni  metal,  one  being  connected 
'.i)  the  line  and  the  other  to 
arth,  and  which  are  separated 
3y  a  small  air-gap.  Under  an 
ilmospheric   discharge    the 

dectro-magnet    presents    suffi-  "'"'"■  *«-»«•  """^ '^™*"- 

dent  impedance  to  divert  the  flash,  and  make  it  cross  the  air-gap 
between  the  cam-shaped  pieces  of  metal,  while  the  arc  which  is  thus 


.    MltltQitlcal  Magnet  Ai 


ionned,  being  in  a  strong  magnetic  field,  is  extinguished  by  the  action 
"f  the  electro-magnet.  For  central  station  work  this  has  proved  an 
efficient  and  valuable  instrument. 
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106.  (3)  The  Mechanical  Magnet  Arrester.  —  A  third  form  of 
lightning  arrester  is  indicated  in  Fig.  82  (sec  p.  115),  in  which  the 
extinguishment  of  the  arc  is  effected  by  electro-mechanical  means. 

This  device  consists  of  a  rectangular  block  of  slate,  upon  which 
are  set  two  holders  carrying  two  pieces  of  electric  light  carbon, 
AA.  In  the  center  of  the  block  is  an  electro-magnet,  the  armature 
of  which  forms  a  lever,  carrying  at  each  end  two  similar  pieces  of 
carbon,  that,  in  their  normal  positon,  form  two  small  air-gaps,  in 
connection  with  the  previous  holders.  One  of  the  holders  is  con- 
nected to  the  line  and  the  other  to  earth.  On  the  passage  of  an 
atmospheric  discharge  the  flash  is  shunted,  partly  through  the  elec- 
tro-magnet, which  is  thereby  excited,  and  partly  through  the  two  air- 


F\g.  83.    Afr  Czpanilen  Armttr. 

gaps  to  earth.  On  the  excitement  of  the  electro-magnet,  it  attracts 
its  armature,  causing  the  lever  to  spring  away,  carrying  its  carbon 
ends  away  from  the  holders,  thus  increasing  the  gap  between  the 
holders  and  the  lever  to  such  an  extent  as  to  break  the  arc  which 
has  been  formed.  As  soon  as  the  arc  is  extinguished,  the  current 
ceases  to  flow  through  the  electro-magnet,  and  the  lever  swings  back 
to  its  normal  position,  so  that  the  arrester  is  self-setting, 

107.  (4)  Air  Expansion  Arrester.  —  A  lightning  arrester  intro- 
duced by  the  Westinghouse  Company  is  indicated  in  Fig.  83. 

This  device  consists  of  a  slate  box  carrying  a  swinging  arm  H, 
supplied  at  its  end  with  a  semicircular  rod  of  carbon  B.  Inside  of 
the  box  there  are  two   carbon  |x>ints  AA',  placed  so  as  to  closely 
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ipproach  the  carbon  arc  H.  It  will  also  be  noticed  that  the  box  is 
di\-ided  into  two  parts  by  the  partition  OO'.  The  points  A  and  A' 
:ue  connected  to  earth,  while  the  line  is  attached  to  the  insulated 
center  pivot  K.  When  a  discharge  takes  place,  the  current  finds  its 
way  through  the  metal  arm  H  into  the  semicircular  carbon  rotl  B, 
jumps  the  air^p  O  into  the  carbon  point  A,  and  thence  to  earth. 
An  arc  is  consequently  formed  at  the  point  O,  which  instantly  heats 
and  expands  the  air  in  the  compartment  of  the  box  in  which  the 
Jischarge  takes  place.     This  expansion  of  the  air  is  sufficiently  great 


M  blow  the  carbon  rod  out  of  the  box ;  and  as  it  swings  around  on 
'.he  pivot  K,  the  lightning  arrester  resets  itself  automatically  by 
entering  the  compartment  on  the  other  side  of  the  partition,  and 
^'ig  up  its  fMJsition  in  proximity  to  the  other  point  A'. 

Carbon  points  are  used  in  the  lightning  arresters  because  they 
are  infusible,  are  fairly  good  conductors,  and  may  be  easily  replaced 
•ten  worn, 

lOa  (6)  Non-Arcing  Metal  Arresters.  —  While  experimenting 
w  the  subject  of  lightning  arresters,  Mr.  Wurtz  made  the  singular 
•Jisoivery  that  metals  of  a  certain  chemical  group  would  not  allow  of 
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the  formation  or  continuation  of  an  arc.  This  singular  and  fortiiiiat< 
discovery  has  led  to  the  invention  of  a  lightning  arrester  made  oi 
non-arcing  metals,  as  shown  in  Fig.  84  (see  p.  117). 

From  the  illustration,  it  will  be  seen  that  upon  a  slate  base  there 
are  placed  seven  metallic  cylinders,  the  exterior  cylinders  ori    each 
side  of  the  center  being  connected  with  the  line,  while  the  central 
cylinder  is  grounded,    the   intermediate  cylinders  forming  a   ^GTies 
of  air-gaps.     The  cylinders  are  separated  by  about  the  thirty-second 
of  an  inch.      When  a  flash  takes  place,  the  discharge  crosses  the  air- 
gaps,  seeking  the  center  cylinder,  ahd  thence  to  earth.     Mr.  Wurtz's 
discovery  lies  in  the  fact  that  certain  metals  of  the  cadmium  g-roup 
do  not  permit  the  continuance  of  an  arc,  probably  due  to  the   fact 
that  when  the  spark  first  crosses  the  gaps  it  volatilizes  and  oxidizes 


Fig,  85.    Diagram  of  the  Wurti  Condenser  Arrester. 

a  certain  amount  of  the  metal,  and  extinguishes  itself  by  interposing 
a  non-conducting  medium  between  the  two  surfaces.  The  lightning 
arrester  here  described  is  chiefly  valuable  in  alternating  current  work, 
as  it  is  found  that,  with  continuous  current  machines,  the  arc  is  not 
entirely  extinguished,  though  it  is  rendered  comparatively  harmless. 

109.  Discriminatingr  Anresters.  —  In  a  recent  paper  before  the 
American  Institute  of  Electrical  Engineers,  Mr.  A.  J.  Wurtz  illustrates 
two  new  forms  of  what  he  terms  "  discriminating  lightning  arresters."  ^ 

The  invention  of  a  non-arcing  lightning  arrester,  by  Mr.  Wurtz, 
seemed  to  present  an  exceedingly  satisfactory  method  of  protection 
for  alternating  current  circuits.  On  continuous  current  circuits, 
however,  this  lightning  arrester  does  not  entirely  extinguish  the  arc, 


^  See  transactions  of  American  Institute  of  Electrical  Engineers,  May,  1894. 
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although  it  renders  it  comparatively  harmless  and  quiet.  Continuing 
uperiments,  Mr.  Wurtz  proposed  the  device  of  a  condenser  lightning 
iirester  particularly  adapted  to  continuous  current  circuits.  This 
[k\ice  may  be  illustrated  by  diagram,  Fig.  85,  indicating  the 
method  in  which  the  expjeriments  were  carried  out.  A  500-volt 
continuous  current  generator  is  represented  at  A,  connected  to  an 
sflemal  circuit  LG.  Across  the  circuit  a  condenser  K,  having  a 
ci^h  resistance  shunt  S,  is  placed  —  this  high  resistance  shunt  being 
constructed  of  a  heavy  lead-pencil  mark  upon  a  sheet  of  glass ;  at 
C  a  spark-gap  is  arranged.     The  condenser  serves  the  purpose  of 


furnishing  sufficient  capacity  in  the  line  to  absorb  the  violent  osciU 
^tions  set  up  by  lightning  discharges,  while  the  high  resistance 
ihunt  S  ser\'es  the  purpose  of  constantly  keeping  the  condenser 
liischarged  to  earth,  thus  keeping  it  from  ever  becoming  overloaded, 
Ac  high  resistance  of  the  shunt  preventing  the  dynamo  from  arcing 
tbrough  it.  Under  these  circumstances,  the  most  violent  disruptive 
discharges  at  B,  through  C  to  G,  fail  to  injure  in  any  particular 
^•ther  the  condenser  or  the  generator,  and  the  arc  at  C  is  not  main- 
tained. This  device  has  been  put  into  practical  operation  in  some 
of  the  Western  electrical  railways,  and  has  given  most  gratifying 
icsults. 
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110.  A  continued    study  of   the   subject   led   to   the   invention 
of  a  still  more  simple  non-arcing  constant  current  arrester,  which  foi 
simplicity  and  cheapness,  as  well  as  of  effectiveness  in  action,   seem* 
to  be  almost  unsurpassable.     This  arrester  is  illustrated  in  F^ig.  86, 
and  consists  of  two  blocks  of  marble  about  3"  wide,  3  J"  long,  and 
1"  thick.      In  the  lower  block  two  brass  electrodes  1"  wide  are  laid 
and  finished  flush  with  the  surface,  the  distance  between  the    ^r\ds 
of  the  electrodes  being  about  i".     This  space  is  occupied  by  a  series 
of  blocks  of  lignum  vitae,  which  are  thoroughly  charred,  or  conta/n 
a  series  of  charred  grooves  about  i^g"  wide,  and  ^"  deep.     The  outer 
marble  block  is  intended  simply  to  act  as  a  cover,  and  to  protect  th^ 
apparatus  from  injury.     The  charred  wood  seems  to  form  a  conduct- 
ing path  of  so  high  resistance  as  to  prevent  the  dynamo  voltage  from 
crossing  it,   and  yet   forms  a  conductor  of   sensibly  low  resistance 
to   the   high  potential    of   the    lightning   flash.      Furthermore,    the 
carbon   being  essentially  non-volatile,   even   under  the  temperature 
of  the  electric   spark,   no   adequate   metallic  vapors  are  formed   to 
sustain  the  arc  that   is   initiated    by  the  flash.      As  a  result,   the 
electrical  oscillations  set  up  in  the  conducting  circuit  by  an  electric 
storm,   pass  with   comparative   readiness   across   the  carbon   blocks, 
which  are  of  sufficiently  high  resistance  to  extinguish  and  prevent 
any  dynamo  arc.      During  the  past  summer  these  lightning  arresters 
have  been  given  a  very  successful  exhaustive  trial  on  several  of  the 
Western  electrical  railways  particularly  subject  to  electric  storms. 

111.  Automatic  Cut-Outs.  —  Both   circuits    and    central    station 
machinery  are  exposed  to  danger  from  overloading.      A  demand  may 
be  made  by  the  line  that  is  sufficient  to  injure  the  station  machinery ; 
or,  conversely,  some  disarrangement  of  the  station  may  expose  the 
line  to  damage  from  an  overload  of  current.      To  obviate  difficulty 
from  this  cause,  a  great  variety  of  inventions  have  been  proposed, 
designed  to  effect  the  automatic  opening  of  the  circuit  to  be  pro- 
tected when  a  current  greater  than  the  normal  amount  flows   into 
the  line.     The  most  notable  and  widely  extended  of  these  devices 
is  the  simple  fuse.     A  block  of  insulating  material  is  interposed  in 
the  circuit,  upon  which  a  fine  wire  or  strip  of  some  easily  fusible 
metal,  such  as  lead  or  tin,  or  some  of  the  lead-tin  alloys,  is  extended, 
forming  a  part  of  the  circuit.      The  size  of  this  strip  is  so  calculated 
that,  upon  any  sensible  increase  of  current  in  the  circuit,  the  strip 
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will  melt  and  open  the  circuit.  Experience,  however,  has  shown 
xiiat  the  melting-point  of  fuses  is  difficult  todetennine  with  sufficient 
accuracy,  on  the  one  hand,  to  afford  a  protection,  and,  on  the  other, 
not  lo  open  the  circuit  too  frequently  upon  slight  increase  of  current. 
It  is  also  found  that  considerable  time  is  required  to  replace  a  fuse 
H-hen  it  is  burned,  making  a  long  interruption  of  service.  Blocks, 
canning  two  or  more  fuses,  which  may  be  rapidly  plugged  in  and  out 


of  the  circuit,  form  a  partial  solution  of  this  part  of  the  problem. 
But  the  fuse-block  cannot  be  considered  all  that  is  desired  for  a 
prolucting  apparatus.  Automatic  devices  have  been  produced  to 
obviate  the  defects  of  the  fuse-blocks,  with  more  or  less  success,  a 
lypical  form  of  which  is  shown  in  Fig,  87, 

This  apparatus  consists  of  an  electro-magnetic  clutch,  forming  a 
part  of  a  spring  switch  so  arranged  that,  when  the  current  in  the  line 
increases  over  the  normal  amount,  the  increased  magnetism  of  the 
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electro-magnet  will  be  sufficient  to  release  the  catch  holding  th 
switch  in  position,  and  the  powerful  spring,  to  which  the  \>\a.<l^ 
of  the  switch  are  attached,  will  be  able  to  act,  and,  throwing  th 
switch  out  of  gear,  open  the  circuit.  In  order  to  obviate  the  <Je 
structive  arc  which  would  naturally  form  between  the  blades  of  th« 
switch,  two  carbon  rods  are  arranged,  FF',  to  play  along  two  carbor 
plates  G  and  G'.     The  arc  which  is  formed  occurs  simply  bet%veen 


i 


fig.  SB.    CaUt  Protector. 

the  carbon,  which  can  be  readily  replaced  as  fast  as  used.  Auto- 
matic cut-outs  of  this  kind  can  be  adjusted  to  an  exceedingly  small 
variation  of  current,  and  may  be  reset  so  quickly  as  to  cause  little  or 
no  interruption  to  the  circuit.  For  all  railway  work,  apparatus  of 
this  kind  is  absolutely  essential. 

112.  Cable  and  Switchboard  Protectors.  —  Underground  cables 
have  been  severe  sufferers  from  incursive  currents  of  sufficient  mag- 
nitude to  fuse  the  lead  covering  of  the  cable  and  entirely  destroy 
them.  To  afford  a  protection,  a  special  fuse  device,  indicated  in 
Fig.  89,  has  been  put  in  service  upon  cable-heads  forming  the 
junction  between  aerial  lines  and  underground  systems.     The  illus- 
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tration  shows  a  single  protector,  the  entire  cable  being  secured  by 
arranging  a  sufficient  number  of  these  protectors,  one  after  another, 
to  correspond  to  the  number  of  wires.  The  protector  consists  of 
a  tube  of  vulcanized  fiber  or  india-rubber  about  6"  in  length  ;  the 
ends  of  the  tube  carry  metallic  bushings,  one  end  being  attached 
to  a  spring  A,  to  which  the  aerial  line  is  connected,  while  the  other 
end  is  secured  to  a  metallic  block  B,  in  electrical  connection  with 
the  wire  in  the  cable.  Through  the  insulating-tube  extends  a  lead 
t^ise  arranged  to  blow  at  any  desired  current,  forming  the  only  con- 
nection between  the  cable  and  aerial  line.  As  the  end  B  is  sealed, 
while  the  end  A  is  open  to  the  atmosphere,  the  blowing  of  the  fuse 
causes  a  disruptive  charge,  forcing  the  products  of  the  fusion  of  the 
lead  wire  violently  out  into  the  air,  thus  extinguishing  the  arc.  Ex- 
perience with  this  protector  has  been  gratifying,  though  as  yet  it 
is  of  but  limited  extent. 

113.  Switchboard  Arresters.  —  At  the  switchboard  end  of  Tele- 
graph and  Telephone  lines,  an  endeavor  has  been  made  to  combine  a 
lightning  arrester  with  a  sneak  current  protector,  by  means  of  the 
device  indicated  in  Fig.  88. 

The  contrivance  consists  of  two  parts,  —  a  lightning  arrester 
made  of  two  carbon  plates,  seen  at  AA,  and  a  sneak  current 
arrester  in  the  form  of  a  fusible  heat-coil  at  B.  One-half  of  each 
pair  of  cable  wires  enters  the  terminal  C,  the  other  the  terminal  D. 
The  wire  D  passes  through  spring  F  to  spring  G,  and  thence  to  the 
switchboard  through  E.  Spring  F,  however,  is  in  contact  with 
two  peculiarly  shaped  carbon  plates.  These  carbon  plates  are 
shown  in  detail  at  H.  The  plates  consist  of  two  little  blocks  of 
carbon  about  V'  thick,  one  having  a  groove  in  the  top  into  which 
the  spring  fits.  The  lower  carbon  rests  upon  a  metal  plate  that  is 
thoroughly  grounded,  and  the  carbon  in  addition  has  a  small  central 
concavity  filled  with  a  drop  of  fusible  metal.  The  two  carbons  are 
separated  by  a  sheet  of  mica  about  yi^j"  in  thickness,  cut  out  in 
such  a  manner  as  to  bring  the  drop  of  fusible  metal  in  the  lower 
carbon  almost  in  contact  with  the  upper  carbon  plate.  A  flash  of 
lightning  entering  D  is  supposed  to  follow  through  spring  F  to  the 
carbon  plate,  and  then  to  jump  the  small  air-gap  presented  by  the 
film  of  mica,  and  go  to  ground  through  the  lower  carbon  plate.  In 
case  the   flash  should  be  of  sufficient  intensity  to  cause  a  sensible 
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amount  of  heat,  the  drop  of  fusible  metal  is  melted,  and  at  the  sani< 
time  sufficient  expansion  is  initiated  to  short-circuit  the  two  carboi 
plates  across  the  film  of  mica,  thus  dead-grounding  the  entire  com 
bination,  and  affording  protection  to  the  switchboard. 

114.    In  the  case  of  a  sneak  current,  there  might  be  insufficient 
voltage  to  cause  the  discharge  to  leap  the  t4o"  of  the  mica  gap,  and 
yet  a  sufficient  quantity  of  current  might  be  presented  to  injure  the 
J  switchboard.     To  avoid  this,  the  heat-coil  B  is  introduced  in  the  cir- 

cuit between  the  springs  G  and  F.     This  heat-coil  consists  of  a   fine 
German  silver  wire  wrapped  around  a  small  metal  plug,  which  is  held 
in  its  place  by  a  drop  of  solder  having  an  exceedingly  low  melting- 
point.     The  heat-coil  is  individually  shown  at  H,  where  the  project- 
ing metal  point  may  be  readily  distinguished.     A  close  inspection  oi 
the  cut  indicates  that  the  heat-coil  rests  between  the  springs  F  and 
G,  while  the  point  projects  through  spring  F,  and  rests  upon  a  thin 
spring  directly  underneath  spring  F,  over  the  ground  plate,  and  yet 
not  in  contact  with  the  same.     Upon  the  passage  through  the  heat, 
coil  of  a  current  of  sensible  magnitude,  in  the  neighborhood  of  ^q 
amperes,  there  is  sufficient  heat  evolved  in  the  fine  German  silver 
wire  to  melt  the  drop  of  solder,  thus  allowing  the  tension  of  spring  G 
to  force  the  pin  through  the  coil,  down  upon  the  auxiliary  spring, 
pressing  this  spring  to  metallic  contact  with  the  ground  plate,  thus 
dead-grounding  the  system,  short-circuiting  the  switchboard,  and  pre- 
venting the  sneak  current  from  injuring  the  apparatus.     Inasmuch 
as  the  heat -coils  are  found  to  ground  the  line  with  the  passage  of  ^^h 
amperes,  and  as  most  telephonic  and  telegraphic  apparatus  can,  for 
some  time,  resist  a  current  of  \  ampere,  it  seems  that  this  device 
furnishes  fairly  reasonable  protection  to  switchboard  apparatus.    The 
other  half  of  the  cable  pair,  entering  by  the  terminal  C,  passes,  by 
means  of   an  insulated  bolt,  through  the  iron  frame  on  which  the 
apparatus  is  placed,  to  a  second  set  of  springs,  heat-coils,  and  carbon 
plates,  arranged  to  duplicate  the  first  set,  and  passes  to  the  switch- 
board by  E'.     Thus  both  wires  of  a  metallic  line  are  protected 
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APPENDIX  TO   CHAPTER  HL 

INSURANCE  REGULATIONS  FOR  CIRCUITS. 

115.  The  following  extracts,  from  the  Rules  of  the  National 
Electric  Light  Association,  the  National  Board  of  Fire  Under- 
writers, and  the  New  England  Insurance  Exchange,  give  the  best 
consensus  of  expert  opinion  as  to  the  precautions  to  be  observed  in 
the  construction  of  every  circuit. 

K.  E.   L.  A.  STANDARD  RULES  FOR   ELECTRICAL  CONSTRUCTION  AND 

OPERATION.  > 

CENTR.AL  .STATIONS. 

116.    Class  A.  —  For  Light,  Heat,  or  Power. 

These  rules  also  apply  to  Dynamo  Rooms  in  Isolated  Plants,  connected  with 
or  detached  from  buildings  used  for  other  purposes.  Also  to  all  varieties  of 
apparatus  of  both  high  and  low  potential. 

The  floors  of  Central  Stations  should  be  cleaned  thoroughly  at  least  once  a 
week,  and  especial  care  taken  that  oil  is  not  thrown  from  the  machinery,  as  floors 
and  machinery  saturated  with  oil  increase  greatly  the  fire  risk. 

Oil,  waste,  and  such  supplies  should  not  be  kept  in  the  loft  or  cellar,  and 
where  it  is  impossible  to  remove  them  to  a  separate  building,  automatic  sprinklers 

must  be  installed. 

117.  Generators  or  Motors. 

1.  Must  be  located  in  a  dry  place. 

2.  Must  be  insulated  on  floors  or  base  frames,  which  must  be  kept  filled  to 
prevent  absorption  of  moisture,  and  also  kept  clean  and  dry. 

'5.  Must  not  be  exposed  to  flying  or  combustible  materials. 

4.  Must  each  be  covered  with  a  waterproof  cover  when  not  operating. 

In  no  case  must  a  generator  be  placed  in  a  room  where  any  hazardous  pro- 
cess is  carried  on,  such  as  the  working  room  of  a  cotton,  jute,  flax,  woolen,  or 
liour  mill. 

118.  Care  and  Attendance. 

A  competent  man  must  be  kept  on  duty  in  the  room  where  generators  are 
operating. 

Oily  waste  must  be  kept  in  metal  cans,  and  removed  daily. 

*  Adopted  at  the  Washington  Convention,  March  i,  1894. 

Note.  —  These  Rules  are  subject  to  amendments  or  alterations,  and  will  be  modified 
from  time  to  time  as  experience  and  the  exigencies  of  electrical  development  demand.  All 
such  changes  will  receive  the  official  sanction  of  the  National  Electric  Light  Association, 
and  be  given  immediate  publicity,  upon  their  adoption. 
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119.  Conductors. 
From  generators,  switchboards,  rheostats  or  other  instruments,  and  tH ence  t\ 
outside  lines,  conductors  — 

1.  Must  be  in  plain  sight. 

2.  Must  be  wholly  on  non-combustible  insulators,  such  as  glass  or  porcela^in 

3.  Must  be  separated  from  contact  with  floors,  partitions,  or  walls  xYivoMgh 
which  they  may  pass,  by  non-combustible  insulating  tubes. 

4.  Must  be  kept  rigidly  so  far  apart  that  they  cannot  come  in  contact. 

5.  Must  be  covered  with  non-inflammable  insulating  material  sufficient    to 
prevent  accidental  contact. 

6.  Must  be  ample  in  carrying  capacity  to  prevent  heating.     (See  Capacity  of 
Wires  Table.) 

7.  Must  be  connected  by  splices  or  joints  equal  in  carrying  capacity  to  the 
conductors  themselves,  soldered,  if  necessary,  to  make  them  efficient  and  per- 
manent. 

8.  Must  be,  when  under  floors  or  on  distributing  towers,  placed  in  spaces  ample 
for  inspection  and  ventilation,  and  provided  with  special  insulating  covering. 

120.    Switchboards. 

1.  Must  be  so  placed  as  to  make  it  impossible  to  communicate  fire  to  sur- 
rounding combustible  materials ;  accessible  from  all  sides  when  the  connections 
are  on  the  back,  or  may  be  placed  against  a  brick  or  stone  wall  when  the  con- 
nections are  entirely  on  the  face. 

2.  Must  be  kept  free  from  moisture. 

3.  Must  be  made  of  non-combustible  material,  or  of  hard  wood,  filled  to  pre- 
vent absorption  of  moisture. 

4.  Must  be  equipped  with  bars  and  wires  in  accordance  with  Rules  1,  2,  3, 
4,  5,  6,  and  7  for  placing  conductors. 

121.   Resistance  Boxes  and  Equalizers. 

1.  Must  be  equipped  with  metal  or  non-combustible  frames. 

All  rheostats  for  controlling  dynamos,  motors,  or  devices  for  electric  heating 
and  cooking,  should  be  constructed  entirely  of  non-combustible  materials. 

2.  Must  be  treated  as  sources  of  heat. 

3.  Must  be  placed  on  the  switch,  or  a  distance  of  a  foot  from  combustible 
material,  or  separated  there  from  by  asbestos  or  cement. 

122.   Lightning  Arresters. 

1.  Must  be  attached  to  each  side  of  every  overhead  circuit  connected  with 
the  station. 

2.  Must  be  in  plain  sight. 

3.  Must  be  on  the  switchboard,  or  in  an  equally  accessible  place,  away  from  • 
combustible  material. 

4.  Must  be  connected  with  at  least  two  earths  by  separate  wires  of  laTge  size. 

5.  Must  be  so  constructed  as  not  to  maintain  an  arc  after  the  discharge  has 
passed. 
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123.  Testing. 

All  series  and  alternating  circuits  must  be  tested  every  two  hours  while  in 
{^>eration,  to  discover  any  leakage  to  earth,  abnormal  in  view  of  the  potential  and 
method  of  operation. 

All  multiple  arc  low  potential  systems  (300  volts  or  less)  must  be  provided 
« ith  an  indicating  or  detecting  device,  readily  attachable,  to  afford  easy  means 
of  testing  where  the  station  operates  perpetually. 

Data  obtained  from  all  tests  must  be  preserved  for  examination  by  insurance 
inspectors. 

Class  B. —  Arc  (series)  Systems. 

124.  Outside  Conductors. 

All  outside  overhead  conductprs  (including  services)  — 

1.  Must  be  covered  with  some  insulating  material,  not  easily  abraded. 

2.  Must  be  firmly  secured  to  properly  insulated  and  substantially  built  sup- 
ports, all  tie- wires  having  an  insulation  equal  to  that  pf  the   conductors  they 

conhne. 

%.  Must  be  so  placed  that  moisture  cannot  form  a  cross-connection  between 
them,  not  less  than  a  foot  apart,  and  not  in  contact  with  any  substance  other  than 
proper  insulating  supports. 

K.  Must  be  at  least  seven  feet  above  the  highest  point  of  flat  roofs,  and  at 
kasi  one  foot  above  the  ridge  of  pitched  roofs  over  which  they  pass  or  to  which 
hey  are  attached. 

').  Must  be  protected,  whenever  necessary,  in  view  of  possible  accidents  to 
conductors  or  supports,  from  possibility  of  contact  with  other  conducting  wires 
cr  substances  to  which  current  may  leak,  by  dead  insulated  guard  irons  or  wires. 
Special  precautions  of  this  kind  must  be  taken  where  sharp  angles  occur,  or 
ihere  any  wires  might  possibly  come  in  contact  with  electric  light  or  power 

tires. 

6.  Must  be  provided  with  petticoat  insulators  of  glass  or  porcelain.  Porce- 
lain knobs,  cleats,  and  rubber  hooks  are  prohibited. 

7.  Must  be  so  spliced  or  joined  as  to  be  both  mecnanically  and  electrically 
secure  without  solder.  They  must  then  be  soldered  to  insure  preservation,  and 
covered  with  an  insulation  equal  to  that  on  the  conductors. 

The  following  formula  for  soldering  fluid  is  approved :  — 

Saturated  Solution  of  Zinc 5  parts. 

Alcohol 4  parts. 

Glycerine 1  part. 

Conductors  should  not  be  run  over,  or  attached  to,  buildings  other  than  those 
in  which  light  or  power  is  being,  or  is  to  be,  used,  but  on  separate  poles  or 
structure  always  easily  inspected. 

126.   Service  Blocks. 
Must  be  covered  over  their  entire  surface  with  at  least  two  coats  of  water- 
proof paint  and  so  maintained. 
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Telegraph,  telephone,  and  similar  wires  must  not  be  placed  on  the  sa.nne  an 
with  electric  light  or  power  wires,  and  should  not  be  placed  on  the  same  struct ur 
or  pole. 

126.   Interior  Conductors. 

All  Interior  Conductors, 

1.  Must  be,  where  they  enter  buildings  from  outside  terminal  insulators  to 
and  through  the  walls,  covered  with  extra  waterproof  insulation,  and  must  have 
drip  loops  outside,  preferably  slanting  upward  toward  the  inside,  and  bus2ie<f 
with  waterproof  and  non-combustible  insulating-tube. 

2.  Must  be  arranged  to  enter  and  leave  the  building  through  a  double  con- 
tact service  switch,  which  will  effectually  close  the  main  circuit,  and  disconnect 
the  interior  wires  when  it  is  turned  **  off."     The  switch  must  be  so  constructed 
that  it  shall  be  automatic  in  its  action,  not  stopping  between  points  when  started, 
and  prevent  an  arc  between  the  points  under  all  circumstances ;  it  must  indicate 
on  inspectioif  whether  the  current  be  "on"  or  "off,"  and  be  mounted  on  a  non- 
combustible  base  in  a  position  where  it  can  be  kept  free  from  moisture  and  easy 
of  access  to  police  or  firemen. 

3.  Must  be  always  in  plain  sight,  never  covered,  except  in  special  cases, 
where  an  armored  tube  may  be  necessary. 

4.  Must  be  covered  in  all  cases  with  a  waterproof  and,  as  far  as  possible, 
non-combustible  material  that  will  adhere  to  the  wire,  not  fray  by  friction,  and 
bear  a  temperature  of  1 50°  F.  without  softening. 

0.  Must  be  in  dry  places  kept  rigidly  apart  at  least  ten  inches,  except  when 
covered  (in  addition  to  insulation)  by  waterproof,  non-conducting,  and  non-inflam- 
mable tubing,  which  must  be  strong  enough  to  protect  the  insulating  covering 
from  injury.  Conductors  thus  placed  may  be  run  not  less  than  three  inches  apart, 
and  be  fastened  with  staples,  under  which  are  placed  mechanically  rigid  insulating 
strips  or  saddles  of  greater  width  than  the  metal  of  the  staple,  by  which  possibility 
of  injury  to  the  tube  may  be  prevented. 

6.  Must  be  in   damp  places  attached  to  glass  or  porcelain  insulators,  and 
separated  ten  inches  or  more. 

7.  Must  be,  when  passing  through  walls,  floors,  timbers,  or  partitions,  treated 
as  in  central  stations  under  like  conditions. 

127.  Lamps  and  Other  Devices. 
Arc  Lamps, 

1.  Must  be  carefully  isolated  from  inflammable  material. 

2.  Must  be  provided  at  all  times  with  a  glass  globe  surrounding  the  arc,  se- 
curely fastened  upon  a  closed  base.     No  broken  or  cracked  globes  may  be  used. 

3.  Must  be  provided  with  a  hand  switch,  also  an  automatic  switch,  that  will 
shunt  the  current  around  the  carbons  should  they  fail  to  feed  properly. 

4.  Must  be  provided  with  reliable  stops  to  prevent  carbons  from  falling  out  in 
case  the  clamps  become  loose. 

5.  Must  be  carefully  insulated  from  the  circuit  in  all  their  exposed  parts. 

6.  Must  be,  where  inflammable  material  is  near  or  under  the  lamps,  provided 
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iiih  a  wire  netting  around  the  globe  and  a  spark-arrester  above,  to  prevent  escape 
oi  spai^s,  melted  copper,  or  carbon. 

Incandescent  lamps  in  series  circuits,  having  a  maximum  potential  of  350  volts 
Qcovei,  must  be  governed  by  the  same  rules  as  for  the  arc  lights,  and  each  series 
limp  provided  with  a  hand  switch  and  automatic  cut-out  switch ;  when  lights  are 
h multiple  series,  such  switches  and  cut-outs  must  not  control  less  than  a  single 
frjup  of  lights.     Electro-magnetic  devices  for  switches  are  not  approved. 

Under  no  circumstances  will  incandescent  lamps  on  series  circuits  be  allowed 
to  be  attached  to  gas  fixtures. 

ClasB  C.  —  Overhead  Conduotors. — Incandeeoent   (low  presBure)   Systems. 

300  volts  or  less. 

128.  Outside  Overhead  Conductors. 

1.  Must  be  erected  in  accordance  with  general  rules  for  Arc  (Series)  Circuit 
CoEQiiwilors. 

2.  Must  be  separated  not  less  than  six  inches  where  they  enter  buildings  as 
«^  conductors,  and  be  provided  with  a  double  pole  fusible  cut-out,  as  near 
2s  possible  to  the  point  of  entrance  to  the  building,  and  outside  the  walls  when 
practicable. 

120.  Underground  Conductors. 

\.  Must  be  provided  with  suitable  protecting  devices  at  the  ends  of  tube  or 
coDdQit  service  inside  the  walls  of  buildings,  as  a  guard  against  moisture  and 
"njory. 

2.  Must  be  terminated  at  a  properly  placed  double  pole  house  cut-out. 

3.  Must  be  of  specially  insulated  conductors  after  leaving  the  tube  or  conduit, 
aad separated  by  at  least  ten  inches,  until  the  double  pole  cut-out  is  reached. 

130.   Inside  Wiring. 

Wire  should  be  so  placed,  where  practicable,  that,  in  the  event  of  the  failure 
«  deterioration  of  their  insulating  covering,  the  conductors  will  still  remain 
insulated. 

At  the  entrance  of  every  building,  there  shall  be  a  double  pole  switch  placed 
ia  the  service  conductors,  whereby  the  current  may  be  entirely  cut  off. 

131.  Conductors. 

1.  Must  not  be  of  sizes  smaller  than  No.  16  B.  &  S.,  No.  18  B.  W.  G.,  or  No. 
5  E.  S.  G. 

2.  Must  not  be  paraffine  covered. 

•3.  Must  not  be  covered  with  soft  rubber  tube. 

4.  Must  not  be  laid  in  moldings  of  any  kind  in  damp  places. 

0.  Must  not  be  laid  in  moldings  with  open  grooves  against  the  wall  or  ceiling. 

6.  Must  not  be  laid  in  moldings  where  less  than  half  an  inch  of  solid  insula- 
^on  is  between  parallel  wires,  and  between  wires  and  walls  or  ceilings. 

".  Must  not  be  laid  in  plaster,  cement,  or  similar  finish,  without  an  exterior 
JDetallic  protection. 

B.  Moldings,  where  admissible,  must  have  at  least  two  coatings  of  waterproof 
W,  to  be  impregnated  with  a  moisture  repellant. 
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132.   Cleatwork. 

1.  Cleatwork  is  not  desirable^  and  cleats  must  not  be  used  unless  in    a.  very 
dry  place. 

2.  Must  not  be  used  unless  in  a  place  perfectly  open  for  inspection  at    any 
time. 

3.  Must  not  be  used  unless  they  are  of  porcelain,  or  well-.seasoned  wood,  filled 
to  prevent  absorption  of  moisture. 

4.  Must  not  be  used  unless  they  are  so  arranged  that  wires  of  opj>osite 
polarity,  with  a  difference  of  potential  of  150  volts  or  less,  will  be  kept  at  least  t^vo 
and  one-half  inches  apart,  and  that  when  higher  potentials  are  used  the  distance 
be  increased  proportionately. 

5.  Must  not  be  used  unless  there  is  a  backing  provided  of  wood  at  least  one- 
half  an  inch  thick,  well  seasoned  and  filled,  to  prevent  absorption  of  moisture. 

133.  Metal  Staples. 

1.  Metal  staples  must  never  be  used  to  fasten  conductors  unless  provided 
with  an  insulating  sleeve  or  saddle  rigidly  attached  to  the  metal  of  the  staple,  and 
having  such  strength  and  surface  as  to  prevent  mechanical  injury  to  the  insulation 
of  the  conductor. 

2.  Must  never  be  used  to  fasten  conductors  unless  under  conditions  in  which 
cleatwork  would  be  acceptable,  or  where  driven  into  a  molding  specially  adapted 
for  open  work. 

134.  Special  Wiring. 

Wherever  conductors  cross  gas,  water,  or  other  metallic  pipes,  or  any  other 
conductors  or  conducting  material  (except  arc-light  wires),  they  should  be  sepa- 
rated therefrom  by  some  continuous  non-conductor  at  least  one  inch.  In  crossings 
arc-light  wires,  the  low  tension  conductors  must  be  placed  at  a  distance  of  at  least 
six  inches.  In  wet  places  an  air-space  must  be  left  between  conductors  and  pi{>es 
in  crossing,  and  the  former  must  be  run  in  such  a  way  that  they  cannot  come  in 
contact  with  the  pipe  accidentally.  Wires  should  be  run  over  all  pipes  upon 
which  condensed  moisture  is  likely  to  gather,  or  which  by  leakage  might  cause 
trouble  on  a  circuit. 

In  rooms  where  inflammable  gases  may  exist,  or  where  the  atmosphere  is 
damp,  the  incandescent  lamp  and  socket  should  be  inclosed  in  a  vapor-tight 
globe.  This  is  not  to  be  understood  to  include  rooms  where  illuminating  gases 
are  used  in  the  ordinary  manner. 

In  breweries,  stables,  dye-houses,  paper  and  pulp  mills,  or  other  buildings 
specially  liable  to  moisture,  all  conductors,  except  where  used  for  pendants  — 

1.  Must  be  separated  at  least  six  inches. 

2.  Must  be  provided  with  a  durable,  moisture-proof  covering. 

3.  Must  be  carefully  put  up. 

4.  Must  be  supported  by  porcelain  or  glass  insulators. 

Moisture-proof  and  non-inflammable  tubing  may  be  accepted  in  lieu  of  such 
construction. 

No  switches  or  fusible  cut-outs  will  be  allowed  in  such  places. 


INSURANCE  REGULATIONS  FOR   CIRCUITS,  131 

135.   Interior  Conduits. 

1.  Must  not  be  combustible. 

2.  Must  not  be  of  such  material  or  construction  that  will  be  injured  by 
^'.astcT.  cement,  or  other  surrounding  material,  or  that  the  insulation  of  the 
t' nductor  will  ultimately  be  injured  or  destroyed  by  the  elements  of   its   com- 

^1  Must  not  be  so  constructed  or  placed  that  difficulty  will  be  experienced  in 
Ktnonng  or  replacing  the  conductors. 

Must  be  continuous  from  one  junction  box  to  another,  or  to  fixtures,  and  of 
Qoainflainmable  material,  and  of  as  substantial  character  as  the  existing  gas  and 
wter  pipes,  in  order  to  afford  mechanical  protection  from  injury  by  saws,  chisels, 
cr  nails. 

.Architects  and  builders  should  provide  suitable  wireways  or  openings  in  all 
bofldings  at  the  time  of  their  construction,  in  which  could  be  placed  electric  wires 
ud  conduits  according  to  the  requirements  of  the  building. 

Prior  to  the  installation  of  the  wires,  powdered  soapstone  should  be  blown 
L^rough  the  conduit  tubes  to  facilitate  the  drawing  in  of  the  same. 

4.  Must  not  be  depended  upon  for  insulation.  The  conductors  should  be 
covered  with  moisture-proof  material. 

The  object  of  a  tube  or  conduit  is  to  facilitate  the  insertion  or  extraction  of 
'ie  conductors,  to  protect  them  from  mechanical  injury,  and,  as  far  as  possible, 
irora  moisture. 

Conductors  passing  through  walls  or  ceilings  must  be  encased  in  a  suitable 
■ibing,  which  must  extend  at  least  one  inch  beyond  the  finished  surface  until  the 
Tiortar  or  other  similar  material  be  entirely  dry,  when  the  projection  may  be 
reduced  to  half  an  inch. 

136.  Double  Pole  Safety  Cut-Outs. 

1.  Must  be  placed  where  the  overhead  or  underground  conductors  enter  a 
building  and  join  the  inside  wires. 

1  Must  be  placed  at  every  point  where  a  change  is  made  in  the  size  of  the 
fire  (unless  the  cut-out  in  the  larger  wire  will  protect  the  smaller).  This  includes 
"^  flexible  conductors.     All  such  junctions  must  be  in  plain  sight. 

3.  Must  be  constructed  with  bases  of  non-combustible  and  moisture-proof 

^terial, 

4.  Must  be  so  constructed  and  placed  that  an  arc  cannot  be  maintained 
between  the  terminals  by  the  fusing  of  the  metal. 

^'  Must  be  so  placed  that  on  any  combination  fixture  no  group  of  lamps 
^w^umng  a  current  of  six  amperes  or  more  shall  be  ultimately  dependent  upon 

one  cut-out 

"•  Must  be,  wherever  used  for  more  than  six  amperes  (or  where  the  plug  or 
Univalent  device  is  not  used),  equipped  with  fusible  strips  or  wires,  provided  with 
"^Wact  surfaces  or  tips  of  harder  material,  soldered  or  otherwise,  having  perfect 
"^'^trical  connection  with  the  fusible  part  of  the  strip. 
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137.   Safety  Fuses. 

Safety  fuses  must  be  so  proportioned  to  the  conductors  they  are  intended,  to 
protect,  that  they  will  melt  before  the  maximum  safe  carrying  capacity  of  the  wire 
is  exceeded. 

All  fuses,  where  possible,  must  be  stamped,  or  otherwise  marked,  with  the 
number  of  amperes  equal  to  the  safe  carrying  capacity  of  the  wire  they  protect. 

All  cut-out  blocks  when  installed  must  be  similarly  marked. 

The  safe  carrying  capacity  of  a  wire  changes  under  different  circumstances, 
being  about  forty  per  cent  less  when  the  wire  is  closed  in  a  tube  or  piece  of 
molding  than  when  bare  and  exposed  to  the  air,  when  the  heat  is  rapidly  radi- 
ated. It  must  be  clearly  understood  that  the  size  of  the  fuse  depends  upon  the 
size  of  the  smallest  conductor  it  protects,  and  not  upon  the  amount  of  current  to 
be  used  on  the  circuit.  Below  is  a  table  showing  the  safe  carrying  capacity  of 
conductors  of  different  sizes  in  Birmingham,  Brown  &  Sharpe,  and  Edison  gauges, 
which  must  be  followed  in  the  placing  of  interior  conductors. 


Brown  &  Sharpb. 

Birmingham. 

Ediron 

Standard. 

Gauge  No. 

Amperes. 

Gauge  No. 

Amperes. 

Gauge  No. 

Ampere 

0000 

175 

0000 

175 

200 

175 

000 

145 

000 

150 

180 

lao 

00 

120 

00 

130 

140 

133 

0 

100 

0 

110 

110 

no 

1 

95 

1 

95 

90 

95 

2 

70 

2 

85 

80 

85 

3 

60 

3 

75 

65 

75 

4 

50 

4 

65 

55 

(55 

5 

45 

5 

60 

50 

60 

6 

35 

6 

50 

40 

50 

7 

30 

7 

45 

30 

40 

8 

25 

8 

35 

25 

35 

10 

20 

10 

30 

20 

30 

12 

15 

12 

20 

12 

20 

14 

10 

14 

15 

8 

.       15 

16 

5 

16 

10 

5 

10 

18 

5 

3 

5 

138.  Switches. 

1.  Must  be  mounted  on  moisture-proof  and  incombustible  bases,  such  as 
slate  or  porcelain. 

2.  Must  be  double  pole  when  the  circuits  which  they  control  are  connected 
to  the  fixtures  attached  to  gas-pipes,  and  when  six  amperes  or  more  are  to  pass 
through  them. 

3.  Must  have  a  firm  and  secure  contact,  must  make  and  break  readily,  and 
not  stick  when  motion  has  once  been  imparted  by  the  handle. 

4.  Must  have  carrying  capacity  sufficient  to  prevent  heating  above  the  sur- 
rounding atmosphere. 


INSURANCE  REGULATIONS  FOR   CIRCUITS.  133 

5.  Most  be  placed  in  dry,  accessible  places,  and  be  grouped  as  far  as  pos- 

able,  being  mounted,   when  practicable,  upon   slate  or   equally  indestructible 

backboards. 

139.  Motors. 

1.  In  wiring  for  motive  power,  the  same  precautions'  must  be  taken  as  with 
the  current  of  the  same  volume  and  potential  for  lighting.  The  motor  and 
resistance  box  must  be  protected  by  ^a  double  pole  cut-out,  and  controlled  by 
a  double  pole  switch. 

140.  Arc  Lights  on  Low  Potential  Circuits. 

1.  Must  be  supplied  by  branch  conductors,  not  smaller  than  No.  12  B.  &  S. 
gauge. 

2.  Must  be  connected  with  main  conductors  only  through  double  pole 
cut-outs. 

3.  Must  be  furnished  only  with  such  resistances  or  regulators  as  are  in- 
closed in  non-combustible  material,  such  resistances  being  treated  as  sources 
af  heat 

4.  Must  be  supplied  with  globes  protected  as  in  the  cases  of  arc  lights  on 
"lifh  potential  circuits. 

141.   Fixture  Work. 

1.  In  all  cases  where  conductors  are  concealed  within,  or  attached  to,  fix- 
tures, the  latter  must  be  insulated  from  the  gas-pipe  system  of  the  building  by 
an  insulating  joint,  the  material  of  which  shall  not  be  affected  by  gas  or  changes 
oi  temperature. 

2.  When  wired  outside,  the  conductors  must  be  so  secured  as  not  to  be  cut 
ot  ibraded  by  the  pressure  of  the  fastenings,  or  motion  of  the  fixtures. 

3.  All  conductors  for  fixture  work  must  have  a  waterproof  insulation  that  is 
durable  and  not  easily  abraded,  and  must  not  in  any  case  be  smaller  than  No.  16 
B&S.,  No.  18  B.  W.  G.,  or  No.  3  E.  S.  G. 

1  All  burrs  or  fins  must  be  removed  before  the  conductors  are  drawn  into 
1  fixture. 

5.  The  tendency  to  condensation  within  the  pipes  must  be  guarded  against 
by  scaling  the  upper  end  of  the  fixture. 

6.  No  combination  fixture  in  which  the  conductors  are  concealed  in  a  space 
less  than  one-fourth  inch  between  the  inside  pipe  and  the  outside  casing  will 
^  approved. 

7.  Each  fixture  must  be  tested  for  possible  "  contacts  "  between  conductors 
and  fixture,  and  for  "  short  circuits,"  before  the  fixture  is  connected  to  its  supply 
conductors. 

8.  The  ceiling  blocks  of  fixtures  should  be  made  of  insulating  material. 

142.   Electric  Gas-Lighting. 
Where  electric  gas-lighting  is  used  on  the  same  fixture  with  the  electric  light  — 
1-  No  part  of  the  gas-piping  or  fixture  shall  be  in  electrical  connection  with 
*«  gas-lighting  circuit. 

2.  The  wires  used  with  the  fixture  must  have  a  non-infiammable  insulation. 
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or,  where  concealed  between  the  pipe  and  shell  of  the  fixture,  the  insulation  must 
be  such  as  is  required  for  fixture-wiring  for  the  electric  light. 

3.  The  whole  installation  must  test  free  from  "  grounds." 

4.  The  two  installations  must  test  perfectly  free  of  connection  with    ca^ch 

other. 

143.  Pendants  and  Sockets. 

No  portion  of  the  lamp  socket  exposed  to  contact  with  outside  objects    must 
be  allowed  to  come  into  electrical  contact  with  either  of  the  conductors. 

144.  Cord  Pendants. 

1.  Must  be  made  of  conductors,  each  of  which  is  composed  of  several  stra/ids 
insulated  from  the  other  conductor  by  a  mechanical  separator  of  carbonizable 
material,  and  both  surrounded  in  damp  places  with  a  moisture-proof  and  a  Jion- 
infiammable  layer. 

2.  Must   be   protected  by  insulating  bushings  where  the  cord  enters    the 
socket. 

3.  Must  be  so  suspended  that  the  entire  weight  of  the  socket  and  lamp  will 
be  borne  by  knots  above  the  point  where  the  cord  conies  through  the  ceiling 
block  or  rosette,  in  order  that  the  strain  may  be  taken  from  the  joints  and 
binding-screws.  All  sockets  used  for  wire  or  cord  pendants  should  have  open- 
ings at  least  equal  to  one-quarter  inch  gas-pipe  size. 

4.  Must  be  allowed  to  sustain  nothing  heavier  than  a  four-light  cluster;  and 
in  such  a  case  special  provision  should  be  made  by  an  extra  heavy  cord  or  wire, 
as  a  mechanicel  re-enforccment. 

5.  Must  be  equipped  with  keyless  sockets  as  far  as  practicable,  controlled 
by  wall  switches.  In  no  case  may  a  lamp  giving  more  than  50  candle-power 
be  placed  in  a  key  socket  on  a  flexible  pendant. 

146.   Electrical  Heating  and  Cooking. 

In  general  the  same  precautions  should  be  taken  in  the  installation  and  oper- 
ation of  electric  heating  and  cooking  appliances  as  are  applicable  to  circuits  for 
electric  light  and  power. 

The  practice  of  attaching  heating  and  cooking  appliances  to  lamp  sockets  is 
to  be  deprecated.  Proper  circuits  must  be  provided,  fully  protected  by  double- 
pole  safety  fuses  and  switches,  and  the  appliances  themselves  should  be  kept 
from  contact  with  inflammable  materials. 

Flexible  cords  should  be  used  with  strands  separately  covered  with  non- 
inflammable  insulation,  and  both  wires  or  strands  covered  with  a  waterproofing, 
and  that  by  a  braiding ;  and  especial  care  should  be  taken  to  make  proper  con- 
nections on  all  appliances,  and  each  should  be  plainly  marked  with  the  maxi- 
mum volts  and  amperes  they  will  safely  carry. 

ClaSB  D.  — Altematiziflr  Systenui.     CJonverters  or  Transformen. 

146.   Converters. 
1.    Must  not  be  placed  inside  of  any  building,  except  the  Central  Station, 
unless  as  hereinafter  provided. 
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2.  Must  not  be  placed  in  any  but  metallic  or  non^ombustible  cases,  which 
rises  should  be  connected  to  earth. 

'i.  Must  not  be  attached  to  the  outside  walls  of  buildings  unless  separated 
I'nerefrom  by  substantial  insulating  supports. 

4.  Must  not  be  placed  in  any  other  than  a  dry  and  convenient  location  (which 
can  be  secured  from  opening  into  the  interior  of  the  building,  such  as  a  vault), 
vhen  an  underground  service  is  used. 

5.  Must  not  be  placed  without  safety  fuses  at  the  junction  between  main  and 
serrice  conductors,  and  safety  fuses  in  the  secondary  circuits  where  they  will  not 
be  affected  by  the  heat  of  the  converter. 

147.   Primary  Conductors. 
In  those  cases  where  it  may  not  be  possible  to  exclude  the  transformers  and 
primary  wires  entirely  from   the   building,  the  following  precautions  must  be 
strictly  observed :  — 

1.  The  transformer  must  be  located  at  a  point  as  near  as  possible  to  that  at 
uhkh  the  primary  wires  enter  the  building. 

The  primary  lead  of  a  transformer  should  be  heavily  insulated  with  the 
^ig\iest  class  insulation,  such  as  vulcanized  pure  india-rubber  of  the  best  quality, 
preferably  covered  with  a  high  class  outer  covering ;  and  such  leads  should  have 
I  mimmum  length  of  eighteen  inches. 

2.  Between  these  points  the  conductors  must  be  heavily  insulated  with  a 
coating;  of  moisture-proof  material,  and  in  addition  must  be  so  covered  and  pro- 
i€«ed  that  mechanical  injury  to  them  or  contact  with  them  shall  be  practically 
impossible. 

3.  The  primary  conductors,  if  within  a  building,  must  be  furnished  with  a 
double-pole  switch,  and  also  with  a  double-pole  cut-out  where  the  wires  enter  the 
building,  or  where  they  leave  the  main  line  on  the  pole  or  in  the  conduit.  These 
switches  should,  if  possible,  be  inclosed  in  secure  and  fireproof  boxes  outside 
the  building. 

4.  The  primary  conductors,  when  inside  a  building,  must  be  kept  apart  at 
least  ten  inches,  and  at  the  same  distance  from  all  other  conducting  bodies. 

148.  Secondary  Conductors. 
The  conductors  from  the  secondary  coil  of  the  transformer  to  the  lamps,  or 
other  translating  devices,  must  be  installed  according  to  the  rules  for  "  Inside 
Wiring"  for  "Low  Potential  Systems." 

Class  E.  —  Electric  Ballways. 
149.  Power  Stations. 
All  rules  pertaining  to  arc-light  wires  and  stations  shall  apply  (so  far  as 
practicable)  to  street  railway  power  stations  and  their  conductors. 

150*   Railway  Systems  with  Ground  Return. 
Electric  railway  systems  in  which  the  motor  cars  are  driven  by  a  current 
»^^  a  single  wire,  with  ground  or  floor  return  circuit,  are  prohibited,  except 
as  hereinafter  provided :  — 
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1.  When  there  is  no  liability  of  other  conductors  coming  in  contact  with  the 
trolley  wire. 

2.  When  the  location  of  the  generator  is  such  that  the  ground  circuit  will  not 
create  a  fire  hazard  to  the  property. 

3.  When  an  approved  automatic  circuit  breaker,  or  other  device  that  will 
immediately  cut  off  the  current  in  case  the  trolley  wires  become  grounded,  Ls 
introduced  in  each  circuit  as  it  leaves  the  power  station.  This  device  must  be 
mounted  on  a  fireproof  base,  and  be  in  full  view  of  the  attendant. 

151.   Trolley  Wires. 

1.  Must  be  no  smaller  than  No.  0  B.  &  S.  copper,  or  No.  4  B,  &  S.  silicon 
bronze,  and  must  readily  stand  the  strain  put  upon  them  when  in  use. 

2.  Must  be  well  insulated  from  their  supports,  and  in  case  of  the  side  or 
double  pole  construction,  the  supports  shall  also  be  insulated  from  the  poles 
immediately  outside  the  trolley  wire. 

3.  Must  be  capable  of  being  disconnected  at  the  power-house,  or  of  being 
divided  into  sections,  so  that,  in  case  of  fire  on  the  railway  route,  the  current 
may  be  shut  off  from  the  particular  section,  and  not  interfere  with  the  work  of 
the  firemen  in  extinguishing  the  flames.     This  rule  also  applies  to  feeders. 

4.  Must  be  safely  protected  against  contact  with  all  other  conductors. 

152.   Car-Wiring. 

All  wires  in  cars  must  be  run  out  of  reach  of  the  passengers,  and  shall  be 
insulated  with  a  waterproof  insulation.  ^ 

153.   Lighting  and  Railway  Power  Wires. 

Lighting  and  power  wires  must  not  be  permitted  in  the  same  circuit  with 
trolley  wires  with  a  ground  return,  except  in  street  railway  cars,  car-houses,  and 
power-stations.  The  same  dynamo  may  be  used  for  both  purposes,  provided 
the  connection  from  the  dynamo  for  each  circuit  shall  be  a  double-pole  switch. 
so  arranged  that  only  one  of  the  circuits  can  be  in  use  at  the  same  time. 

Any  electric  railroad  employing  a  ground  return  shall  under  no  circumstances 
take  its  circuits  into  any  building  for  light,  power,  or  other  purposes,  save  in  the 
case  of  the  power-  and  car-houses  of  the  company. 

Where  light  or  power  is  supplied  from  the  railway  circuits  employing  a 
ground  return  for  use  in  the  power-house  or  car-house  of  the  company,  only  the 
highest  class  of  approved  insulated  wire  must  be  used,  the  same  to  be  supported 
on  insulators  and  readily  accessible  at  all  times.  Inflammable  moldings  or 
casing  concealing  the  wires  must  not  be  used. 

Class  F.  —  Batteries. 
154.   Primary  or  Secondary  Batteries. 
Secondary  batteries  or  accumulators  should  be  placed  in  a  light  and  well- 
ventilated  place,  preferably  upon  racks,  and  thoroughly  well  insulated. 

Frequent  examinations  should  be  made  of  the  connections  and  the  specific 
gravity  of  the  solution. 
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When  current  for  light  and  power  is  taken  from  primary'  or  secondary 
batteries,  the  same  general  regulations  must  be  observed  as  apply  to  such  wires 
fed  from  dynamo  generators  developing  the  same  difference  of  potential. 

155 .    Claas  G.  —  Miscellaneous. 

1.  The  wiring  in  any  building  must  test  free  from  "  grounds  "  before  the  cur- 
reat  is  turned  on.  This  test  may  be  made  with  a  magneto-bell  that  will  ring  through 
i  r:fSLstance  of  20,000  ohms  where  currents  of  less  than  250  volts  are  used. 

2.  No  ground  wires  for  any  purpose  may  be  attached  to  gas-pipes  within  the 
building. 

'J.  All  conductors  connecting  with  telephone,  district  messenger,  burglar 
aJarm,  watch-clock,  electric  time,  and  other  similar  instruments,  must,  if  in  any 
portion  of  their  length  they  are  liable  to  become  crossed  with  circuits  carrying 
ciirreni  for  light  or  power,  be  provided  near  the  point  of  entrance  to  the  building 
with  some  protective  device  which  will  operate  to  shunt  the  insti'uments  in 
case  of  a  dangerous  rise  of  potential,  and  will  open  the  circuit  and  arrest  an 
abnormal  current  flow.  Any  conductor  normally  forming  an  innocuous  circuit 
may  become  a  source  of  fire  hazard  if  crossed  with  another  conductor  through 
which  it  may  become  charged  with  a  relatively  high  pressure. 

RUL£S   OF  THE   NATIONAL  BOARD  OF  FIRE   UNDERWRITERS. 

166,  Capacity  of  Wires. — The  conducting  wires  must  be  of  copper,  and 
lust  have  a  weight  per  running  foot  at  least  equal  to  that  of  the  wire  (or  a  par- 
allel group  of  wires)  constituting  the  main  circuit  of  the  magnetic  regulator  of 
Mc  electric  lamps  (arc-lamps),  or  of  the  armature  of  the  machine  employed, 
Vaichever  of  these  is  greatest. 

157.  Joints  or  Splices.  —  All  joints  in  wires  must  be  so  made  as  to  secure 
?.Tiect  and  durable  contacts,  which  shall  always  maintain  a  degree  of  conductiv- 
ity at  the  point  at  least  equal  to  that  of  the  wire  generally. 

The  joint  must  be  so  made,  as  in  the  ordinary  "  telegraph  splice,"  that  it  is 
mechanically  secure  against  motion  or  displacement,  and  must  then  be  further 
tlearically  connected  by  solder  so  applied  as  to  leave  no  corrosive  or  otherwise 
injurious  substance  on  the  connection.  After  joining  and  soldering,  the  joint 
must  be  covered  with  insulating  material  in  such  a  way  as  to  make  the  insulation 
of  the  joint  as  good  as  that  of  the  rest  of  the  line. 

A  joint  made  by  the  process  of  electric  welding  would  be  the  equivalent  of 
one  made  as  indicated  above ;  but  no  joint  depending  upon  solder  for  its  mechani- 
cal integrity,  either  wholly  or  in  part,  will  be  allowed. 

158.  Wires  Exterior  to  Buildings.  —  Outside  wires  must  be  covered  with  at 
least  two  coatings,  — one  of  insulating  material,  impervious  to  water,  next  to  the 
*'re;  and  the  other  of  some  substancie  fitted  to  resist  abrasion  or  like  mechanical 
injury,  and  must  be  firmly  secured  to  substantial  approved  insulators,  adequately 
supported.  All  "  tie-wires/'  or  those  used  to  secure  the  conductors  to  the  insu- 
wtors,  must  be  themselves  covered  with  waterproof  insulating  and  mechanically 
resistant  material  similar  to  that  used  on  the  conductors  themselves. 
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Overhead  conducting  wires  must  be  supported  on  poles  as  far  as  poss iL>le,  s< 
that  they  can  be  easily  reached  for  inspection ;  and  when  this  cannot  be  done,  a.nc 
special  permit  is  granted  allowing  them  to  be  carried  over  or  attached  to  build- 
ings,  they  must  be  supported  at  least  seven  feet  above  the  general  level  of  the 
roof,  and  at  least  one  foot  above  the  ridge  of  "pitched  "  roofs. 

Where  wires  approach  buildings  to  enter  them,  they  should  be  so  located  as 
not  to  be  readily  reached  by  the  occupants  of  such  buildings,  and  in  the    case  q£ 
arc-light  systems,  must  maintain  a  minimum  distance  of  ten  inches,  and   for  in- 
candescent systems  of  six  inches,  except  where  the  wires  are  carried  in  condu/f^. 

When  these  exterior  electric  light  wires  are  near  any  other  conductors  of    a 
kind  capable  of  carrying  off  a  part  of  the  current,  if  contact  should  be    m^de^ 
dead-insulated  guard-irons  must  be  placed  so  as  to  prevent  any  such  contact  in 
case  of  accidents  affecting  the  wires  or  their  supports. 

Like  precautions  must  be  taken  where  acute  angles  occur  in  the  line  wires. 

Overhead  wires  from  the  main  circuit  or  pole  lines  in  the  street  to  the    insu- 
lators, attached  to  the  buildings  which  they  enter,  must  not  be  less  than  ten  inches 
apart  for  arc- wires,  or  six  inches  for  incandescent  wires  carrying  currents  of  250 
E.M.F.  as  a  maximum.     They  must  be  securely  and  rigidly  supported  on  **  insu- 
lators "  of  glass,  porcelain,  or  other  approved  material. 

169.  Wires  entering  Buildings Wherever  electric  light  wires  enter  build- 
ings through  their  exterior  walls,  the  wires  must  be  firmly  supported  and  incased 
in  tubes  of  non-conducting  material  not  liable  to  absorb  moisture  (e.g.,  porcelain 
or  glass),  and  so  placed  as  to  prevent  the  entrance  of  rainwater  along  the  wires 
(e.g.,  the  tubes  must  slope  upward  as  they  pass  inward  through  the  wall). 

Both  the  ingoing  and  return  wires  should  enter  the  building  at  the  same  loca- 
tion, and  pass  through  an  approved  manual  ♦*  cut-out  box  "  or  switch,  which  raust 
be  placed  where  it  will  be  easy  of  access  to  firemen  and  the  police. 

160.  High  Potential  Wires  within  Buildings.  —  In  the  interior  of  buildings, 
wires  for  arc-lights,  besides  being  covered  with  an  insulating  covering  such  as  has 
already  been  described,  must  be  in  all  cases  securely  attached  and  supported  by 
insulators  which  shall  keep  them  out  of  contact  with  any  wall-partition,  ceiling,  or 
floor,  so  as  to  secure  an  air-space  of  at  least  one-fourth  inch  between  the  wire  and 
any  adjacent  wall,  partition,  ceiling,  or  floor ;  and  wherever  the  wires  cross  or  come 
near  to  any  other  wires,  pipes,  or  other  conductors,  the  wires  must  all  be  rigidly 
secured,  and  separated  from  each  other  or  any  other  conductors  by  means  of  some 
rigid  non-conducting  material. 

Arc-wires  of  opposite  polarities  (i.e.,  the  incoming  and  outgoing  wires  from 
each  lamp  or  of  each  circuit)  must  be  kept  at  a  distance  not  less  than  eight  inches 
from  each  other,  except  within  the  structure  of  lamps  or  on  switchboards,  cut- 
out boxes,  or  the  like,  where  a  nearer  approach  is  necessary. 

In  exceptional  cases,  however,  where  the  wires  are  so  rigidly  secured  and  in- 
sulated that  contact  or  connection  between  them  is  quite  impossible,  they  may  be 
allowed  to  approach  much  nearer.  (E.g.,  if  each  wire  or  conductor  is  covered 
with  a  thick  and  indisplaceable  insulation,  which  in  turn  is  covered  by  a  leaden 
sheath  or  pipe,  and  then  two  or  more  such  pipes  are  inclosed  in  an  iron  pipe  in 
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vich  a  maimer  that  injury  to  the  lead-covered  cables  is  impossible,  this  would  be 
an  allowable  substitute  for  the  eight  inches  of  absolute  separation  called  for  in 
die  general  rule.) 

Wherever  wires  are  carried  through  walls,  partitions,  or  floors  within  a  build- 
er, they  must  be  surrounded  with  a  special  rigid  insulating  tube  or  casing  imper- 
rioas  to  water,  and  must  be  so  attached  and  supported  as  to  be  secure  from 
ihrasioQ  or  other  mechanical  injury. 

Note.  —  Rubber  tubing  will  not  meet  the  above  requirement  as  an  insulation. 

SXTRACTS  FROM  RULES  OP  THE  NEW  ENGLAND  FIRE 

INSURANCE  EXCHANGE. 

161.   Outside  Wires.  —  Conducting  wires  carried  over  or  attached  to  build- 
logs  must  be  {a)  at  least  seven  feet  above  the  highest  point  of  flat  roofs,  and  {b) 
one  foot  above  the  ridge  of  "  pitched  "  roofs :  (r)  when  in  proximity  to  other  con- 
doctors  likely  to  divert  any  portion  of  the  current,  they  must  be  protected  by 
goaid  irons  or  wires,  or  a  proper  additional  insulation,  as  the  case  may  require. 
For  entering  buildings,  {a)  wires  with  an  extra  heavy  waterproof  insulation 
mast  be  used,  {p)  they  must  be  protected  by  drip-loops,  (r)  also  protected  from 
abrasion  by  awning-frames,  (//)  be  at  least  six  inches  apart,  {e)  the  holes  through 
vhich  they  pass  in  the  outer  wall  of  such  building  must  be  bushed  with  a  non- 
idammable,  waterproof,  insulating-tube,  and  (/*)  should  slant  upward  toward  the 
iDside. 

The  inspector  may,  at  his  discretion,  require  wires  other  than  those  used  for 
conveying  current  for  electric  light  or  power  entering  buildings  to  be  protected  by 
some  approved  automatic  cut-out,  in  any  locality  where  such  wires  are,  in  his 
opiuon,  liable  to  come  into  contact  with  electric  light  or  power  wires. 

Converters  and  the  primary  wires  leading  thereto  {a)  must  not  be  placed 
noide  of  any  buildings  (central  stations  excepted) ;  {b)  they  may  be  attached  to 
the  walls  on  the  outside  if  securely  supported  by  substantial  wooden  cross-pieces 
«deats. 

Wires  attached  to  buildings  should  be  (a)  free  of  contact  with  the  building, 
md  \fi\  supported  by  rubber  hooks,  glass  insulators,  or  porcelain  knobs.  (Porce- 
lain knobs  should  not  be  used  to  support  high  potential  wires.) 

162.  Inside  Wires.  —  High  Potential  (Over  350  volts)  Arc  and  Series 
IscAXDESCENT  I  Wires  must  enter  and  leave  the  building  {a)  at  the  same  place, 
i^)  through  an  approved  cut-out  switch,  which  must  be  (^)  mounted  on  a  non- 
combustible  base  if  attached  to  any  combustible  substance,  {d)  kept  free  from 
moisture,  and  {e)  easy  of  access  to  firemen  and  police. 

The  cut-out  switch  must  be  {a)  double  contact,  ifi)  must  effectually  close 
the  main  circuit  and  cut  off  the  interior  when  turned  "off" ,  (^)  so  constructed  that 
there  shall  be  no  arc  between  the  points  when  thrown  "on"  or  "off",  (^)  auto- 
matic iu  its  action  (not  stopping  between  points  when  once  started),  {e)  and  indi- 
cate upon  inspection  whether  the  current  be  "  on  "  or  "  off." 

Wires  [a)  must  be  rigidly  supported  {b)  on  porcelain,  glass,  or  other  non- 
combustible  insulators,  (r)  free  from  contact  with  the  building,  {d)  have  water- 
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proof  insulation  wherever  there  is  a  possible  exposure  to  moisture,  {e)  be  at  least 
twelve  inches  apart,  and  {J')  at  least  three  inches  from  any  other  substance 
capable  of  acting  as  a  conductor. 

{a)  When  wires  pass  through  walls,  floors,  partitions,  etc.,  {b)  or  wherever 
protection  from  mechanical  injury  is  necessary,  (^)  they  must  be  protected    L)y 
glass,  hard  rubber,  or  other  moisture-proof,  non-inflammable  tubing,     {d^     Soft 
rubber  tubing  will  not  be  approved. 

(<2)  No  concealed  work  {b)  or  wires  fastened  with  metallic  staples  will    be 
approved. 

In  perfectly  dry  places  wires  {a)  supported  by  wooden  cleats,  which  {b)  are 
*'  filled  "  to  prevent  the  absorption  of  moisture,  and  {c)  have  a  backing  so  as  to 
separate  the  wire  at  least  one-fourth  inch  from  the  building,  may  be  approved,  by 
the  inspector. 

A  wire  {a)  having  a  non-inflammable  insulation,  and  {b)  inclosed  in  a  moisture- 
proof  (r)  insulating  conduit  or  tubing  [d)  sufficiently  strong  to  protect  the  'Nvire 
from  mechanical  injury,  may  be  used,  in  which  case  the  tube  may  be  fastened  by 
metallic  loops  if  desired,  and  the  distance  between  the  wires  reduced  to  three 
inches;  but  {e)  the  entire  "conduit  system"  must  be  moisture-tight,  —  i.e.,  joints 
and  open  ends  must  be  sealed  with  some  approved  cement. 

The  *' series"  incandescent  lamp  must  {a)  be  provided  with  a  proper  hand- 
switch  and  (^)  an  approved  automatic  device,  which  will  shunt  the  circuit  around 
the  carbon  filament  should  it  break ;  (r)  it  must  be  suspended  from  a  hanger-board 
by  means  of  a  rigid  tube,  and  {d)  must  not  be  used  in  damp  or  wet  places. 

Any  method  of  distributing  current  to  incandescent  lamps  on  high  potential 
circuits  other  than  as  above  provided  for  must  receive  the  approval  of  this  ex- 
change before  being  put  into  use. 

In  arc-lamps  indoors,  {a)  the  light  must  be  surrounded  by  a  globe  with  a 
closed  base;  {b)  the  depth  of  the  globe  must  be  such  that  the  point  of  contact  be- 
tween the  carbons  when  the  lamp  is  newly  trimmed  shall  not  be  less  than  three 
inches  below  the*  upper  edge  of  the  globe ;  and  (r)  the  globe  must  be  inclosed  by 
a  wire  netting  where  there  is  any  material  under  the  lamp  that  could  be  dam- 
aged or  ignited  by  hot  cinders,  or  (^)  when  the  lamp  is  an  "all-night"  lamp. 
(^)  Where  exposed  to  flyings,  or  where  any  inflammable  material  is  suspended  near 
the  lamp,  spark  arresters  must  be  used. 

Hanger-boards  for  arc-series  incandescent  lamps  must  not  be  used  in  damp  or 
wet  places. 

Each  arc-lamp  must  be  provided  (rt)  with  a  proper  hand-switch,  (^)  with  an 
automatic  switch  that  will  shunt  the  current  around  the  carbons  should  they  fail 
to  feed  properly,  and  (t)  with  " stops "  to  j)revent  the  carbons  falling  out  in  case 
their  clamps  fail  to  hold  them. 

The  entire  installation  must  test  free  from  grounds. 
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CHAPTER   IV. 

THE  CONSTRUCTION  OF  UNDERaROXTND   CIRCIJITS. 

PART   I.— CONDUITS. 

163.  The  rapid  multiplication  of  electrical  circuits,  particularly 
in  business  centers  of  the  large  towns,  has  increased  the  number  of 
serial  wires  to  such  an  extent  as  to  become  an  unbearable  street  ob- 
struction. To  obviate  this  difficulty  the  practice  has  arisen  of  con- 
structing underground  subways,  or  conduits,  into  which  circuits  may 
be  placed. 

164.  Glassification.  —  Conduits  can  be  divided  into  two  classes, 
that  may,  respectively,  be  termed  flexible  and  inflexible  systems, 
depending  upon  the  possible  mutability  of  the  circuits  after  the 
structure  is  completed. 

In  the  flexible  system,  a  structure  is  designed  and  built  under 
the  pavement  of  the  street  in  such  a  manner  that  the  electrical 
circuits  which  it  is  to  contain  may  be  introduced  at  any  time  jifter 
the  completion  of  the  subway ;  and  from  time  to  time  the  circuits 
may  be  extended,  or  rearranged  or  replaced,  as  the  business  of  the 
territory  shall  indicate  to  be  advisable. 

Under  the  inflexible  system,  as  the  conduit  is  built,  all  of  the 
wires  which  it  can  ever  contain  are  introduced  at  the  time  of  con- 
struction, the  design  being  such  as  to  preclude  any  modification 
of  the  circuits  after  the  completion  of  the  work.  In  thickly  set- 
tled districts,  where  the  amount  of  electrical  business  can  be  fairly 
accurately  gauged,  and  in  which  the  changes  or  extensions  in  the 
business,  beyond  that  of  the  original  estimate,  are  small  from  year  to 
year,  the  inflexible  system  presents  the  advantage  of  cheapness  in 
initial  construction.  The  design  of  the  structure  must  contemplate, 
however,  sufficient  capacity  to  embrace  all  of  the  probable  business 
which  is  ever  likely  to  be  done,  for  increased  capacity  can  only  be 
secured  by  constructing  an  entirely  new  conduit.  The  inflexible 
system  being  more  economically  constructed,  and  of  more  economical 
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maintenance,  presents  the  attractiveness  of  cheapness,  though,  unless 
the  amount  of  business  can  be  accurately  gauged  and  located,  thit 
very  quality  is  apt  to  prove  deceptive,  and  the  subsequent  cost  oi 
extension  and  rearrangement  may  greatly  exceed  the  initial  expense 
of  a  flexible  system. 

With  the  flexible  system,  the  subways  are  designed  with  suffi- 
cient room  to  be  capable  of  receiving  all  of  the  circuits  which  the 
most  sanguine  estimate  of  the  business  of  the  future  can  call  for. 
The  conduits  are  planned  with  a  number  of  separate  chambers,  i>r 
ducts,  into  which  the  circuits  may  be  placed.  The  expense,  there- 
fore, of  the  conductors  can  be  reserved  until  business  shall  demanc/ 
their  introduction. 

Every    form    of    conduit    should    embrace    the   following    coficfi- 
tions :  — 

The   conduit   should   be   reasonably  economical   in   cost  of    con- 
struction. 

It  should  afford  a  thorough  protection  to  the  inclosed  circuits, 
securing  them  from  the  effects  of  street  excavations,  and  from   the 
incursion  of  gas,  water,  or  organic  acids  from  the  streets,  and  should 
protect   the   insulation   of   the  circuits,  and   maintain   it   at   a   hig'h 
working  average. 

It  must  be  rapid  and  easy  of  construction,  so  as  not  to  present 
undue  obstruction  to  street  traffic. 

It  must  be  sufficiently  flexible  to  accommodate  itself  to  existing 
street  structures. 

It  must  have  sufficient  mechanical  strength  to  successfully  resist 
the  ordinary  destructive  influences  to  which  street  structures  are 
exposed. 

It  must  present  a  minimum  annual  maintenance  expense. 

166.  The  Valentine  Conduit.  —  One  of  the  earliest  underground 
distributions  was  the  Valentine  system,  consisting  of  a  rectangular 
wooden  box  some  ten  to  fifteen  feet  in  length,  subdivided  by  ver- 
tical and  horizontal  partitions,  into  ducts  about  three  inches  square, 
for  the  reception  of  the  circuits.  These  boxes  were  constructed  of 
creosoted  yellow  pine,  and  were  buried  in  the  earth  at  a  safe  distance 
below  the  street  pavement.  At  the  joints  the  boxes  were  spliced  by 
wooden  battens,  covered  with  felt  and  thoroughly  pitched,  to  exclude 
moisture.     After  the  wooden  box  was  laid,  the  whole  structure  was 
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ibiiroughly  tarred  as  an  additional  precaution  against  decay.  Though 
Vi.enime  ducts  are  still  used  to  some  extent,  experience  has  denion- 
•[ruted  that  this  form  of  conduit  is  not  suitable  for  permanent  under- 
;iound  slructures,  especially  for  those  in  which  lead  cables  are  to  be 
ijkztA.  The  more  or  less  inevitable  decay  of  the  wooden  box  gener- 
iic'^  sufficient  acetic  acid  to  initiate  chemical  action  upon  the  lead 
\  i(flj,rag,  which  is  sufficient  to  destroy  the  cable  within  a  few  months. 
l-'iir  other  forms  of  cable,  excepting  those  which  are  lead-coated,  the 
\j\cTi\me  conduit  forms  the  cheapest  device,  and  one  which  is  rea- 
jooabjy  successful  for  a  limited  life. 


fig  90.     Tht  Wyckoff  or  HacDonalil  Cvialiilt 

166.  The  "Wyokoff  or  MaoDonald  Conduit.  — This  is  an  attempt 
stislnicture  slightly  more  substantial  than  that  of  Valentine's.  It 
Msistedof  a  number  of  circular  ducts,  as  represented  in  Fig.  90, 
Iwed  in  blocks  of  creosoted  wood,  the  blocks  being  tongued  and 
pooved  together  in  a  substantial  manner.  This  conduit  could  be  so 
tmili  that  the  different  pieces  should  always  break  joint,  and  there- 
fore tbe  difficulties  of  unequal  settlement  of  successive  lengths  was 
"aided.  The  WyckofF  is  laid  precisely  the  same  way  as  the  Valen- 
liiie,ind  for  lead-covered  cables  is  open  to  the  same  objections. 
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167.  Tbe  Paper  Conduit.  —  A  conduit  involving  the  use  of 
paper  tubes  has  been  proposed,  consisting  of  a  rectangular  wooden 
box  in  which  a  number  of  tubes  of  pasteboard  of  the  requisite  size 
are  laid,  and  the  interstices  between  the  tubes  filled  with  asphalt. 
As  a  result,  the  pasteboard  forms  a  mold,  around  which  the  asphalt 
may  be  poured,  thus  forming  a  block  filled  with  smooth  cylindrical 
holes  for  the  reception  of  the  circuits.  It  is  stated  that  this  device 
gives  good  results.  However,  there  is  as  yet  insufficient  experience 
with  it  upon  which  to  base  a  conclusive  verdict. 


168.  Pipe  Ck>nduits.  —  Four  very  successful  forms  of  conduit 
depend  upon  the  use  of  metal  pipe,  surrounded  either  on  the  interior 
or  the  exterior  with  a  cementing  compound. 

First.  —  Wrought-Iron  Pipe  in  Hydraulic  Cement.  —  This  con- 
duit is  constructed  by  opening  an  appropriate  trench  in  the  street, 
the  bottom  of  which  is  covered  with  a  layer  of  6"  or  7"  of  good 
concrete.  A  suitable  mixture  for  this  purpose  may  be  made  of  two 
parts  Ro.sendale  cement,  three  parts  sand,  and  five  parts  broken  stone. 
After  the  bottom  is  thoroughly  leveled,  and  the  concrete  rammed 
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into  place,  being  carefully  graded,  a  layer  of  wrought-iron  pipe  of 
appropriate  diameter  to  receive  the  circuits  is  laid  upon  the  concrete. 
These  pipes  are  jointed  by  means  of  vanishing  screw  thread  coup- 
lings, making  a  joint  which  is  absolutely  tight.  An  entire  section 
ot  conduit,  embracing  the  space  between  two  adjacent  manholes, 
is  laid  at  one  time.  As  soon  as  the  first  layer  of  pipe  is  in  its 
place,  the  spaces  between  and  around  the  tubes  are  carefully  filled 
with  concrete,  thoroughly  rammed  into  place.  Upon  the  setting  of 
this  concrete,  a  second  layer  of  pipe  is  introduced,  and  this  process 
repeated  until  a  sufficient  number  of  iron  pipes  are  laid  to  give  the 
necessary  capacity  to  the  subway.     See  Fig.  91. 

After  the  last  row  is  in  place,  a  top  coating  of  concrete,  3"  to  6" 
in  thickness,  is  spread  over  the  pipe,  a  layer  of  plank  placed  upon 
the  top  of  the  concrete  to  secure  the  structure  against  damage  from 
the  tools  of   workmen  opening  the   streets,   and   the   pavement   re- 
placed.    This  structure  makes  an  excellent  conduit  in  every  respect, 
being  probably  the  best  one  now  known.     It  is  water  and  gas  tight. 
It  may  be  built  to  accommodate  at  pleasure  any  number  of  circuits, 
and  is  sufficiently  flexible  to  enable  reasonable  bends  between  man- 
holes to  be  successfully  made ;  and  in  cases  of  streets  crowded  with 
underground  structures,  the  iron  pipe  may  thread  through  or  around 
other  obstructions  in  a  way  impracticable  in  any  other  form  of  con- 
duit.    Experience   with    this   form    of    subway    has    shown   that   in 
process  of  time  the  iron  pipe  may  rust  away ;  but  in  this  event  a 
]       smooth  cylindrical  hole  is  left,  extending  through  a  solid  block  of 
j        concrete,   which    during   the  time   required   for  the  destruction    of 
ij       the  iron  pipe  has  become  as  hard  as  stone,  thus  leaving  ample  pro- 
tection for  the   inclosed  circuits.     While  from   a   constructive  and 
maintenance  standpoint,  this  device  presents  all  the  advantages  to 
be  desired  for  a  conduit,  it  is  quite  expensive  to  build. 

Second.  —  Wrought-Iron  Pipe  in  Asphaltic  Concrete.  —  A  sim- 
ilar conduit  has  been  proposed,  by  imbedding  wrought-iron  pipe  in 
asphaltic  concrete  instead  of  cement.  The  substitution,  however,, 
oi  the  asphalt  for  the  cement  concrete  possesses  no  particular  advan- 
tage, and  is  still  more  expensive  to  build. 

Third.  —  Zinc  Tubing  in  Hydraulic  Cement,  —  To  cheapen  the 
iron-pipe  conduit,  it  has  been  proposed  to  bed  zinc  tubing  in  hydraulic 
cement ;  the  idea  being  that  economy  would  be  affected  by  the  use 
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of  very  thin  and  light  zinc  tubing,  which  would  be  much  cheaj>ei 
than  the  previously  proposed  iron  pipe.  The  zinc  tube  was  simpJ^' 
to  serve  as  a  mold  around  which  concrete  would  be  placed  ;  the 
expectation  being  that  the  zinc  tube,  in  any  event,  would  certain/^' 
disappear,  leaving  the  desired  hole  in  the  cement.  This  device, 
however,  has  not  met  with  success,  as   the  zinc  tube,   when    made 


flu.  93.    CemenfJInM  Iron  Pipe. 

sufficiently  heavy  to  stand  the  ramming  of  the  concrete,  proved  more 
e."cpensive  than  the  corresponding  iron  pipe. 

169.  Fourth.  —  Cemcnt'Lincd  Iron  Fifes.  —  Another  effort  to 
cheapen  the  iron-pipe  conduit  has  resulted  in  the  construction  of 
a  very  thin  pipe  made  of  sheet  iron  into  which  a  layer  of  cement 
is  introduced,  surrounding  a  mandrel,  that  is  subsequently  withdrawn, 
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^T.\\s  leaving  a  continuous  tube  of  cement  protected  by  a  thin  shell 
\ii  sheet  iron,  the  expectation  being  that  pipe  of  this  description 
w>u!d  be  sufficiently  strong  to  stand  laying  in  the  street,  and  that 
liter  the  pipe  was  once  in  place  it  would  be  protected  from  further 
in iur\'  bv  the  surrounding  concrete  and  soil.  This  conduit  has  met 
w.h  much  deserved  success,  and  so  far  as  first  cost  is  concerned, 
\<  decidedly  cheaper  than  that  involving  the  iron  pipe.  The  appear- 
ance and  method  of  constructing  a  conduit  of  cement-lined  iron  pipe 
arc  shown  in  Fig.  92. 

170.  The  Dorset  or  Callender-Webber  Conduit.  —  This  conduit 
consists  of  tubular  blocks  some  4  ft.  in  length,  made  of  asphaltic 
or  pitch  concrete  molded  around  mandrels  of  the  required   size  to 


Fig,  03.     The  Dorset  Duet 

give  a  number  of  3"  holes  extending  entirely  through  the  block. 
See  Fig.  93. 

The  conduit  is  constructed  by  laying,  at  the  bottom  of  an  appro- 
priate excavation,  a  series  of  the  perforated  blocks ;  the  joints  being 
made  by  carefully  abutting  the  ends  of  successive  blocks,  and  uniting 
them  with  a  mixture  of  hot  asphalt,  pitch,  or  tar.  It  was  found, 
however,  exceedingly  difficult  to  align  the  blocks  sufficiently  ac- 
curately to  make  the  ducts  exactly  continuous  ;  and  any  subsequent 
settlement  of  the  soil  caused  the  conduit  to  open  at  the  respective 
joints. 

171.  The  Chenowith  Conduit.  —  The  Chenowith  conduit  was 
an  attempt  to  build  between  manholes  continuous  tubes  of  cement. 
^Vis  was  accomplished   by  making  a  series  of  mandrels  split  Ion- 
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gitudinally  into  three  parts,  held  in  place  during  construction  by  z. 
spiral  ribbon  of  sheet  iron.  A  number  of  these  mandrels  were 
placed  at  the  bottom  of  the  street  excavation,  and  concrete  tampt'd 
solidly  around  them.  The  metal  ribbon  was  lubricated  with  soapst one 
to  facilitate  the  extraction  of  the  mandrel,  and  on  the  withdrawal 
of  the  mandrel  remained  in  place  in  the  concrete.  After  the  concrete 
is  set,  the  metal  ribbon  can  be  pulled  out  and  used  again.  By  this 
means,  between  successive  manholes,  a  continuous  block  could    be 


FI9.  94.     JO"  X  10"  Tttra  Ctrtla  Duct 

constructed  having  the  appropriate  ducts  to  receive  the  necessary 
circuits. 

172.  The  Terra-Cotta  Conduit.  —  An  exceedingly  valuable 
form  of  conduit,  embracing  nearly  all  of  the  points  required  for  the 
successful  protection  of  electrical  circuits,  being  withal  economical 
to  construct,  has  been  found  in  the  use  of  terra-cotta  blocks  for  the 
purpose  of  forming  the  subway,  A  rectangular  pipe  is  made  of 
terra-cotta  ware  about  3  ft.  long,  having  a  partition  in  the  center. 
See  Fig.  94. 

Successive  lengths  of  this  pipe  are  joined  by  wrapping  the  sue- 
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feeding  sections  with  heavy  jute  dipped  in  asphalt.  The  jute  wrap- 
ping makes  a  joint  which  successfully  holds  the  lengths  of  pipe 
correctly  in  place,  and  a  thorough  application  of  asphalt  ensures  a 
joint  which  is  water  and  gas  tight,  and  does  not  decay.  Care  must 
be  observed  not  to  apply  the  asphalt  too  hot,  or  the  jute  will  be 
injured.    The  conduit  is  formed   by  placing  at  the   bottom   of  the 


street  excavation  the  requisite  number  of  earthenware  pipe  to  give 
tbc  desired  capacity.  It  is  usual  to  lay  the  pipe  upon  a  bed  of  con- 
crete, and  to  protect  it  on  either  side  and  on  the  top  by  a  concrete 
•all  4  to  6"  thick.  Conduits  of  this  cla.ss  have  been  constructed 
to  a  large  extent,  and  so  far  have  proved  eminently  successful.  The 
chief  objection  to  this  style  of  construction  is  found  in  the  fact  that 


r 
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Fl^  07.     Tin  Btparale  Dutt  Ttmi-Cotta  Cwdalt 
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progresses,  mandrels  some  6  or  8  ft.  in  length,  which  closely  fit:    the 
ducts,  are  placed  in  each  row  of  pipe,  thus  ensuring  correct    a.lig"ii- 
ment,  until  the  cement  in  which  the  pipes  are  laid  has  had  a  chance 
to  set.     As  fast  as  the  subway  is  built,  the  mandrels  are  pulled  along-, 
thus  keeping  the  pipe  constantly  in  true  line. 

Conduits  of  this  description  should  be  constructed  by  laying-    the 
pipe  up  in  a  strong  mixture  of  either  Rosendale  or  Portland  cement. 
The  joints  in  the  pipe  should  be  hammered  down  so  as  to  be  as  close 
as  possible,  and  not  to  exceed  J".     As  all  the  pipe  in  burning-    is 
slightly  concave,  care  should  be  taken  to  lay  the  subway  with    the 
convex  sides  upward  in   every  instance,  so  that  no  obstacles  may   he 
experienced  in  the  subsequent  introduction  of  the  cables.     As  the 
ducts  are  laid,  all  the  joints  between  the  successive  blocks  should  he 
thoroughly   grouted   with    cement.     This  form   of  conduit    presents 
the  advantage  of  great  flexibility  ;   as  a  subway  of  any  number   of 
ducts  can  be  formed,  and,  in  order  to  accommodate  street  obstruc- 
tions, the  geometrical  cross-section  of  the  conduit  can  be  varied  at 
pleasure.     After  completion,  a  scraper,  similar  in  shape  to  a  boiler- 
tube  cleaner,  should  be  drawn  through  each  of  the  ducts,  which  serves 
to  cut  away  and  clean  out  all  gravel  and  cement  which  has  found  its 
way  accidentally  into  the  ducts,  and  then  by  washing  the  ducts  with 
a  stream  of  water  from  a  hose,  a  clean,  polished  hole  is  obtained,  ex- 
tending between  the  adjacent  manholes.     While  this  form  of  conduit 
is  slightly  more  expensive  than  rectangular  earthen  pipe,  it  presents 
the  inestimable  advantage  of  giving  a  separate  duct  for  each  cable. 
The   method    observed  in  building  this  form  of  conduit  is  seen   in 
Fig.  97. 

174.  The  Crompton  System.  —  The  subways  so  far  considered 
have  been  only  adapted  to  the  use  of  highly  insulated  cables,  as  the 
designs  have  been  such  as  to  afford  no  insulation  to  the  circuits. 
Several  European  attempts  have  been  made  to  construct  a  subway 
in  which  bare  copper  conductors  could  be  used,  thus  avoiding  the 
expense  of  insulated  conductors.  Notable  among  these  systems  is 
that  of  Crompton,  which  has  received  quite  an  extended  development 
in  London,  Nottingham,  and  Birmingham.  In  the  Crompton  system 
the  conduit  is  usually  laid  under  the  foot-walks,  and  not  under  the 
street  proper,  as  is  customary  in  this  country.  The  construction 
involves   the  excavation  of  a  trench,  which,  for  the  ordinary  sized 
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iinduit  is  about  3  ft.  5"  witle,  by  1  ft.  0"  deep.  This  trench  is  then 
-iippheti  with  a  bottom  and  side  walls  of  concrete,  the  bottom  being 
aiwut  3"  in  thickness,  while  the  sides  are  from  iJ"  to  8".  At  inter- 
vils  of  about  50  ft.,  so  arranged  as  to  be  opposite  every  alternate 
h"U>e,  a  handhole  cover  is  introduced,  to  give  access  to  the  conduit 
iiif  the  purpose  of  taking  out  service  wires.  Directly  under  this 
handhole  a  heavy  rectangular  piece  of  oak  timber  is  set  in  the  con- 
crete sides  of  the  subway.  Upon  this  timber  the  requisite  number 
A  porcelain  insulators  are  placed  to  carry  the  circuits  for  which 
the  conduit   is  intended.      The.se   insulators   have  a  simple  slot  on 


their  tops  in  order  to  receive  and  carry  the  lines,  that  are  merely 
naked  strips  of  copper.  Fig.  98  indicates  a  half-plan  and  half-section 
of  the  conduit  at  a  handhole.  At  intervals  of  about  300  ft.  the 
handhoies  are  made  quite  large  in  order  to  afford  the  necessary 
room  for  stretching  the  copper  strips.  The  subway  is  completed  by 
placing  the  requisite  iron  casting  at  each  of  the  handholes,  and  by 
covering  the  entire  top  of  the  trench  with  a  layer  of  Yorkshire  flag- 
ging, after  which  the  paving  of  the  foot-walk  is  replaced,  the  only 
indication  remaining  being  the  handhole  covers  at  the  houses.  The 
circuits  consist  of  copper  strips  about  X'  thick,  and  from  1"  to  \\' 
wiile.    The  conductors  are  introduced  by  running  a  cord   between 
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the    successive    handholes,   and    then  joining  the    copper   strips     in 
continuous  lengths  and  hauling  them   in.     The  hauling  cord     is     in- 
troduced by  attaching  it  to  the  collar  of  a  small  dog,  who  is  tra.iiic<I 
to  run  along  the  bottom  of  the  subway  from  handhole  to  hanclhole. 
At  each  handhole  cover  an  inspector  is  stationed  who  sees  the  copper 
ribbon  is  placed  in  the  slot  of  the  insulator  as  it  makes  its  appear- 
ance.    When  a  length  of  300  ft.  of  copper  ribbon  is  introduced,  one 
end  of  it  is  made  fast  in  the  end  insulator,  and  then  by  means   of  a 
hydraulic  jack,  the  ribbon  is   pulled  up  to  the  appropriate  tensioij. 


EK      PAVEMENT  i    qn 


Mia**Ma*^Mi^B^M*a 


+■ 


■  >>p.,>.Ci^^ 


-^XF- 


I 


\ 


,./- 


k 


I 


Cu 


I 

F\q.  99.     Cromptott  Conduit,  Longitudinal  Section, 

and  secured  at  the  other  end  in  a  similar  insulator.      The  method 
of  joining  and  securing  the  strips  is  indicated  in  Fig.  99. 

Here  it  will  be  seen  that  there  are  two  sets  of  heavy  oak  blocks 
(SB)  set  in  the  concrete.  On  these  blocks  the  in.sulators  (I)  rest, 
and  carry  clamp  (S),  that  by  means  of  set  screws  (W)  tightly  pinch 
and  hold  the  copper  strips  in  place.  A  pad  of  rubber  (R)  distributes 
the  pressure  equally  over  the  insulator  and  prevents  cracking  the 
porcelain.  This  structure  certainly  seems  to  present  a  maximum  of 
advantage  in  the  way  of  small  street  space  occupied,  ease  and  econ- 
omy of  construction,  and  flexibility  and  convenience  for  rearrange- 
ment or  extension  of  circuits.  The  English  reports  are  so  satisfactor)' 
that  it  seems  strange  that  similar  devices  are  not  tried  in  this  country. 
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17C.  The  Brooks  System.  —  This  system,  the  invention  of  David 
Brooks  of  Philadelphia,  embodies  the  use  of  a  hea\'y  mineral  oil,  one 
of  the  best  insulators  known.  Mr.  Brooks's  invention  consisted  in 
placing  in  a  trench,  excavated  under  the  pavement,  an  iron  pipe  of 
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flq.  too.    Brovka  System  Junctloa-Bax. 

sufficient  size  to  carry  the  necessary  conductors  for  the  system. 
Occasionally  a  rectangular  box  is  introduced,  as  shown  in  Fig.  100, 
into  which  each  end  of  the  pipe  opens  by  means  of  a  flanged  joint. 
This  box  serves  the  purpose  of  affording  an  opening  into  the  pipe 


through  which  the  conductors  could  be  drawn  in.  At  various  inter- 
vals a  service-box,  as  shown  in  Fig.  101,  is  introduce;!,  by  means  of 
which  distribution  could  be  accomphshed.  The  cables  used  in  the 
Brooks  system  consisted  of  solid  or  stranded  copper  conductors, 
shown  in  section  in  Fig.  102,  covered  with  a  layer  of  raw  jute  or 
hemp,  to  prevent   contact    between   the   conductors,   or  grounding 


l.->6 


THE   F.I.ECTK/CAL    TKA.WSMISSIOX  OF  ENHKiSY. 


on  the  iron  pipe.  This  covering  was  placed  on  the  outside  of  the 
conductors  by  a  braiding-machine,  and  then  the  cable  drawn  into 
the  pipe  through  the  service-boxes.  As  soon  as  the  conductor  was  in 
position  the  pipe  was  filled  with  boiling  resin  oil,  which  formed  the 
insulating  material,  and  preser\'ed  the  electrical  qualities  of  the  cable. 
While  in  some  instances  the  Brooks  system  has  been  found  to  stand 
up  admirably  under  severe  tests,  considerable  difficulty  has  been  ex- 
perienced in  keeping  the  pipe  sufficiently  tight  to  retain  the  fluid 
insulator.  For  electric  lighting  service  the  Brooks  system  has  \n 
some  instances  given  fair  satisfaction  ;  yet  its  largest  use  has  probably 


been  found  in  telephone  and  telegraph  work,  and  for  this  purpose  it 
has  not  fulfilled  expectations,  as  much  of  this  conduit  which  has  been 
introduced  has,  after  a  time,  been  found  gradually  to  fail  in  insulation. 
176.  The  Johnstone  System.  —  The  Johnstone  conduit  system 
bears  evidence  of  exceedingly  careful  design,  the  structure  having 
been  planned  to  meet  all  exigencies  to  which  subways  are  called  to 
respond.  The  arrangement  consists  of  a  series  of  cast-iron  troughs 
made  in  lengths  of  about  6  ft.,  so  designed  in  sections  that  a  con- 
duit of  any  desired  capacity  can  be  built.  The  sections,  as  shown  in 
the  illustration.  Fig.  10-3,  are  arranged  to  comprise  a  series  of  rect- 
angular ducts,  into  which  the  circuits  may  be  at  any  time  placed  by 
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■ii3»ing  in  cables  in  the  ordinary  way.  At  frequent  intervals  a 
x-r'.ice-box  is  arranged  upon  the  top  of  the  upper  row  of  ducts,  out 
f  which  appropriate  leads  can  be  taken  to  serve  the  desired  installa- 
:|ini.  At  the  street  corners  iron  manholes  (Fig.  104)  are  introduced, 
L.i  which  the  ducts  end,  and  from  which  all  rearrangements  or  con- 
reitidns  can  be  made.     While  this  conduit  is  admirable  in  every 


Fig.  10*.     MmhBli  of  JoHnitma  a»t«n. 

f^pect,  it  is  one  of  the  most  expensive  forms  of  subway  constructed  ; 
iiscost  being  so  great  as  to  almost  prohibit  its  use. 

177,  The  Kennedy  System.  —  The  Westminster  Company  of 
l^ndon  have  employed  a  modification  of  the  Compton  conduit,  de- 
^igried  by  Professor  Kennedy,  that  has  given  good  satisfaction.  A 
general  idea  of  this  method  may  be  obtained  from  the  accompanying 
lustration,  Fig.  105,  showing  a  cross-section  of  this  conduit  de- 
fined to  carry  two  lines  of  main  feeds,  and  a  three-wire  distributing 
*."tem,     A  trench  is  excavated  in  the  street,  which,  in  a  manner 
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similar  to  that  of  the  Compton  construction,  is  lined  on  the  botto 
and  sides  with  concrete.  The  conductors,  as  in  the  Compton  systen 
are  bare  copper  strips ;  but  instead  of  being  supported  upon  instilntoi 
set  in  oak  blocks,  the  insulators  are  solid  porcelain  supports,   whic 


are  set  directly  in  the  concrete  bottom.  The  top  of  the  conduit  is 
covered  with  flagging  or  iron  casting.  The  circuits,  formed  of  bare 
strips  of  copper  wire,  are  drawn  through  the  conduit,  being  placed  in 
the  insulators  by  means  of  handholes  in  a  manner  similar  to  that 
adopted  by  the  Compton  system. 


178.  St.  James  System,  LoDdon.  —  This  arrangement  is  very 
similar  to  that  of  the  Compton  and  Kennedy  systems.  The  conduit, 
however,  instead  of  being  formed  of  concrete,  is  made  of  an  iron  trough, 
Fig.  10(i,  set  at  the  bottom  of  the  street  excavation,  thus  avoiding  the 
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i:!cof  cement,  and  greatly  expediting  the  street  work.  This  trough 
^pro^nded  with  a  water-tight  cover,  secured  by  means  of  bolts  and 
'jcking.  At  frequent  intervals  throughout  the  trench,  a  porcelain 
briiijre  is  placed  for  supporting  the  circuits,  which  consist  of  bare 
:';iper  strips  set  on  edge,  or  stranded  cable,  and  strained  to  be  suffi- 
cientiy  taut  to  remain  in  a  straight  line.  It  is  obvious  that  in  all  of 
■.r.c  systems  where  bare  wire  mains  are  employed,  special  precaution 
nj-t  be  taken  to  insure  careful  drainage,  so  that  all  incursions  of 
ni'islure  from  the  street  may  be  readily  and  quickly  removed  in 
order  not  to  flood  the  mains. 


Flq.  107.    Parisian  SytUm. 

179.  The  Parisian  Systems.  —  A  large  part  of  the  under- 
CTDund  distribution  of  Paris  has  been  accomplished  by  the  use  of 
ure  conductors  extended  through  concrete  trenches  in  a  manner 
similar  to  the  London  system.  The  subway  is  formed  by  exca- 
^"ating  a  trench  under  the  sidewalk,  which  is  lined  with  concrete 
"1  the  sides  and  bottom,  having  a  flagstone,  or  similar  covering, 
pked  over  the  top  (Fig.  107),  The  cables  are  almost  universally 
Mre  stranded  copper  wire.  They  are  carried  through  the  trench, 
wing  supported  upon  porcelain  insulators,  carried  upon  iron  pins 
5«  and  secured  in  the  concrete  forming  the  bottom  of  the  trench. 
Ifi  many   of   the   German    and    Italian    cities   similar    methods    of 
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distribution  have    a    widespread    introduction,  and    are   succe^isf  till 
operated. 

180.  Inflexible  Systems.  —  The  examples  of  subway  systerr 
so  far  cited  appertain  exclusively  to  the  flexible  system,  that,  o\vin| 
to  its  greater  adaptability  to  service  fluctuations,  has  deservedl 
obtained  a  more  widespread  development.  In  the  succeeding^  ill  us 
trations  the  inflexible  system  is  preseitted.  Numerous  modifications 
of  the  methods  here  given  will  readily  occur  to  the  facile  designer 
in  order  to  adapt  this  principle  to  the  varying  circumstances  oJ 
particular  localities. 

181.  The  Callander  Solid  System.  —  By  the  Callander  solid 
system  a  series  of  cast-iron  troughs  are  arranged  along  the  bottom  of 
a  trench  excavated  in  the  street.     In  the  troughs  the  requisite  number 

of    cables    are   extended,    supported    from 
time  to  time  upon  insulating  pieces   fixed 
in  the  troughs.     This  protection  is  found 
to  be  necessary,  from  the  fact  that  the  in- 
sulating compound,  with  which  the  trough 
is  to  be  filled,  is  never  absolutely  hard,  but 
behaves  like  a  very  viscous  fluid ;  and   if 
the  cables  were  unsupported   they  would 
gradually  settle,    and  ultimately   lie  upon 
the  cast  iron  forming  the  exterior  of  the 
subway,  thus  short-circuiting,  and  spoiling 
the  entire  structure.      The  cables  are  usu- 
ally stranded  copper  rope  of  the  appropriate  size,  covered  with  an 
additional  insulating  compound.     In  view  of  the  melted  asphalt,  or 
insulating   compound,  which  is  subsequently  poured  in,  this  would 
seem    unnecessarily  expensive,  as   bare  copper  conductors   thus  ar- 
ranged would  answer  equally  as  well.     After  the  cables  are  in  place, 
the  entire   trough  is  filled    with  Trinidad   asphalt,  thus  completing 
the  structure,  and  presenting  an  appearance  as  indicated  in  Fig.  108, 
in  cross-section. 

The  troughs  are  laid  in  lengths  of  6  ft,  and  are  of  about  •^^"  in 
thickness,  a  cast-iron  cover  being  placed  over  the  top  to  protect  the 
conduit  from  injury.  At  appropriate  intervals  manholes  are  intro- 
duced (see  Fig.  109). 

The  design  of  manhole  adopted  by  the  Callander  system  is  one  to 


Fig.  108.    Cross-section  of  the 
Caliander  Solid  System. 


THE    CONSTRUCTION  OF  UNDERGROUND   CIRCUITS. 


101 


afford  the  greatest  possible  protection  to  the  circuits.  As  indicated 
n  ¥ig.  109,  the  manhole  consists  of  an  excavation  below  the  street 
iev-el,  into  which  is  set  an  iron  chamber  surmounted  with  a  water- 
tight cover,  which  is  screwed  down  and  rendered  moisture-proof 
by  being  bolted  to  a  rubber  gasket  that  sets  upon  the  top  of  the 
manhole  casting.  The  mains  contained  in  their  trough  of  asphalt 
lit  carried   through   the   iron   walls   of  the  manhole  and  carefully 
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Ftg,  109.     Manhole,  Cai lander  Solid  System. 

cemented  into  place.  The  service  mains  are  in  a  similar  manner 
carried  out  through  a  hole  drilled  into  the  manhole  wall,  and  through 
^packed  joint  that  is  moisture-proof.  The  cast-iron  box  forming  the 
nianhole  is  set  inside  a  cemented  chamber  that  is  so  arranged  as  to 
te  entirely  surrounded  by  an  air-space,  into  which  drainage  may 
accumulate,  and  be  conducted  away  by  appropriate  connection  to  the 
sewer.  While  the  Callander  system  presents  a  very  perfect  form  of 
imderground  service,  the  iron  trough  carrying  the  cable  seems  an 
unnecessarily  expensive  precaution. 
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182.  Two  forms  of  cheaper  construction  are  indicated  in  Figs 
110  and  111.  The  arrangement  shown  in  Fig.  110  is  that  w^hich  i! 
adopted  in  the  distributing  systems  in  Cologne  and  in  two  or  thret; 
other  European  cities.  The  arrangement  consists  of  a  wooden  bo.v, 
shown  in  cross-section,  into  which  a  carefully  insulated  concentric 
cable  is  placed,  being  suspended  at 
icTOR  intervals  of  every  few  feet  by  means 

of  an  iron  strap.  After  the  cable  is 
laid  in  place,  the  box  is  poured  full 
CONDUCTOR  of  asphalt,  or  concrete,  thus  entirely 
surrounding  the  cable  with  an  insu- 
lating material.  The  asphalt  and  the 
)  OOVERt  ,         °  ,  , ,        ^ 

box  serve  to  protect  the  cable   irom 

injury  in  the  street.     Installations  of 
cATHiNs         this  description  have  given  good  ser- 
vice, though    they  have,  as  yet,   not 
UNO  been  in  operation  sufficiently  long  to 

determine   their  probable  life.      It   is 
necessary   to    use    a   very 
carefully    prepared     cablf, 
as  is  indicated  in  the  illus- 
„oo^  tration.     The  cable  is  con- 

centric, the  outer  conduc- 
DEHTRouoM    tor  of  which  is  protected 
by  two  lead    sheaths   and 
IM.T  an    iron    armor.     The   ex- 

terior layer  is  of  tarred 
hemp.  It  will  also  seem 
that  an  installation  of  this 

FI9.  tlO.    Celeunt  CoaduU.  ,  .      ,  ,  ,  , 

kmd,  made  and  protected 
by  only  a  wooden  box,  would  be  subject,  sooner  or  later,  to  the 
decay  of  the  woodwork. 

As  an  improvement  both  in  durability  and  economy,  the  con- 
struction indicated  in  Fig.  Ill  has  been  adopted  in  Zurich.  Tlie 
cable  is  a  concentric  conductor,  insulated  with  paper,  and  having  a 
lead  sheath  separating  the  inner  and  outer  mains.  The  conduit 
consists  of  an  earthenware  trough  placed  just  beneath  the  pavement 
level.     It  is  strong,  simple,  cheap,  can  be  rapidly  laid,  and  affords  an 
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^cdlent  mechanical  protection  to  the  cable.  It  is  made  in  sections 
..f  %  ft.  in  length,  and,  if  carefully  placed  in  the  street  excava- 
t»n,  requires  only  a  little  grouting  at  the  joints.  The  cables  are 
simply  laid  at  the  bottom  of  the  earthenware  trough,  which  is  then 
^led  with  sand,  and  completed  with  an  earthenware  cover.  Some 
18  miles  of  this  conduit,  containing  60  miles  of  cable,  are  in  active 
oiperation. 

183.  Manholes.  —  It  is  essential,  at  frequent  intervals,  to  pro- 
vide means  of  access  to  underground  conduits  for  the  introduction  or 
rearrangement  of  circuits,  for  distribution,  and  for  such  changes  in 
direction  of  the  subway  as  the  location  of  streets  renders  essential. 
Such  opportunities  for  access  consist  in  chambers,  constructed  under 
the  pavement  of  the  streets,  of  sufficient  size  to  allow  reasonable 
room  for  two  or  three  men  to  work.     Usually  these  chambers  are 
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fig.  111.    Zurich  Conduit 


rectangular  vaults,  built  of  either  concrete  or  brick.  They  are 
roofed  over,  either  with  arches  or  structural  iron  carrying  an  arch 
Wck,  and  provided  with  an  iron  frame  supporting  the  manhole 
cover.  The  various  branches  of  the  conduit  are  arranged  to  extend 
through  the  walls  of  the  chamber,  giving  free  access  to  all  of  the 
ducts  converging  at  the  particular  manhole.  It  is  advisable  to  con- 
struct the  manholes  of  ample  dimensions ;  for  while,  by  increasing 
the  size  of  the  chamber,  the  initial  cost  of  the  underground  system 
's  slightly  augmented,  yet  the  future  expense  entailed  in  introdu- 
cing the  circuits,  and  the  labor  constantly  necessitated  by  the  re- 
anangement  and  maintenance,  is  so  much  decreased  by  affording 
^^  the  workmen  a  reasonable  amount  of  space  in  which  to  perform 
their  avocations,  that  the  extra  capital  invested  is  usually  found  to  be 
*ell  exi>ended. 

A  vault  5  ft.  wide  by  7  ft.  long,  and  from  4  ft.  6"  to  6  ft.  high, 
is  as  small   as  should  be  designed  for  large   underground   systems. 
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where  considerable  splicing  and  rearrangement    of  circuit  is     to     I 
expected. 

Inasmuch  as  the  manholes  are  the  lowest  points  of  the  sul 
way,  it  is  essential  to  provide  for  drainage,  by  connecting-  th 
bottoms  of  each  of  the  vaults  with  the  sewers,  by  the  means  c 
an   ample    drain-pipe    provided   with   a    catch-basin    and   trap.  I 


precautions  of  this  kind  are  omitted,  it  frequently  happens  that 
in  heavy  rainfalls  the  conduit  becomes  flooded,  and  the  circuits 
much  injured.  This  provision  is  of  paramount  importance  in  sub- 
ways containing  uninsulated  circuits.  If  lighting  circuits  are  rea- 
sonably convenient  of  access,  it  is  well  to  arrange  in  the  vaults 
provision  for  incandescent  lamps,  as  by  this  means  workmen  are 
afforded  reasonable  illumination  for  the  prosecution  of  their  work, 
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ind  all  of  the  dangers  attendant  upon  lanterns,  or  other  methods 
)t  lighting,  are  avoided.  While  the  manholes  are  in  use  by  the 
Turkmen,  it  is  necessary  to  provide  some  method  of  protection 
to  prevent  travel  in  the  street  from  being  injured  by  falling  into 
the  manhole,  and  also  to  prevent  injury  occurring  to  the  workmen 
from  causes  of  this  kind.  It  is  common  to  arrange  a  circular  iron 
pipe  guard,  so  designed  as  to  be  readily  folded  up.  The  guard 
can  be  unfolded  and  secured  by  setting  inside  the  iron  ring  forming 
tk  manhole ;  and  then  a  suitable  red  flag,  lantern,  or  other  signal 
an  be  attached  in  order  to  call  the  attention  of  the  passer-by  to 
the  fact  that  the  street  is  open  at  these  points. 
As  an   example  of  manhole  construction,   Fig.   112   is  from   a 


Fl§.  773.    New  York  Subway  Manhole. 

photograph  of  the  terminal  manhole  of  a  large  underground  sys- 
tem. The  subway  may  be  seen  entering  the  wall  of  the  manhole, 
the  lower  rows  of  ducts  being  filled  with  cables  that  in  the  fore- 
ground turn  and  run  upward  into  the  station  above. 

As  additional  illustration,  the  vault  of  the  Johnstone,  Fig.  104, 
2  splendid  but  expensive  device,  and  that  of  the  Callender  Solid 
System,  Fig.  109,  may  be  consulted. 

The  typical  manhole  adopted  for  New  York  subways,  arranged 
lorhigh  tension  current  distribution,  is  shown  in  Figs.  91  and  113. 
in  Fig.  113  the  cross-section  of  the  construction  is  shown,  indi- 
^^Z  a  brick  or  iron  chamber,  into  which  the  iron-pipe  ducts 
°P^-  Special  attention  is  given  to  the  method  of  securing  the 
^ver  in  order  to  hermetically  seal  the  chamber.     The  device  con- 
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sists   in  a  heavy  iron  frame  carrying  two   covers  —  an   inner    and 
an   outer   cover.     The    inner   cover   rests   upon    an   elevated    ring ; 
tightness  being  secured  by  means  of  a  circular  cylindrical    gasket  ; 
the  cover  being  forced   into  place  by  means  of  the  screw    6,    and 
cross-piece    b'.       Drainage    is    secured    by   connecting    the     g-utter 
formed  by  the  elevated  ring  to  the  sewer  by  means  of  the    pipe   P. 
The    structure  is  completed  by  the  addition   of   the   street    cover. 
The   perspective    view    of 
this   method    of    construc- 
tion is  shown  in   Kig.  91, 
wherein  the    arrangement 
for  aiding   the  ventilation 
of  the  subways  by  means 
of   a  large  air-pipe    placed 
parallel  to,  and  in  the  same 
trench  with,  the  ducts,  will 
be    noted.      The  air-pipes 
extend    from    the     blower 
stations  and  connect  with 
the     various      manholes  ; 
maintaining       throughout 
the  subway  system  a  pres- 
sure slightly  in   excess   of 
that   of    the    atmosphere, 
thus    preventing    the    in- 
gress of  gas. 

184.  JuBotion-Box  for 
Underffround    Bailway 

tiliuan  i/uncllon-Box. 

Feeds.  —  A  large  system 
of  underground  distribution  has  recently  been  installed  in  Phila- 
delphia, in  connection  with  the  substitution  of  electricity  for  animal 
power  upon  the  street  railway  lines. 

The  conduits  consist  of  cement-lined  iron  pipes,  set  in  concrete. 
The  main  subway  from  the  station  consists  of  eight  pipes,  three 
inches  in  internal  diameter,  laid  two  feet  deep,  and  intended  each  to 
carry  two  No.  0000  lead-covered  cables.  The  manholes  are  placed 
at  suitable  distances,  to  enable  careful  and  efficient  handling  of  the 
wires,  and  to  allow  the  railway  company  to  make  any  combination 
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a  rearrangement  of  the  circuits  of  the  different  streets,  as  may  be 
i  Amd  advisable.  The  accompanying  illustration,  Fig.  114,  includes 
:fae  design  of  a  manhole  which  has  been  worked  out  in  admirable 
fashion  for  this  purpose. 

A  circular  iron  chamber  is  arranged,  carrying  six  inlets,  some- 
ming  in  the  shape  of  a  six-point  star.  Each  of  the  inlets  consists 
c^  a  stuffing-box,  through  which  the  cable  is  introduced  into  the 
Literior  of  the  manhole  by  means  of  a  water-tight  joint,  to  which 
ik  duct  of  the  subway  is  hermetically  attached.  All  of  the  cables 
thus  open  into  the  box,  and  may  obviously  be  arranged  or  changed 
in  any  desired  manner.  The  cover  of  the  box  is  firmly  locked  in 
place  by  means  of  bolts  and  a  water-tight  gasket. 

186.  Introduction  of  Cironits.  —  After  the  completion  of  the 
underground   structure,  the  introduction  of  the  circuits  becomes  a 
Darter  for  consideration.     This  is  accomplished  by  the  process  of 
"Todding."     The  workmen   are   supplied  with  a  number   of   light- 
jointed  pine  sticks,  about  |"  in  diameter,  and  from  3  to  4  ft.  in 
length.    These  rods  are  equipped  with  a  screw  or  bayonet  joint  at 
tither  end,  that  they  may  be  successively  jointed  together  in  series. 
Upon  entering  the  manholes,  the  operator  proceeds  to  connect  up  one 
or  two  lengths  of  these  sticks  or  rods,  and  pushes  them  through  the 
cuct  of  the  subway,  into  which  it  is  proposed  to  introduce  the  circuit. 
By  successive  additions  to  the  rod,  it  may  be  thus  shoved  entirely 
through  the  duct  into  the  next  adjacent  manhole.     Connection  is  thus 
obtained  between  the  two  manholes,  whereby  a  rope  or  wire  may  be 
extended  through  the  duct.     As  soon  as  this  is  accomplished,  the 
Teel  upon  which  the  conductor  is  wound  is  placed  over  the  opening 
into  one  of  the  manholes,  and  cables  lowered  into  the  vault  around 
a  large-sized  sheave  or  pulley,  and  introduced  into  the  duct.     The 
cible  is  then  attached  to  the  rope,  and  hauled  through  the  duct  from 
one  manhole  into  the  next  one ;  the  necessary  traction  being  sup- 
plied by  means  of  a  fall  and  windlass  located  at  the  farther  vault. 
Thus  length  after  length  of  circuit  may  be  introduced,  until  the 
entire  quantity  is  laid.     The  different  lengths  may  be  then  spliced 
so  as  to  form  a  continuous  circuit. 

186.  Pneumatic  Roddingr.  —  Where  it  is  desired  to  rod  a  num- 
herof  ducts  extending  between  two  adjacent  manholes,  the  process 
°^y  be  very  greatly  facilitated  by  the  recently  devised  method  of 
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"  Pneumatic  Rodding."  The  workmen  in  one  manhole  are  furnished 
with  a  "  dart,"  which  is  a  spool-shaped  piece  of  wood  about  six  inches 
long,  having  a  leather  washer  on  each  end,  arranged  to  make  the 
dart  fit  tightly  into  the  ducts.  The  rear  end  of  the  dart  carries  a 
ring  to  which  a  light  cord  is  attached,  loosely  coiled  on  the  bottom 
of  the  manhole.  At  the  more  remote  manhole,  the  workmen  are 
provided  with  an  air-pump  capable  of  being  fitted  over  the  mouth  of 
the  duct.  The  dart  being  placed  on  the  mouth  of  the  duct,  a  few 
strokes  of  the  air-pump  produce  sufficient  vacuum  to  cause  the  dart 
to  fly  swiftly  through  the  duct,  dragging  the  cord  after  it,  a  few 
seconds  of  time  being  all  that  is  required  to  perform  the  operation. 

187.  Gas.  —  Perhaps  the  greatest  danger  to  which  underground 
subways  are  exposed  is  the  accumulation  of  illuminating  gas,  either 
in  the  ducts  or  in  the  vaults.  The  pipes  forming  the  gas-plants, 
ramifying  through  the  streets  of  all  the  larger  towns,  are  usually 
constructed  of  cast  iron,  which  permits  a  considerable  leakage  of 
gas  directly  through  the  material  of  the  pipe  itself.  In  addition 
to  this,  the  leaky  joints  and  service-pipes  are  sufficient  to  completely 
impregnate  the  soil  of  the  streets  with  illuminating  gas.  In  fact, 
the  statistics  of  some  cities  show  that  the  gas  companies  are  un- 
able to  account  for  some  15  to  20  per  cent  of  the  gas  manufac- 
tured by  them,  this  loss  being  almost  entirely  ascribed  to  street 
leakage.  The  vaults  and  ducts  of  the  subways  form  convenient 
places  for  the  accumulation  of  the  gas,  which  collects  in  them  by 
percolating  through  the  soil.  In  the  early  days  of  subway  construc- 
tion, many  serious  accidents  happened,  either  from  asphyxiation  of 
the  workmen  entering  the  vaults  for  the  purpose  of  drawing  in,  or 
making  changes  in,  the  circuits,  or  from  veritable  explosions  in  the 
subways,  due  to  the  gas  forming  explosive  mixtures  with  the  atmos- 
phere, and  chancing  to  ignite  from  some  accidental  spark.  To 
obviate  casualties  from  this  cause,  it  is  now  customary  to  provide 
all  of  the  important  subways  with  means  of  ventilation,  two  plans 
having  been  adopted  which  have  proved  fairly  successful. 

First.  —  The  least  expensive  method  consists  in  grading  each 
subway  between  adjacent  manholes,  so  that  the  ducts  shall  have  a 
slight  fall  from  one  manhole  to  the  next.  In  order  to  provide  for 
a  reasonably  uniform  grade  throughout  the  entire  subway,  sections 
between  the  manholes  can  be  arranged  so  that  two  adjacent  sections 
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p:ade  into  the  manhole,  and  the  next  two  grade  azvay  from  the  man- 
hole. Then,  if  the  cover  of  the  vault  is  arranged  with  suitable 
•  penings,  so  as  to  provide  a  chance  for  the  entrance  of  air,  it  is  found 
that  the  subways  will  keep  fairly  pure,  in  cases  where  the  gas  leak- 
age into  the  soil  is  not  too  rapid  or  excessive. 

Second.  — The  method  of  ventilation  which  is  perhaps  the  surest, 
3ilhough  the  most  expensive,  requires  the  installation  of  one  or  more 
ventilating  plants  at  various  points  along  the  subway.     Under  these 
circumstances  no  particular  attention  need  be  paid  to  grading  the 
crmduit,  excepting  for  purposes  of  drainage  ;  and  the  vault  covers, 
instead  of    being  rendered  open  to   the  atmosphere,   are  made   as 
nearly  air-tight  as  is  practicable.      At  the  ends  of  the  subway,  or 
if  the  length  of  the  underground  construction  requires  it,  at  several 
htermediate  points,  ventilating  plants  are  arranged,  consisting  of  air- 
blowers  driven  by  some  form  of  prime  mover,  which  constantly  forces 
"mio  the  subway  quantities  of  fresh  air.     At  first  sight  it  would  seem 
as  if  it  were  essential  to  keep  a  steady  flow  of  air  through  the  sub- 
way, in  order  to  clear  the  ducts  of  the  accumulation  of  gas ;  but,  on 
the  contrary,  the  attempt  of  the  ventilating  plant  is  to  produce  a 
pressure  in  the  subway  which  is  a  little  greater  than  that   of   the 
atmosphere.     Under  these  circumstances  the  incursion  of  gas  into 
the  subway  is  prevented  from  the  mere  fact  that  the  pressure  there 
being  greater  than  that  of  the  exterior  atmosphere,  causes  the  gas 
to  flow  away  from  and  not  toward  the  subway.     Under  these  circum- 
stances, the  air  which  is  forced  in  finds  a  natural  outlet  through  the 
porosity  of  the  soil  itself. 

188.  Electric  Railway  Conduits.  —  The  extension  of  the  elec- 
tric railway  is  proving  one  of  the  most  important  factors  in  electric 
distribution ;  and  probably  this  method  of  propulsion  would  have 
attained  a  still  greater  expansion  could  some  successful,  and  at  the 
same  time  economical,  form  of  substructure  be  devised  which  would 
idieve  city  streets  of  the  overhead  conductors  that  are  essential  to 
the  trolley  system.  Long  since  the  railway  feeds  were  placed  under- 
ground, either  by  means  of  armored  insulated  cables,  or,  more  eco- 
nomically and  equally  successfully,  by  placing  bare  wire  mains  in 
vooden  conduits  insulated  with  asphalt,  after  the  fashion  of  the 
Callander  Solid  system.  There  yet  remains  the  trolley  wire,  which 
wfarmay  be  practically  said  to  have  resisted  all  attempts  at  removal. 
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Many  extensive  and  expensive  experiments  have  been  tried  with  vai 
ous  forms  of  underground  structures,  intended  to  carry  the  trollc 
conductor  beneath  the  surface  of  the  street.  Generally  speaking 
these  attempts  may  be  so  far  stated  to  have  been  failures  ;  for  tin 
difficulties  encountered  in  securing  requisite  insulation,  providing  fo 
surface  drainage,  and  allowing  successful  contacts  with  the  motors 
have  been  too  great  for  inventors  entering  the  field.  In  favorabJt 
locations  it  is  undoubtedly  possible  to  construct  a  successful  street 
railway  substructure,  yet  the  additional  expense  of  the  conduit   is  so 
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great,  and  the  advantages  to  be  derived  from  its  use  so  few,  that  little 
or  no  headway  is  likely  to  be  made  in  this  direction  as  long  as  the 
remotest  possibility  exists  of  obtaining  an  overhead  franchise.  Three 
or  four  electric  roads  in  Europe,  and  perhaps  as  many  more  in  this 
country,  are  running  upon  underground  systems ;  but  as  yet  the 
electrical  railway  conduit  has  hardly  transcended  the  experimental 
stage. 

189.  The  Buda-PeBth  Conduit.  —  The  line  at  Buda-Pesth  was  a 
pioneer  European  experiment.  The  mechanical  details  are  indicated 
in  Fig.  115,  from  which  it  will  be  seen  that  the  construction  resem- 
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Wes  a  cable  road  design,  the  conductors  being  angle  bars  supported 
on  the  yokes,  as  at  B.  The  Blackpool  conduit  is  shown  at  A,  Fig. 
115.  The  conductors  are  copper  bars,  as  at  FF,  supported  on 
special  insulators  attached  to  each  side  of  the  conduit.     The  details 


fig.  lie.     TKt  Manolllt  ComluSt. 

of  these  are  shown  at  P,  and  a  general  view  of  the  track  at  C. 
From  the  car  the  device  for  contact  is  a  bar  extending  through  the 
slot,  carrying  two  shoes  pressing  on  the  conductors. 

190.  The  Waller  and  Manville  System.  —  This  is  constructed 
M  shown  in  Fig.  116,  the  upper  illustration  indicating  the  arrange- 
ment where  a  single  conductor  is  used,  while  the  lower  one  gives  the 
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design  for  a  metallic  circuit.  The  conduit  consists  of  a  rectangulaj 
cement  trough  placed  under  the  rails.  On  the  under  side  oi  tbt 
roof  a  series  of  insulators  is  suspended  carrying  peculiar  projecting 
arms  FF.  The  conductors  are  heavy  copper  rods  that  nominally  lie 
upon  the  supporting  projections  FF.  The  plow  or  trolley  hangs 
from  the  car  by  means  of  a  bar  passing  through  the  slot  between  the 
rails,  and  is  adjusted  at  such  a  height  as  to  run  clear  of  the  insulators 
FF.  The  trolley  carries  triangular  grooves  which  engage  the  copper 
conductors,  lifting  them  off  the  insulators  in  much  the  same  fashion. 


Flf.  117.    Tin  Loot  CooiuH. 

as  it  runs  along,  as  the  grip  of  a  cable  car  raises  the  cable  from  its 
supporting  sheaves. 

191.  The  Love  Conduit.  —  In  this  country  two  pieces  of  rail- 
way conduit  ha\c  been  constructed  by  the  Love  Electric  Traction 
Company,  one  in  Chicago  and  one  in  Washington.  These  experi- 
ments are  reported  to  be  giving  fair  satisfaction.  The  general  plan 
of  the  conduit  is  seen,  from  Fig.  117,  to  be  modeled  after  the  usual 
cable  railway  design. 

The  yokes  arc  of  cast  iron,  spaced  about  every  4  ft.,  and  weigh 
260  lbs.  each.  They  are  mounted  on  concrete  foundations  ;  and 
concrete  is  employed  about  the  sides  of  the  conduit,  the  lining 
being  of  cast  iron.     The  depth  of  the  conduit  is  20",  and  it  has  a 
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maximum  width  of  14".  The  width  of  the  slot  is  f".  The  rails 
j'c  grooved,  weigh  62  lbs.  to  the  yard,  and  are  bolted  directly  to 
\k  yokes.  The  slot  rails  are  of  an  inverted  U  shape,  and  have 
3  long  lip  or  flange  extending  into  the  conduit,  which  protects  the 
:aductors  from  water  and  other  debris  which  might  fall  into  the 
:niliiit.  The  manholes  are  located  every  100  ft.,  being  drained  by 
•*i  pipe.  A  complete  metallic  system  of  conductors  is  used.  The 
:»nductors  are  of  hard-drawn  copper,  |"  in  diameter,  and  are  sup- 
j-  red  by  a  special  type  of  insulator,  and  protected  from  accidental 
grounding  by  water,  etc.  The  conductors  are  made  in  sections,  of 
wires  connected  every  500  ft.  by  couplings  which  allow  for  contrac- 


t/or. / 16.    Lenox  Aoenue  Conduit 

tion  and  expansion.  They  are  supported  from  the  yokes  by  clamp 
insulators,  which  fit  into  longitudinal  grooves  on  each  side  of  the 
conductors,  making  an  uninterrupted  surface  on  the  under  side  of 
the  latter  for  the  trolley  wheel.  The  trolley  or  plow,  shown  in  the 
illustration,  carries  two  wheels  which  run  along  the  under  side 
of  the  conductors.  Each  wheel  is  mounted  on  a  swinging  bracket, 
and  is  held  against  the  conductor  by  a  spring,  so  that  a  perfect  con- 
nection is  secured. 

192.   The  Lenox  Avenue  Conduit. —  As  indicative  of  the  prob- 
able development  of  the   electrical   railway  conduit.   Fig.  118   is  a 
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cross-section  of  a  conduit  which  it  is  proposed  to  place  on  Lenox 
Avenue,  New  York  City.  The  cable  railway  type  of  construction  is 
proposed,  consisting  of  yoke  frames  embedded  in  concrete.  The 
conductors  are  channel  irons,  and  are  supported  upon  a  series  of 
soapstone  insulators  set  in  the  manholes,  which  are  reported  to  be 
placed  every  30  ft.  along  the  road.  Contact  is  made  with  the 
channel  iron  conductors  by  means  of  a  plow  carrying  two  rubbing 
contacts  that  bear  upon  the  conductors. 

193.  Metallic   Conduits  and  Cable   Sheaths  for  Altern&'tirigr 
Currents.  —  With   the  extending  tendency  to   transmit   energy    by 
means  of  alternating  currents,  the  question  of  the  effect  of  metallic 
sheaths  for  conductors,  or  metallic  structures  for  conduits,  assumes 
considerable  importance.      Lead  and  iron  are  the  only  metals   that 
have  so  far  been  used  for  this  purpose.     The  impedance  to  which  any 
alternating  current  is  subjected,  is  greatly  affected  by  the  magnetic 
permeability  of  the  medium  surrounding  the  conductors  ;   and  also 
depends  upon  the  mechanical  disposition  of  the  media.     Conductors 
which  are  sheathed  with  metal  so  disposed  as  to  form  a  closed  circuit 
have  the  impedance  factor  largely  increased.     Iron  sheaths  still  fur- 
ther augment  it.     If  all  the  constants  of  a  circuit  are  known,  it  is 
possible  to  calculate  the  impedance ;  but  the  value  of  many  of  the 
factors,  however,  is  still  quite  uncertain.     Some  French  experiments 
upon   lead-covered   cables  and   currents  at  a  frequency  of  100    per 
second  show  the   conductors  to   be    subjected  to  a  loss   of  energy 
varying  from  1  to  2  per  cent.     With  iron  sheaths,  from  5  to  10  per 
cent  loss  is  reported,  with  one  extraordinary  instance  of  a  35  per  cent 
loss.     While  this  subject  needs  much  more  investigation,  it  is  cer- 
tainly safe  from  present  appearances  to  relieve  alternating  circuits 
from  the  presence  of  metallic  surroundings. 


TII£  CONSTRUCTION  OF  UNDERGROUND   CIRCUITS,  175 


CHAPTER   \\ .— Co7ttinued. 

THE  COlfBTRUCnON  OF  UNDERGROUirD   CIRCITITS.    (Contdnned.) 
PART  IL  —  CABLES   AND   CONDUIT  CONDUCTORS. 

Art.  194.  Conduit  Conductors.  —  For  all  underground  circuits, 
excepting  such  as  are  designed  to  go  into  conduits  arranged  for  bare 
conductors,  some  special  form  of  insulation  is  essential  in  order  to 
maintain  the  electrical  integrity  of  the  circuits.  To  accomplish  this 
end,  various  designs,  leading  toward  the  formation  of  the  conductor 
into  cables,  have  been  invented. 

196.  Armored  Cables.  —  The  Siemens  Cables.  —  The  earliest 
attempts  toward  the  construction  of  underground  circuits  consisted 
"m  the  mere  excavation  of  a  trench  through  the  street,  into  which 
the  insulated  cable,  carrying  the  distributing  circuits,  was  placed. 
Experience  demonstrated  that  it  was  difficult  to  build  a  cable  with 
sufficient  mechanical  strength  to  be  self-protective  against  destruc- 
tive influences  constantly  at  work  to  cause  the  deterioration  of  street 
structures.  Even  the  best  armored  cables  are  liable  to  be  ruined  by 
a  single  stroke  of  the  pickax ;  so  additional  precaution  was  needed, 
ikvis  causing  the  development  of  the  more  modern  types  of  sub- 
way structures.  The  armored  cable,  however,  is  by  no  means  to  be 
despised  as  a  method  of  underground  distribution.  On  the  con- 
trary, the  entire  system  adopted  by  the  Siemens  Bros,  is  based  upon 
a  superior  construction  of  the  cable  (provided  with  ample  protection 
against  damage),  laid  directly  in  trenches  excavated  under  the  pave- 
ment in  the  street.  The  Siemens  cable  is  of  the  concentric  type ; 
that  is,  the  two  conductors  forming  the  circuit  are  not  laid  side  by 
side,  but  are  arranged  one  inside  the  other,  separated  by  the  appro- 
priate insulating  material.  Two  advantages  accrue  from  this  method 
of  construction,  one  being  a  notable  saving  of  space,  insulating  mate- 
rial, and  cost  of  manufacture,  and  the  other  the  practical  impossibility 
of  forming  a  short  circuit  with  any  exterior  object,  thus  affording 
an  immunity  against  fire  risks  or  injuries  to  workmen.     Three  of 
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the  most  valuable  forms  of  concentric  cable  are  shown  in  Figs.    1  lO, 
120,  and  121. 

Cable  No.  1,  Fig.  119,  is  used  by  the  electric  light  installations 


Flq.  rrp.    SItmtns  I 


in  the  Theater  du  Chatelet,  and  the  Op^ra  Comique,  Paris.     Thi.s 
cable  has  a  central  conductor  of  til  wires,  each  of  three  millimeters 


Fig.  t20.    Eiltoa  CabI:  Parli 


in  diameter,  separated  by  a  layer  of  rubber  five  millimeters  (-^  of 
an  inch)  in  thickness,  outside  of  which  is  placed  a  surrounding  con- 
ductor composed  of  22  strands,  each  of  7  wires,  \-^^  millimeters  in 
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cameter.  A  second  coating  of  india-rubber,  covered  with  a  lead 
^Kalh,  completes  the  cable. 

Cable  No.  2,  Fig.  120,  is  the  cable  used  by  the  Secteur  Edison 
in  Paris,  that,  in  addition  to  the  concentric  conductors  and  lead 
sheath,  is  provided  with  a  steel  wire  armor. 

Cable  No.  3,  Fig.  121,  is  a  special  cable  used  by  the  Siemens 
Bros,  on  the  five-wire  system  that  they  have  established  in  Paris. 

1  and  2  are  the  concentric  conductors ;  3  the  balancing  main, 
0  which   allusion   will  be   made   in   the  chapter  on  parallel   distri- 


fif.  131.    SltiHtat  ConetRlr/p  Cailt.     Ho.  3. 

Won;  a,  b,  and  c  insulation  ;  B  lead  covering;  J  jute;  A  asphaltum 
insulation  ;  and  E  iron  armor. 

The  mains  are  laid  by  merely  excavating  a  trench  in  which  a  bed 
of  sand  is  placed  for  the  reception  of  the  cable. 

The  methods  of  making  service  connections  are  indicated  in  Fig. 
122,  being  very  similar  to  the  Edison  system  adopted  in  this  coun- 
try. In  order  to  protect  the  cable  from  excavators,  it  is  customary 
lo  lay  directly  over  the  mains  a  layer  of  plank  or  a  length  of  iron- 
m  netting.  While  the  iron-wire  netting  may  call  the  attention  of 
ttie  excavator  to  the   presence  of  the  structure  beneath   him,  the 
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plank  is  found  to  be  by  far  the  most  sufficient  protection,  inas- 
much as  it  actually  prevents  pick  or  shovel  from  cutting  through 
and  coming  in  contact  with  the  cable. 

196,  The  Ediaon  System.  —  Under  this  system,  bare  conductors 
are  inclosed  in  an  iron  pipe,  protected  by  an  insulating  compound, 
the  iron  pipe  having  ample  strength   to  protect  the  circuits    from 


external  injury.  The  Edison  circuit  is  formed  by  inclosing  in  a 
Iti-ft.  length  of  iron  pipe,  about  3"  in  diameter,  three  copper  con- 
ductors of  appropriate  size.  These  conductors  are  separated  from 
each  other  by  winding  each  one  with  a  loose  spiral  of  jute  or  cotton 
yarn  of  sufficient  thickness  to  insure  the  separation  of  each  individ- 
ual rod  from  any  of  its  neighbors,  and  from  the  exterior  pipe.  The 
three  copper  rods,  after  having  been  wound  in  this  fashion,  are 
bundled  together,  and  slipped  inside  of  a  length  of  iron  pipe.     When 
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the  rods  are  in  position  the  pipe  is  poured  full  of  a  melted  special 
r.^ubting  compound,  that,  on  cooling  and  hardening,  holds  the  con- 
iuctors  firmly  in  their  place.  As  soon  as  the  insulating  material 
his  hardened,  the  completed  section  of  pipe,  with  its  three  con- 
■ijctors,  is  carefully  tested,  and,  if  found  satisfactory,  becomes  a 
ujmplete  section.  All  of  the  Edison  underground  plant  is  planned 
r.jti  the  three-wire  system.  Four  different  sizes  of  pipe,  carry- 
ing correspondingly  different  sized  conductors,  are  in  common  use, 
and  are  as  follows  :  — 

U"  pipe  containing  80  M  to  120  M  circular  mils  of  conductor. 
2"  pipe  containing  150  M  to  300  M  circular  mils  of  conductor. 
2i"  pipe  containing  350  M  to  600  M  circular  mils  of  conductor. 
3''   pipe  containing  700  M  to  one  million  circular  mils  of  conductor. 

The  cross-sections  of  the  various  sizes  of  electrical  tube  are 
shown  in  Fig.  123.  To  lay  the  mains,  excavation  is  made  in  the 
street  just  under  the  surface  of  the  pavement.  Successive  lengths 
^  appropriate  size  electrical  tubes  are  then  laid  loosely  along  the 
totom  of  the  trench ;  each  successive  length  is  connected  to  its 
neighbor  by  means  of  a  junction-box  shown  in  Figs.  123  and  124. 

In  the  illustrations  it  will  be  seen  that  the  two  ends  of  the  pipe 
enter  an  egg-shaped  casting  through  two  water-tight  sleeves  at 
either  end  of  the  oval.  Inside  of  the  casting,  the  separate  con- 
Guctors  are  joined  by  connectors  formed  of  heavy  copper  rope. 
The  connectors  are  screwed  to  the  conductors  by  means  of  set 
screws  running  through  copper  castings  on  the  ends  of  the  con- 
Wing  rope.  After  the  connectors  are  in  place,  they  are  thor- 
^'Jghly  soldered  to  the  ends  of  the  mains,  thus  making  the  electrical 
;oint.  The  covering  of  the  egg-shaped  casting  is  screwed  down 
'-^pon  the  lower  half ;  and  by  means  of  a  small  hole  in  the  top  of 
tte  casting,  the  whole  of  the  box  is  filled  full  of  melted  insulating 
compound,  thus  forming  an  absolutely  water-tight  joint.  To  con- 
nect the  consumer  to  the  main  line,  a  junction-box  is  provided 
^Kich  takes  the  place  of  the  ordinary  connecting-box  joining  the 
ends  of  the  two  successive  pipe  lengths.  Fig.  124.  The  service-box 
^5 essentially  the  same  as  the  junction-box,  with  the  exception  that  it 
"3s  three  outlets  instead  of  two,  the  third  outlet  forming  a  means 
weby  a  third  electrical  tube    may   be   carried    from    the    street 
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main  to  the  inside  of  the  wall  of  the  premises  of  the  consumei-. 
At  various  points  along  the  underground  net-work,  large  disti-it>- 
uting-boxes  are  placed,  into  which  all   of   the   mains   from    several 
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adjacent  streets  extend.  By  means  of  the  flexible  connections 
shown  in  Figs.  124  and  125,  any  desired  combination  or  rearrange- 
ment of  the  circuits  may  be  effected.  The  ser\'ice-box  also  forms 
a  ready  means  of  testing  and  inspecting  all  of  the  circuits  so  as 
to  insure  their   adequate    and    proper    maintenance.      The    Edison 
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yi!em  of  conduit  has  in  this  country  received  very  large  develop- 
:nent,  a  great  proportion  of  our  cities  being  supplied  with  incan- 
descent lights  by  means  of  this  system.     The  Edison  system  presents 


the  advantage  that  all  the  work  of  manufacture  can  be  done  in  the 
factory  by  machinery,  by  skilled  labor,  and  under  the  supervision 
nf  thoroughly  competent  inspectors.  The  street  work  simply  con- 
sists in  excavating  an  exceedingly  shallow  trench,  and  laying  the 
niains  loosely  along  the  bottom   o£  it,  and   in   suitably  connecting 
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the  ends  of  the  adjacent  tubes.  While  the  Edison  system  is  one 
of  the  most  admirable  that  has  been  devised,  it  is  obvious  that  it 
entails  considerable  expense  on  account  of  the  necessity  of  providing 
each  group  of  mains  with  a  separate  iron  pipe. 

197.  The  Ferranti  Mains.  —  A  description  of  cable  systems 
would  not  be  complete  without  reference  to  the  method  success- 
fully put  into  practice  in  London  by  Mr.  Farrantl,  involving  trans- 
mission of  alternating  currents  at  a  potential  of  10,000  volts. 
Present  practice  would  but  rarely  justify  such  pressures,  but  t\\e 
time  may  not  be  far  distant  when  this  amount  will  be  frequently 
exceeded.  The  Ferranti  mains  consist  of  two  concentric  copper 
tubes,  A  and  E,  Fig.  126,  separated  by  half  an  inch  of  paper,  O, 
saturated  with  black  mineral  wax,  and  protected  from  injury  by  a 
solid  iron  sheath,  D.     About  thirty  miles  of  these  conductors  have 
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been  made,  and  are  working  from  the  Deptford  Station  in  London. 
The  greater  proportion  of  these  conductors  are  designed  to  carry 
250  amperes,  and  consist  of  an  inner  tube  -^g"  in  diameter,  giv- 
ing a  cross-section  of  one-fourth  of  a  square  inch.  This  is  separated 
from  the  outer  tube  by  the  requisite  paper  insulation,  while  in  turn 
the  outer  tube  is  similarly  separated  from  the  iron  sheath.  A  lon- 
gitudinal and  cross-section  of  the  main  is  indicated  in  Fig.  126. 

The  chief  point  of  interest  lies  in  the  construction  of  the  joints 
in  order  that  both  the  requisite  insulation  and  conductivity  should  be 
secured.  For  convenience  in  handling,  the  mains  are  made  in  20-ft. 
lengths;  and  the  ends  of  each  piece  are  turned  to  form  long  conical 
male  and  female  sockets,  as  exhibited  at  A  in  the  illustration.  When 
the  mains  are  laid,  the  successive  lengths  are  forced  into  accurate 
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contact  by  a  hydraulic  jack.  The  inner  conductors  are  joined  by  a 
copper  plug  a,  while  the  outer  ones  are  connected  by  a  copper  sleeve 
G,  that  is  secured  by  corrugating  the  sleeve  onto  the  mains. 

198.  Telegraph  Gables.  —  For  underground  telegraph  work,  the 
cable  is  usually  made  by  twisting  together  a  sufficient  number  of 
carefully  insulated  wires  to  form  the  desired  number  of  circuits. 
The  wire  chosen  for  the  purpose  is  usually  some  one  of  the  better 
forms  of  rubber-covered  wire,  to  attain  the  requisite  insulation.  By 
means  of  twisting-machines,  the  conductors  are  laid  up  into  a  flex- 


Fiq.  126.     The  Ferranti  Mains. 

ibie  rope,  which  is  afterwards  covered  with  one  or  more  layers  of 
heavy  braid,  treated  with  an  insulating  compound,  in  order  to  retain 
the  circuits  in  their  appropriate  positions.  Cables  of  this  description 
may  be  made  of  any  desired  size,  and  supplied  with  circuits  of  either 
large  or  small  wire,  at  the  pleasure  of  the  designer.  For  an  addi- 
tional mechanical  protection,  they  may  be  subsequently  supplied  with 
either  a  lead  sheath  or  an  armor  of  iron  or  steel  wire.  This,  how- 
e\'er,  is  rarely  necessary,  excepting  where  specially  severe  service  is 
to  be  expected. 

199.  Subcuiueous  Cables.  —  Cases  frequently  arise  where  it  is 
necessary  to  cross,  with  an  electrical  circuit,  a  stream  or  other  body 
of  water.  Under  these  circumstances,  a  cable  specially  prepared 
is  necessary,  to  resist  the  greater  severity  of  the  service.  The  cir- 
cuits may  be  arranged  as  already  described  for  ordinary  telegraph 
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cables,  due  care  being  observed  to  proportion  the  copper  cross-sec- 
tion for  the  work  which  the  cable  is  called  upon  to  perform.  After 
the  circuits  are  laid  up,  it  is  necessary  to  afford  the  cable  a  much 
greater  protection  than  is  essential  for  ordinary  underground  lines. 
To  this  end  subaqueous  cables  are  frequently  supplied  with  t-wo  or 
more  sheaths,  in  order  to  make  them  absolutely  waterproof,  and  then 
are  supplied  with  an  additional  armor  of  iron  or  steel  wire,  which  is 
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braided  over  the  surface  of  the  sheaths.  For  submarine  telegraph 
work,  the  lead  sheaths  usually  are  omitted,  as  sufficient  insulation 
can  be  obtained  by  covering  the  wire  with  a  number  of  layers  of 
insulating  compound.  The  steel  armor,  however,  is  an  absolute 
necessity,  in  order  to  protect  the  cable  from  injury  during  the 
period  of  laying,  and  to  protect  it  from  such  destructive  influences 
as  chafing  against  rocks  and  other  obstructions  which  may  be  found 
in  the  bed  prepared  for  it,  and  to  enable  it  to  resist  all  injury  which 
may  be  caused  by  the  keels  or  anchors  of  passing  vessels.     In  espe- 
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ijlly  shallow  water,  extra  precautions  must  be  taken,  as  here  the 
able  is  much  more  liable  to  injury.  Examples  of  submarine  tele- 
^ph  cable  construction  are  exemplified  in  Fig.  127. 

200.  Power  Cirouita.  —  Cables  for  power  circuits  may  be  manu- 
factured of  any  desired  capacity,  and  especially  designed  and  adapted 
:or  particular  cases  of  transmission.  For  copper  cross-sections  which 
arc  less  than  100,000  circular  mils,  it  is  customary  to  use  a  solid 
conductor,  which  is  overlaid  with  several  layers  of  insulating  materiaL 
Fur  sizes  larger  than  this,  the  stranded  conductor  becomes  impera- 
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tlve,  as  the  solid  rod  is  too  stiff  to  permit  of  the  necessary  mechani- 
cal manipulations  that  are  required  for  installation.  The  general 
appearance  of  such  cables  is  indicated  in  Fig.  1 28.  The  practice  of 
drawing  a  lead  sheath  over  cables  of  all  descriptions  is  rapidly  in- 
creasing; as  it  is  found  that  the  continuous  film  of  lead  affords  an 
almost  perfect  protection  to  the  cable,  and  guarantees  to  the  insulat- 
ing material  a  much  longer  life  than  can  be  obtained  in  any  other 
way. 

Experience  has  also  shown   that  paper  thoroughly  impregnated 
with  insulating  compound,  such  as  the  various  tars  or  resins,  forms 
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irials,  provided  paper  can  be  k<_"p 
de  use  of  the  lead  sheath.  JK  ver\ 
ire  now  made  with  paper  insulation 
>n  in  actual  service.     Some   oi    the 

are  shown  in  Fig.  129. 

design  that  could  be  attained  for 
mit.  In  Fig.  130,  from  Nos,  1  to 
ions    are  shown   which   experience 

in  various  forms  of  transmission, 
.e  market  without  the  necessity  for 


dependent  lead  sheath,  while  in 
all  three  of  the  mains.  Nos.  1 
d,  having  from  20,000  to  250,000 
i  no  lead  sheath,  and  solid  con- 
rarely  called  for  excepting  in  small 
are  examples  of  conductors  with 
rior  insulation.  They  are  stranded 
>',  and  may  be  obtained  in  all  the 
;r  strands,  as  in  No.  2,  No.  6,  and 
than  the  coarse  wire  of  No.  -1. 
thed  submarine  cable   designed  for 
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transmission  on  the  three-wire  system.     The  two  large  conductors 
are  intended  for  the  outside  mains,  while  the  smaller  one    fills    the 
office  of  the  third  wire.     The  three  small  conductors  are    intended 
to  ser\'e  as  pilot  wires.     Copper  cross-section,  450,000  mils.  .     Nos.  8, 
9,  and  11  are  feeder  cables,  designed  for  underground  power   distri- 
bution, and  may  be  obtained  up  to  1,000,000  circular  mils.       No.  18 
is  also  a  feeder  cable,  with  an  extra  protection  of  the  lead    sheath. 
Nos.  20  and  22  are  feeder  cables  with  light  insulation,  but    are  only 
intended  for  interior  work  in  dry  locations,  and  not  for  underground 
service.     Copper  section  up  to  1,000,000  circular  mils.     Nos.  13  and 
19   are   examples  of   solid  lead-covered    and  plain  insulated    under- 
ground   cable,  suitable   for  arc-light   service.     Nos.  12  and    15    are 
similar  triple-conductor  cables  of  solid  conductors.    No.  16  is  a  triple- 
conductor  concentric  cable,  with  lead  sheath,  especially  adapted  to 
triphase  transmission,  or  other  high  potential  work. 

202.  Telephone  Cables.  —  For  telephone  service,  cables  are  re- 
quired  which  possess   slightly   different   characteristics   from    those 
which  would  meet   the   specifications   for  telegraphic  or  for   power 
distribution.     In  the  telephone  service,  it  is  found  essential  to  reduce 
the  electrostatic  capacity  to  the  lowest  possible  figure,  in  order  to 
produce  a  conductor  which  shall  have  the  requisite  talking  ability, 
and  also  to  so  arrange  the  conductors  as  to  neutralize  all  the  effects 
of   either  self-induction  between  the  talking  circuits,   or   induction 
produced  by  the  presence  of  neighboring  currents.     To  successfully 
accomplish  these  requisites,  many  experiments  have  been  tried,  pro- 
ducing a  variety  of  cables  that  have  been  more  or  less  successful. 

203.  The  British  Post-Offlce  Cable.  —  A  cable  largely  in  use 
by  the  English  postal  service  is  composed  of  tinned  copper  conduc- 
tors, each  of  three  strands,  aggregating  a  weight  of  about  20  lbs. 
per  mile,  with  a  resistance  of  45  ohms  per  mile.  Each  conductor  is 
covered  with  two  coatings  of  india-rubber,  and  then  taped  with  thin 
india-rubber  coated  cotton,  and  finally  with  ozokerite.  The  conduc- 
tors are  then  twisted  together  in  pairs,  and  laid  up  in  cables  of  the 
required  number,  ser\^ed  with  jute,  and  wrapped  with  stout  asphalted 
tape.  After  the  core  is  thus  completed,  it  receives  an  additional 
coating  of  hemp,  and  another  layer  of  asphalted  tape. 

204.  The  Patterson  Cables.  —  The  Patterson  cables,  made  by 
the  Western  Electric  Company,  are  composed  of  a  number  of  copper 
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j.niuctors,  usually  of  No.  18  or  19  gauge,  which  are  insulated  from 

rich  other  by  being  loosely  wrapped  with  a  spiral  layer  of  paper,  and 

ire  then  protected  by  means  of  a  lead  sheath.     In  the  earlier  cables 

:t  ft-as  thought  necessary  to  secure  the  insulation  by  forcing  liquefied 

^iraffine  into  the  cable,  the  paraffine  being  aerated  with    carbonic 

2cii  gas.     By  this    means  a  very   high    insulation    resistance  was 

nkained,  with  a  notable  reduction  in  electrostatic  capacity  compared 

^:h  the  rubber  cable.     All  cables  of  this  description  are  made  in 

tiinsted  pairs ;  the  respective  conductors,  after  being  insulated,  and 

r^f'Te  being  laid  up  in  the  core,  are  twisted  together  to  give  a  lay 

>:  one  turn  in  some  5"  to  7".     The  entire  core  is  then  formed  by 

aying  up  successive  pairs  of  twisted  conductors  in  a  similar  spiral 

manner.     While  the  use  of  the  aerated  paraffine  was  found  to  be  a 

^rked  improvement,  so  far  as  the   electrostatic  capacity  was  con- 

.^cmed,  over  the  former  methods,  the  cable  was  yet  found  to  present 

2n  objectionable  amount.     To  still   further  reduce  this  feature,  re- 

ixiurse  was  had  to  the  dry-core  cable,  which  simply  consists  in  paper- 

Kered  copper  conductors  laid  up  and  covered  with  a  lead  sheath, 

^th  no  other  form  of  insulation.     By  this  means  a  cable  is  obtained 

X  fthich  the  dielectric  consists  largely  of  air.     Cables  of  this  descrip- 

im  are  made  as  low  as  .06  microfarad  per  mile.     The  objection  to 

this  style  of  cable  lies  in  its  liability  to  injury,  in  case  the  lead  sheath 

is  raptured,  and  the  cable  subjected  to  moisture.     When  the  cables 

re  manufactured,  it  is  customary  to  seal  each  end  of  the  cable  by 

tie  introduction  of  paraffine  or  similar  insulation,  for  a  space  of  a 

few  feet,  in  order  to  prevent    the  incursion  of    moisture  when  the 

cable  shall  be  spliced.     So  long  as  the  lead  cover  remains  intact,  no 

cifiiculty  is  experienced ;  but  a  rupture  of  the  lead  is  sufficient  to 

3diiiit  moisture  to  the  paper  core,  when  by  the  capillary  attraction  of 

^'^e  paper,  the  moisture  is  liable  to  become  distributed  throughout 

tiie  entire  length  of  the  cable,  thus  utterly  ruining  it. 

205.  The  W.  T.  Glover  Cables.  —  The  earlier  cables  manufac- 
^red  by  this  firm  were  designed  for  grounded  circuits,  and  were 
instructed  in  a  manner  to  lessen  and  avoid  cross-talk,  and  termed 
"Anti-Induction  Cables."  The  cable  was  formed  of  the  requisite 
number  of  insulated  wires,  usually  of  No.  18  gauge.  The  wire  was 
of  tinned  copper,  insulated  with  several  thicknesses  of  pure  rubber 
5%  and  served  with  prepared  tape.     A  number  of  the  wires  in  the 
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cables  were  then  coated  with  a  continuous  layer  of  tin-foil,  and  placec 
in  definite  positions  in  the  cable,  with  regard  to  the  remainder  of    the 
conductors.     Inasmuch  as  the  location  of  the  wires  covered  with  lead 
foil  was  accurately  known,  they  serv^ed  as  a  means  of  locating"    tlno^ 
positions  of  the  other  circuits.     The  arrangement  of    the  wires    in 
the  cables  also  was  such  that  the   lead   foils  were  all   in  electrical 
contact.     The  core  thus  formed  was  further  protected  by  means  of    a 
lead  sheath  arranged  to  come  in  contact  with  the  previously  sheathed 
conductors.     As  a  result,  all  of  the  sheaths  were  grounded  by^  bein^ 
connected  to  the  exterior  coating.     This  arrangement  of  sheathing 
was  designed   to  intercept  induced  currents,  and  protect  the    cah^e 
from   cross-talk   and   the  other  effects  of  induction.     To  design    a 
cable  for  metallic  circuits,  a  new  form  was  arranged  that  has    been 
termed  the  "Magpie  Cable."     This  consists -of  a  number  of    wires 
arranged  in  double  pairs.     The  wires  are  insulated   in   the  manner 
already  described.     The  arrangement  of  the  conductors  is  such  that 
the  wires  are  laid  up  in  strands  of  four,  one  of  each  pair  in  each 
strand  being  covered  with  white  tape  and  the  other  pair  with   black, 
thus  serving  as  a   means  of  distinguishment,  in  order  that  the  ap- 
propriate conductors   may  be   readily   picked    out    and    assigned    in 
arranging    the    circuits.      While    these   cables    have    found    a    wide 
introduction,  the  lead  sheath  and   tin-foil  wrapping   cause   them   to 
have  a  very   high    electrostatic  capacity,   something   like  .27    of    a 
microfarad  per  mile. 

206.   The   Fowler-Waring   Cable.  —  Two    different    forms    of 
cable  are  manufactured  under  this  trade  name. 

The  first  class,  the  Waring  cable,  is  arranged  by  twisting  to- 
gether a  sufficient  number  of  copper  conductors  and  incasing  them 
in  a  leaden  sheath.  When  this  is  accomplished,  the  whole  cable  is 
forced  full  of  heavy  petroleum  oil,  something  in  the  fashion  of  the 
Brooks  system.  It  is  claimed  for  this  cable  that  it  has  the  ability 
to  resist  very  high  temperatures  without  serious  injury  to  the  insula- 
tion. Experiments  have  been  made  which  show  that  individual  con- 
ductors may  be  heated  nearly  red-hot,  or  the  exterior  of  the  cable 
heated  to  the  fusing-point  of  the  leaden  sheath,  without  serious 
injury. 

The  second  class  of  cables,  known  as  the  Dry  Core,  is  made  by 
wrapping  the  conductors  with  a  specially  prepared  vegetable  fiber, 
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uranged  to  be  non -hydroscopic.  The  wires  are  then  twisted  together 
jiA.  icad-covered.  This  arrangement  attains  practically  the  same  re- 
y.\\\.  as  is  secured  by  the  paper  cables,  with  the  supposed  advantage 
:ul  the  prepared  fiber  does  not  render  the  cable  so  likely  to  absorb 
■n.iisture.     The  Waring  cable  has  an  electrostatic  capacity  of  about 


r}q.  I3J.   Section  of  f  I 


!  of  a  microfarad,  and  the  Dry  Core  about  .07  of  a  microfarad 
r  mile. 

207.  The  Felten-Q-uiUeaume  Cables.  —  The  cables  manufac- 
:d  by  this  firm  are  similar,  so  far  as  their  styles  of  rubber  insula- 
m  are  concerned,  to  those  of  other  manufacturers ;  but  they  offer 
lery  ingenious  and  exceedingly  valuable  form  of  paper  cable.     The 
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if^ign  of  these  cables  is  shown  in  the  accompanying  illustrations, 
figs.  131  and  132,  giving  a  cross-section  and  the  method  of  making 
i  single  "twisted  pair."  The  conductors  are  arranged  either  in 
P^rs  or  in  fours,  and  are  separated  by  a  single  strip  or  two  strips 
"'  paper.  From  the  illustration,  it  will  be  observed  that  each  pair 
's  made  by  laying  between  the  copper  conductors  a  strip  of  paper, 
^nicli  is  then  twisted,  and  subsequently  surrounded  with  an  addi- 
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tional  layer  of  paper.  Each  pair  of  conductors,  or  each  set  of  ft>i 
is  thus  inclosed  in  a  little  paper  tube  separated  transversely  b>>'  t>i 
or  two  diaphragms  of  paper.  After  the  completion  of  the  core,  tl- 
whole  cable  is  incased  in  a  leaden  sheath,  and  then  may  be  furtht. 
protected  by  an  additional  layer  of  tape  or  of  iron  armor.  The  pajic 
for  these  cables  is  either  ordinary  dried  paper,  or  it  may  be  impre^j 
nated  with  an  oil  or  resin  to  prevent  the  incursion  of  moisture.  J 
is  asserted  that  specimens  of  these  cables  have  been  shown  with  i 
capacity  as  low  as  .05  microfarad  per  mile.  The  same  firm  aJs(. 
manufactures  at  present  the  most  successful  telephone  cables  for 
submarine  work.  The  same  system  is  used,  but  the  construcfio/i 
for  marine  work  is  necessarily  somewhat  different. 

A  marine  cable  containing  four  conductors  is  shown  in  Fig-,    I  :i-i. 


The  four  conductors,  with  their  cross-shaped  paper  diaphragm,  are 
seen  at  the  center  of  the  cross -sect  ion.  The  group  is  then  wrapped 
with  paper,  as  previously  indicated.  This  is  then  sheathed  in  a  lead 
tube,  which  is  afterwards  supplied  with  an  additional  insulation  in 
the  shape  of  a  double  coating  of  gutta-percha.  The  armor  of  the 
cable,  instead  of  being  ordinary  iron  wire,  is  formed  of  galvanized 
wires  so  arranged  that  they  lock  into  each  other,  forming  an  envel- 
ope that  is  exceedingly  firm  and  incompressible,  and  which  effectu- 
ally protects  the  paper  of  the  cable  core  from  becoming  compressed, 
and  the  conductor  short-circuited. 

208.  The  Herrmann  Beaded  Cable.  —  One  of  the  early  attempts 
looking  toward  the  reduction  of  electrostatic  capacity  for  telephone 
cables  was  an  invention  by  Herrmann,  who  conceived  the  idea  of 
incasing  the  several  conductors  of  cables  in  a  series  of  wooden  beads, 
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ind  then  sliding  them  inside  of  the  common  leaden  sheath.  This 
offlstniclion  is  indicated  in  Fig.  134. 

While  this  invention  did  .secure  a  considerable  reduction  in  the 
.■apacity  over  ordinary  rubber  insulators.  It  is  more  expensive,  and 
ios  a  still  greater  capacity  than  the  present  form  of  paper  cables. 

206,  Cable  Joints  and  Splices.  —  The  operation  of  joining 
UTiiergronnd  conductors  having  a  solid  core  consisting  of  a  single 
jtrand,  or  splicing  multi-circuit  cables,  is  one  which  requires  the 
aeidse  of  extreme  care  and  the  employment  of  the  very  best  skill 
and  workmanship,  in  order  to  make  splices  which  shall  be  durable 
diid  lasting,  and  which  shall  continuously  preserve  the  conductors 
;rom  the  incursion  of  moisture. 


C^SE  1.  Single-Condnctor  Cables.  —  For  splices  or  branches  in 
single-conductor  cables,  the  work  should  be  performed  as  in  Fig. 
135,  Nos.  1  to  14  inclusive.  In  order  to  splice  a  single  .stranded 
able,  the  insulation  should  be  carefully  laid  bare  for  a  length  of  from 
y  to  6",  depending  upon  the  size  of  the  cable  core.  At  either 
fid  the  insulation  should  be  carefully  tapered  away  to  form  a  long 
™e.  The  strands  of  the  cable  should  next  be  tightly  twisted 
^"jether  and  dipped  in  solder,  to  secure  the  ends  of  individual  wires. 
The  ends  may  then  be  beveled,  as  indicated  in  No.  6,  with  a  long 
^,  which  should  then  be  thoroughly  and  carefully  soldered  to- 
gether, under  no  circumstances  using  any  acid  as  a  solder  flux, 
^^tien  the  scarf  is  thoroughly  soldered,  it  should  then  be  wrapped 
*Tth  a  continuous  tight  serving  of  copper  wire,  as  indicated  in  \o.  2. 
l^he  joint  is  then  completed,  as  shown  in  Nos.  3,  4,  and  5,  by  wrap- 
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ping   layer  after   layer   of   okonite   tape  around    the   joint,    until 
smooth,  conical  splice  is  obtained,  as  indicated  in  No.  5. 

Solid  conductors  may  be  spliced  in  a  similar  manner,  as  indicatei 
in  Nos.  6,  7,  and  8.     A  branch  in  a  cable  may  be  taken    off   in    ; 
manner  similar  to  that  in 
i^^^   dicated    for    splicing,     ex 
cepting  in  so  far    as    the 
description    of    that     pro- 
cess refers  to  the    actual 
joining  of  the  conductors 
in  the  cable.    The  pioces.s 
for  taking  off  a  branch   is 
indicated  in  Nos.  11  to  14 
inclusive.     Here  the  insu- 
lation of  the  cable  is  laid 
bare  for  a  couple  of  inches, 
the  insulation  being  care- 
fully tapered  away  on  each 
side.     The  branch  is  then 
firmly  lashed  to  the  cabJe 
by  means  of  a  serving  of 
copper  wire,  as  indicated 
in  No.  2,  the  whole  being 
securely    and    firmly    sol- 
dered   to  the  cable  core. 
The  insulation  is  then  re- 
placed in  a  manner  simi- 
lar   to    that    for    making 
splices,  excepting  that  the 
layers   of   tape   must    be 
served  over  the  branch  as 

Fig.  73S.    Ca«.  5^/.«  ^^j,    ^^    ^^^^    ^^^    ^^^^    ^f 

the  cable  itself,  the  final  completed  joint  being  finished  as  shown  in 
No.  14. 

210.  Case  2.  Mnlti-Cominclor  Cables.  —  For  all  of  the  special 
forms  of  cables,  such  as  those  made  by  the  Siemens  Bros,  and 
the  Edison  Company,  special  methods  of  .splicing  are  used,  which 
have  been  indicated  in  the  accoimts  of  the  respective  styles  of  cables. 
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For  multi-conductor  cables  of  rubber  insulation,  a  length  of  the 

able  from  8"  to  2  ft.  in  length,  depending  upon  the  number  of  cir- 

CLiits,  must  be  laid  bare  of  insulation.     The  separate  circuits  must 

t\iei\  be  carefully  untwisted    from    each  other,   each   circuit   being 

prfjperly   tagged   to    preserve    its    identity.      The    insulation    must 

then  be  removed  from  each  of  the  individual  wires.     The  splice  is 

effected  by  twisting  together  and  soldering  each  conductor  to  the 

conductor  to  which  it  is  assigned  in  the  new  piece  of  cable.     Insula- 

uon,  usually  consisting  of  okonite  tape,  or  some  equivalent  rubber 

compound,  is  then  replaced  upon  each  of  the  individual  circuits,  the 

c\TC\i\t  replaced  in  as  compact  a  form  as  possible,  and  the  whole 

>p!ice  completed  by  three  or  four  layers  of  okonite  tape  serving  the 

entire  cable  and  binding  the  circuits  into  position.     With  special 

skill,  splices  may  thus  be  made  in  okonite  cable,  which  can  hardly 

be  detected  from  the  regular  cable. 

Lead-covered  cables  with  paper  compound  cores  may  be  spliced 
by  cutting  away  the  lead  sheath,  exposing  the  conductors,  and  spli- 
di\g  them,  as  has  already  been  indicated.  As  soon  as  the  splice  is 
completed,  a  piece  of  lead  pipe  of  sufficient  size,  previously  slipped 
yver  the  cable,  may  be  soldered  to  the  lead  sheath  on  either  side  of 
the  splice,  making  an  absolutely  water-tight  joint. 

For  dr)'-core  paper  cables,  an  additional  process  is  necessary  to 
seal  either  end  of  the  cable  to  prevent  the  entrance  of  moisture 
^hile  the  splice  is  being  made.  To  this  end,  as  soon  as  the  cable  is 
opened,  it  is  thoroughly  heated  and  dried  by  immersing  it  in  a  bath 
of  boiling  paraffine  oil,  and  then  hot  paraffine  is  poured  into  the 
cible  to  entirely  fill  it  up,  and  seal  it  for  the  space  of  some  2  or 
3  ft.  This  is  done  on  each  end  of  the  pieces  to  be  spliced ;  and 
tben  the  conductors  are  connected,  and  are  insulated  by  being  cov- 
ered with  paper  tubes,  the  whole  core  bound  together  with  tape, 
and  a  lead  sleeve  soldered  over  the  joint.  With  careful  workman- 
ship, splices  of  this  kind  can  be  made  without  injuring  the  cable  in 
any  respect,  and  without  increasing  its  diameter  at  the  splice  more 
tbn  fifty  per  cent  over  that  of  the  original  cable. 

211.  The  Connection  of  Underground  and  Aerial  Systems.  — 
The  connection  of  underground  and  aerial  systems  is  a  problem  of 
great  practical  importance.  It  is  customary  to  construct  at  the  junc- 
tion between  the  pole-line  and  the  conduit  system,  a  vault  or  man- 


THE   ELECTKICAL    TKAXSMISSION  OF  EXEKGY. 


hole  of  the  requisite  dimensions,  directly  at  the  base  of  the   ancht 
pole   forming    the    en 
of  the  pole-line.       Pror 
this    vault,  iron     pipe 
of   sufficient    diamete 
to  permit    easy     iiitro 
auction   of   the    neces 
sary  cables  are  run   up 
alongside  of  the   jiole^ 
to     such     a     distance 
above  the  street    as   tu 
secure  the  cable    from 
malicious  injury.      The 
pipes   extend    through 
the  earth,  and  are  bui7c 
through  the  wall  of  the 
vault,  with  a  cur\e  of 
some  5  or  6  ft.  radius, 
to  permit  of  the  oasy 
introduction  of  the  ca- 
ble.      The    necessary 
cables  are  then  passed 
through  the  iron  pii>cs, 
up  the  side  of  the  poJe, 
and  are  terminated  in 
cable     heads,     usually 
placed  upon  a  balcony 
or    platform,     set     di- 
rectly under  the  lowest 
cross-arm.  Fig.  i:36. 

The  cable  head  is 
a  rectangular  cast-iron 
box,  represented  in 
Fig.  137,  about  4"  in 
thickness,  some  8"  or 

ing  from   18"  to  4  ft. 
in   length,  in  order  to  accommodate  from  twenty-five  to  one  hun- 
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ired  pairs  of  wires.  The  lower  extremity  of  the  box  terminates  in 
ixisslube,  which,  being  threaded  into  the  casting,  forms  a  water- 
;i;ht  joint.  The  sleeve  of  the  cable  is 
N^ldered  to  the  brass  thimble,  thus  com- 
;!cting  the  connection  between  the  box 
nd  cable.  The  office  of  the  cable-box 
■=  '.0  afford  a  water-tight  compartment 
J3ving  a  sufficient  number  of  binding- 
:>iiU  to  correspond  to  the  number  of 
mrcs  in  the  cable.  Upon  the  comple- 
tion oi  the  soldering  of  the  cable  sheath 
:o  the  brass  thimble  at  the  base  of  the 

\fi\  the  wires  composing  the  cable  are 

jnmisted  inside  of  the  cable-box,  and 

ach  one  soldered  to  the  interior  termi- 
ni of  the  binding-post.     By  this  means 

'k  n-ires  from  the  cables  are  extended  ^ 

iMough  the  cable-box  to  the  exterior,  in  J 

^^ch  a  manner  as  to  make  a  waterproof  \ 

I'lnneclion,  and  to  afford  an  easy  and 

(spiii  means  of  distribution  to  the  pole-  - 

nJc.   The  appropriate  number  of  cable-  « 

Ws,  corresponding  to  the  number  of 

ables  ending  in  any  pole-line,  are  placed 

ii' 1.  circular  wooden  compartment  built 

iround  the  pole  above  the  top  of  the  bai- 
rn.  The  entire  construction  is  indi- 

laied  in  Fig.  130,  showing  the  balcony, 

al)le-lKix,  and  cables  to  the  aerial  line. 

^le  sides  of  the  cable-head,  as  repre- 

Wed  in  Fig.  137,  are  supplied  with 

I ij'litiiing  arresters,  of  the  pattern  shown 

i"  Fig,  89.     As  aerial  lines  are  particu- 

liriy  subject  to  the  incursion  of  strong 

Mfients,  these  protectors  are  a  neces- 

%.  to  guard  the  cable  wires  from  in- 

imihat  would  be  much  more  serious  than  any  damage  resulting  to 

llie  pole  conductors. 
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CHAPTER    V. 

BLBCTRICAI.    UTSTRUMENTS. 

Art.  212,  No  exposition  of  the  methods  of  distributing  electrical 
energy  would  be  complete  without  such  reference  to  the  various 
electrical  instruments,  and  methods  of  measurement,  as  will  enable 
the  designer  to  accurately  inspect  the  condition,  and  determine  the 
performance,  of  electrical  circuits.  The  principal  electrical  instru- 
ments may  be  divided  into  five  classes  :  — 

First.      Instruments  for  the  measurement  of  resistance. 

Second.   Instruments   for  the   measurement    of   the   quantity   of 
electricity. 

Third.     Instruments  for  measuring  electrical  pressure. 

Fourth.    Instruments  for  the  measurement  of  capacity. 

Fifth.      Instruments  for  the  measurement  of  the  energy  delivered 
by  a  circuit. 

INSTRUMENTS    FOR    THE    MEASUREMENT    OF    RESISTANCE. 

213.  The  Wheatetone  Bridge.  — The  most  widely  known  instru- 
ment for  resistance  determinations  is  the  Wheatstone  Bridge,  the 
theoretical  arrangement  being  shown  in  Fig.  138.  Four  resistances, 
a,  b,  d,  and  x,  are  arranged  in  the  form  of  a  parallelogram,  a  battery 
being  placed  in  series  with  one  diagonal  and  a  galvanometer  in  the 
other.  When  the  four  resistances  forming  the  sides  of  the  bridge 
are  so  adjusted  that  no  current  flows  through  the  galvanometer,  these 
resistances  bear  a  certain  definite  relation  each  to  the  other.  When 
there  is  no  current  between  the  points  A  and  C,  the  galvanometer 
may  be  removed  without  altering  the  current  in  the  arms  of  the 
bridge.  Also,  the  points  A  and  C  may  be  short-circuited  without 
interfering  with  the  balance.  Suppose  the  points  A  and  C  to  be 
separated ;   then  the  joint  resistance  of  the  four  arms  of  the  bridge 

between  the  points  B  and  E  will  be,  — ; — T"; — T-     If  now  the 
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ints   A  and   C   be   joined,  the  resistance  may  be   expressed  as 

These  two  expressions  are  evidently  equal  to  each 


(22) 


X  = 


(23) 


i\b    '    d  -\-  x' 

ther,  and  may  be  stated  in  the  form  of  an  equation,  — 

(a  +  x)(b  +  d)  ^     ab      .      dx 
a  -\'  X  -\-  b  -\-  d       a  -\-  b       d-\-  x^ 

xhich,  by  simplification,  may  be  reduced  to  the  form 

ad 

m 

b 

Therefore,  if  three  of  the  quantities  of  this  equation  are  known,  the 
V'Urth  can  be  easily  determined.  Usually  two  of  the  arms  consist  of 
i\ed  known  resistances,  the  third  is  an  adjustable  resistance  formed 
i  a  number  of  coils  whose  value  has  been  previously  determined, 
Yhilethefourthis  the 

:nbiown     resistance 

i'hich  it  is  desired  to 

::easure.  By  the  sim- 

;cst  method,  a  and 

'  would  be  of  equal 

*i\ie,  in  which  case  x 

would  be  equal  to  t/ ; 

T.in  other  words,  the 

resistance  between  A 

ind  E,  when  the  equi- 

ibrium  is   obtained, 

^ives  the  value  of  the  ^'''  '^'    Diagram  of  Wheatstone  Bridge, 

resistance  to  be  measured.  It  is  essential  that  some  resistance  should 
f^einthe  arms  a  and  b;  for  otherwise  the  galvanometer  is  short-cir- 
wted,  and  equilibrium  will  always  be  apparently  produced.  Instead 
of  using  equal  resistances  in  a  and  b,  one  of  the  two  may  be  10,  100, 
•'flOOO  times  as  great  as  the  other  ;  or,  in  fact,  any  multiple  that  may 
be  desired.  Multiples  of  ten,  however,  are  those  which  are  most  com- 
monly used.  If  b  is  made  ten  times  as  large  as  a,  the  resistance  in 
«^«*ill  be  ten  times  as  large  as  ;r,  and  thus  every  unit  of  resistance  in  d 
Aill  represent  one-tenth  of  a  unit  in  x.  By  this  means  it  is  practical  to 
^etennine  the  value  of  the  unknown  resistance  to  the  tenth  of  a  unit. 
Similarly,  by  making  ^100  or  1000  times  as  large  as  a,  the  value  of 


nil 


200 


THE   KLKCTKICAL    TKAKSMISSION  OF  F.NEHGY. 


X  may  be  correspondingly  ascertained  to  the  i-i,,  or  -i^^  of  a  iiiii 
If,  on  the  contrary,  a  be  made  10,  100,  or  1000  times  as  large  as  t 
each  unit  in  d  must  be  multiplied  by  the  corresponding  factor  of  1 ' 
100,  or  1000,  to  give  the  value  of  x.  By  this  means  it  is  practice 
to  make  the  bridge  measure  very  small  or  very  large  resistances 
with  fair  accuracy.  It  is  obvious  that  the  sensitiveness  of  the  gal 
vanomcter  employed  to  detect  the  current  flowing  between  A  and  C 


r\g  /30.    I'ortabI*  Tnting  Set 


forms  a  large  factor  in  the  accuracy  of  bridge  measurements.  The 
more  sensitive  the  galvanometer,  the  smaller  the  current  it  will  be 
possible  to  detect,  and  the  nearer  the  bridge  arms  can  be  brought  to 
an  exact  balance.  A  very  convenient  and  portable  form  of  testing- 
set,  embracing  resistance  coils,  bridge,  and  galvanometer  bridge,  is 
shown  in  Fig.  139. 

At  the  e.\treme  right  of  the  cut  is  shown  a  small  D'Arsonval  gal- 
vanometer, having  the  advantage  of  being  dead-beat.  Next  to  the 
galvanometer  is  the  resistance-box,  containing  four  sets  of  coils, 
units,  tens,  hundreds,  and  thousands ;  and  on  the  extreme  left  hand. 
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the  arms  of  the  bridge,  a  and  b  are  seen,  the  arm  a  having  coils  of 
1.  10,  and  100  ohms,  and  arm  b  with  coils  of  10,  100,  and  1000 
Ams.  By  means  of  pegs,  the  arms  can  be  arranged  either  to  multi- 
ply or  divide  at  pleasure.  With  the  coils  in  the  arms  a  and  by  ratios 
oil  to  10,  100,  or  1000  can  be  obtained,  either  multiplying  or  divid- 
ing; and  as  the  resistance  coils  measure  from  1  ohm  to  1111  ohms, 
ik  set  can  measure  from  toVtj  of  an  ohm  to  11  megohms. 

214.  The  Slide  Wire  Bridge.  —  While  the  previously  described 
form  of  bridge  is  capable  of  detecting  a  thousandth  of  an  ohm,  very 
low  resistances  are  more  conveniently  measured  by  a  modification  of 
this  instrument,  termed  a  "slide  wire  bridge,"  as  shown  in  Fig.  140. 


Fig,  140.    Slide  Wire  Bridge. 

The  illustration  indicates  the  simplest  and  cheapest  form  of  the 
apparatus,  consisting  of  a  baseboard  of  insulating  material  upon 
which  are  placed  three  heavy  copper  bands.  A,  B,  and  C.  Between 
the  bands  A  and  B,  and  B  and  C,  are  gaps  into  which  any  desired 
resistance  coils  may  be  placed.  The  other  ends  of  the  pieces  A  and 
C  are  joined  by  a  uniform  wire,  having  a  resistance  proportioned  to 
tte  capacity  of  the  measurement  that  it  is  desired  to  make.  Parallel 
to  this  wire  a  scale  is  placed,  having  its  initial  and  final  points  ex- 
actly opposite  the  places  where  the  measuriiig-wire  is  connected  to 
the  heavy  copper  bars. 

The  scale  should  be  graduated  to  read  both  ways ;  and  on  the 
assumption  that  the  wire  is  of  uniform  resistance  throughout,  and 
also  that  the  scale  properly  corresponds  to  the  beginning  and  end  of 
Ite  wire,  the  ratios  of  the  resistances  r  and  r'  may  be  read  from  the 
two  segments  into  which  any  point,  such  as  **B',"  divides  the  wire 
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and  the  scale.  The  point  B'  forms  a  sliding  contact  on  the  wire 
extending  from  the  middle  of  the  bar  B  to  the  wire,  and  including 
the  galvanometer  in  its  circuit. 

By  examination  of  the  illustration,  it  will  be  easy  to  trace  the 
similarity  of  the  circuits  to  those  of  the  ordinary  Wheatstone  bridge. 
Thus  it  is  evident  that  the  "slide  wire  bridge"  is  merely  such  a 
modification  of  the  ordinary  Wheatstone  arrangement  as  will  pGrmit 
the  introduction  of  any  desired  low  resistances  at  the  points  /-'  and 
r,  and  the  use  of  a  uniform  wire  for  the  variable  resistance  arm,  in 
order  that  the  variable  resistance  may  be  obtained  in  sufficiently 
small  fractions  of  a  unit. 

216.    The   Ohm-Meter.  —  It    is   an    obvious    consequence    from 
Ohm's  law  that  the  resistance  of  any  circuit,  or  portion  of  a  circuit, 
may  be  calculated  by  measuring  the  electro-motive  force  operating-, 
and  the  amount  of  current  flowing.     It  is  not  uncommon  to  measure 
the  insulation  of  heavy  circuits  by  ascertaining  the  difference  of  po- 
tential at  the  terminals  of  the  dynamo  supplying  circuit,  and  then,  by 
means  of  a  milliammeter,  determining  the  leakage  between  the  circuit 
and  the  ground,  the  quotient  of  these  quantities  being  the  desired 
resistance.     The  objection  to  this  method  is  that  it  requires  a  simul- 
taneous   reading   of    two   instruments,   which,    in  cases   of  varying 
currents  and  varying  potentials,  is  difficult   to  obtain.     As  an   im- 
provement, an  instrument  termed  the  ohm-meter  has  been  devised, 
that  consists  of  two  circuits,  one  of  fine  wire  and  another  of  coarse 
wire.     At  the  intersection  of  the  two  coils  a  magnetized  needle  is 
suspended,  carrying  a  pointer,  that,  playing  over  a  scale,  serves  to 
determine  the  readings  of  the  instrument.     Using  the  apparatus,  the 
fine  wire  coil  is  connected  across  the  terminals  of  the  circuit,  serving, 
by  its  effect  upon  the  magnetized  needle,  to  determine  the  electric 
pressure  ;  while  the  coarse  wire  is  connected  in  series  with  the  cir- 
cuit whose  resistance  is  desired,  and  affects  the  needle  proportionally 
to  the  amount  of  current  flowing.     By  the  combined  action  of  the 
two  coils,  the  needle  assumes  a  position  of  equilibrium,  which  is  in 
proportion  to  the  resistance  of  the  circuit.     An  instrument  of  this 
description  forms  an  exceedingly  useful  auxiliary  for  all  circuits  car- 
rying heavy  currents,  as  by  means  of  its  aid  the  insulation  or  resist- 
ance of  the  circuit  may  be  continually  determined,  even  during  the 
time  that  the  plant  is  under  full  operation. 
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216.  Another  form  of  ohm-meter,  very  useful  for  measuring  low 
resistances,  may  be  constructed  by  arranging  a  differential  galva- 
nometer so  that  the  coils  of  the  instrument  may  be  moved  either 
ioward  or  away  from  the  needle,  by  means  of  a  micrometer  screw, 
so  an^ged  that  the  position  of  each  coil  may  be  accurately  deter- 
mined 

To  measure  a  resistance,  a  known  resistance  is  placed  in  one  half 
of  the  differential  galvanometer  circuit,  and  the  unknown  in  the 
other  half.  The  coils  are  then  adjusted  until  no  deflection  is  pro- 
duced on  the  needle.  The  relative  positions,  then,  of  the  two  coils, 
^ve  accurate  indications  of  the  unknown  resistance  in  terms  of  the 
known  resistance.  With  a  sensitive  reflecting  galvanometer  arranged 
in  this  manner,  it  is  perfectly  practicable  to  measure  one-millionth  of 
an  ohm  with  accuracy. 

INSTRUMENTS    FOR    MEASURING    ELECTRICAL    QUANTITY    AND 

PRESSURE. 

217.  Galvanometer.  —  Nearly  all  practical  instruments  for  esti- 
inating  either  current  or  electro-motive  force  are  based  on  the 
niutual  reactions  developed  either  between  a  coil  of  wire  and  a  mag- 
netic field,  or  between  two  coils  of  wire,  when  arranged  to  form  a 
part  of  the  circuit  it  is  desired  to  measure,  the  only  notable  excep- 
tion being  in  the  case  of  the  hot  wire  and  electrostatic  voltmeters,  to 
w^hich  special  reference  will  be  made.  Galvanometers^  as  these  elec- 
tro-magnetic instruments  are  broadly  termed,  may  be  used  in  three 
distinct  ways :  — 

^w/.      Simply  to  detect  the  presence  of  a  current. 

^tmid.  When  constructed  so  that  their  indications  are  propor- 
tional to  the  electro-motive  force,  they  become  volt- 
meters or  pressure  indicators. 

Third,  When  the  readings  correspond  to  the  quantity  of  current 
they  are  termed  ammeters. 

As  a  current  indicator,  the  Thomson  Reflecting  Galvanometer 
vs  too  well  known  to  need  more  than  passing  reference.     It  is  the 

• 

instrument  universally  employed  for  all  accurate  work  involving  cur- 
rents of  small  magnitude,  such  as  insulation,  resistance,  and  capacity 
tests.  The  present  forms  of  this  instrument  are  made  to  permit  the 
Qse  of  a  number  of  interchangeable  coils  ;  so,  by  proper  calibration, 
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the  galvanometer  may  scire  either  as  a  voltmeter  or  an  ammeter. 
As  the  Thomson  instrument  is  very  sensitive  to  the  slightest  varia- 
tion in  the  external  magnetic  field,  and  as  it  is  not  dead-beat,  its  use 
is  almost  restricted  to  laboratory  work,  and  the  most  refined  methods 
of  testing. 


218.  The  D'Arsonval  Galvanometer.  —  In  the  D'Arsonval  Gal- 
vanometer, Fig.  141,  an  instrument  is  obtained,  which,  while  it  lacks 
the  e.\treme  sensitiveness  and  delicacy  of  the  Thomson,  is  better 
adapted  to  the  general  practice  of  the  electrical  engineer.  In  this 
instrument  the  magnetic  system  is  fi."ced,  the  poles  of  which  are 
hollow  and  inclose  a  suspended  coil  of  very  fine  wire,  through  which 
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the  current  to  be  measured  circulates.  By  this  arrangement  the 
instrument  is  rendered  independent  of  any  surrounding  magnetic 
fields,  and  can  be  used  in  close  proximity  to  the  largest  dynamos  ; 
and  when  used  with  a  short-circuiting  key,  is  perfectly  dead-beat. 
Supplied  with  a  reflecting  mirror,  reading  telescope,  and  scale,  suffi- 
cient accuracy  and  sensitiveness  may  be  obtained  for  everything  but 
the  most  delicate  tests. 

219.  The  Ballistic  Gcdvanometer.  —  For  some  measurements, 
notably  in  capacity  testing,  it  is  essential  to  employ  a  certain  modi- 
iication  of  the  above  instruments,  usually  termed  a  ballistic  galvanom- 
eter. The  object  of  this  device  is  to  enable  accurate  determinations 
of  transient  currents,  such  as  are  produced  by  the  discharge  of  a 
condenser,  or  currents  developed  by  electro-magnetic  induction.  In 
the  ballistic  galvanometer  the  needle  system  is  so  arranged  that 
movement  does  not  (practically)  take  place  until  the  transient  cur- 
rent has  ceased.  Thus,  as  its  name  indicates,  the  instrument  is 
intended  to  measure  impulses.  It  is  now  customary  to  supply  the 
best  Thomson  and  D'Arsonval  instruments  with  interchangeable 
needle  systems  for  the  purpose  of  ballistic  work.  The  ballistic 
needle  is  usually  a  thimble  or  bell-shaped  magnet,  arranged  that  its 
rotation  may  be  as  little  retarded  as  possible.  The  relation  between 
an  electric  discharge  and  its  effect  on  a  ballistic  galvanometer  is 
given  by  the  following  formula  :  — 

Let  Q  =  the  quantity  of  electricity  in  coulombs. 

^=  the  time  in  seconds  required  for  one  complete  oscillation. 
-0  =  deflection  with  Q  coulombs. 
/  P  ^  figure  of  merit  with  a  constant  current. 

Then  it  can  be  shown  that  — 

C  =  ^.  (25) 

For  example.  Suppose  the  discharge  from  a  certain  condenser 
gives  a  throw  of  120  divisions  on  the  scale  of  a  ballistic  galvanom- 
eter, the  figure  of  merit  of  which  is  .0002082  amperes,  and  time  of 
oscillation  6  seconds  ;  what  was  the  amount  of  electricity  }     Here 

^Olm  Q  =  «-X  |20  X  .00020082  ^  ^.g^  ^^^^^^^^ 

/^=. 0002082  iX  3.14169 


\ 
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For  the  full  demonstration  of  this  formula,  the  reader  is  referred   to 
any  of  the  extended  works  on  testing,  particularly  that  of  Kempe. 

220.  The  constant  of  a  galvanometer  may  be  defined  as  the 
relation  existing  between  the  deflection  indicated  on  the  scale,  the 
current,  and  resistance  of  the  circuit. 

For  example.     Suppose  a  galvanometer  having  a  resistance    of 
r=  10,000  ohms  is  connected  with  a  battery  having  an  internal   re- 
sistance r'  =  200  ohms,  and  an  external  resistance  /' =100,000  ohms, 
giving  a  deflection  of  20  divisions.     The  total  resistance  of  the  cir- 
cuit  is  110,200   ohms ;  therefore,  as   the   current  in   the  circuit    is 
inversely  proportional  to  the  total  resistance,  and  as  the  deflection 
is  assumed  to  be  directly  proportioned  to  the  current,  the  constant 
would  be  110,200  x  20  =  2,204,000.     As  any  change  in  the  resistance 
of  the  circuit  will  change  the  deflection,  it  is  possible  to  use  the  con- 
stant to  determine   unknown    resistance.     Indeed,  this  is  the  most 
common  method  used  to  measure  high  resistances,  such  as  the  insu- 
lation of  circuits. 

221.  The  figure  of  merit  of  a  galvanometer  is  the  amount  of 
current  which  will  produce  a  deflection  of  one  division  or  one  degree 
upon  the  scale.  To  find  this  current,  it  is  only  necessary  to  connect 
up  the  galvanometer  and  battery,  in  series,  with  a  known  resistance, 
and  then  to  measure  the  deflection  produced.  Having  the  total 
resistance,  it  becomes  a  simple  matter  to  calculate  the  amount  of 
current  flowing,  and  from  this  to  deduce  the  quantity  of  current 
necessary  to  produce  a  deflection  of  one  division,  which,  by  defini- 
tion, is  the  figure  of  merit. 

For  example.  Suppose  a  galvanometer  having  a  resistance  of 
1,000  ohms  to  give  a  deflection  of  100  divisions  when  joined  with  a 
battery  of  250  ohms  and  an  external  resistance  of  10,000  ohms,  the 
battery  having  an  electro-motive  force  of  100  volts.  As  the  total 
resistance  of  the  circuit  is  11,250  ohms,  the  electro-motive  force  of 
100  volts  will  produce  a  current  of  .0089  of  an  ampere.  Under 
these  circum.stances,  as  the  deflection  is  100  divisions,  the  figure  of 
merit  of  the  galvanometer  will  be  .0089  divided  by  100  =  .000089 
of  an  ampere.  That  is,  .000089  of  an  ampere  wull  produce  a  de- 
flection of  one  division. 

222.  A  galvanometer  having  a  high  figure  of  merit  is  one  the 
needle  of  which  will  deflect  from  zero  with  a  very  small  amount  of 
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cnrrent.  This,  however,  does  not  necessarily  convey  the  idea  of  sen- 
sitiveness, for  by  a  sensitive  galvanometer  is  meant  one  whose  needle 
'Jicn  deflected  under  the  influence  of  a  current  will  change  perceptibly 
-xilh  very  small  variation  in  the  current  itself.  To  attain  a  truly 
sensitive  instrument,  it  is  essential  that  the  needle  system  should 
bive  a  fiber  suspension,  as  it  is  impossible  to  obtain  sensitiveness 
uith  any  other  means. 

223.  Reduction  to  Zero.  —  The  angtilar  deviation  of  a  needle 
system  in  reflecting  galvanometers  is  so  small  that  it  is  usually  cus- 
tomary to  assume  that  the  number  of  divisions  in  the  deflection  is 
proportional  to  the  current  that  produced  it.  While  for  instruments 
ot  this  class  this  assumption  is  essentially  true,  it  is  not  mathemati- 
olly  correct.  For  precise  work,  therefore,  it  is  desirable,  as  far  as 
pcissible,  to  use  methods  involving  "reduction  zero  ;'*  as  in  this  case 
ine  final  balance  obtained  is  with  a  zero  reading,  which  must  neces- 
sarily be  precisely  accurate. 

224.  Inferred  Zero.  —  In  a  reflecting  galvanometer,  the  angle 
of  maximum  sensitiveness  is  the  largest  deflection  that  can  practi- 
cally be,  obtained ;  as,  however,  under  any  circumstances,  the  deflec- 
tion is  only  a  few  degrees,  the  true  maximum  angle  of  sensitiveness 
can  rarely,  if  ever,  be  reached.  The  method  of  inferred  zero  here 
c\)mes  into  play,  by  means  of  which  increased  sensitiveness  can 
readily  be  obtained.  By  moving  the  controlling  magnet  so  that  the 
needle  is  turned  away  from  the  scale  to  a  considerable  distance,  the 
readable  deflection  of  the  galvanometer  can  be  largely  increased. 

For  example.  Suppose  the  needle  normally  on  the  zero  of  the 
scale,  and  that  a  given  current  causes  it  to  deflect  through  300  di- 
visions. Then  an  increase  in  the  current  of  one  per  cent  would 
mcrease  the  deflection  300x101/100  =  303,  an  increase  of  three 
dinsions.  Suppose  now  that  the  working  zero  be  placed  400  divis- 
ions away  from  the  scale  zero,  and  that  the  current  has  been  suffi- 
ciently strong  to  produce  a  deflection  of  300  divisions  on  the  scale, 
the  actual  deflection  would  therefore  be  equal  to  400  +  300  =  700, 
and  an  increase  in  the  current  of  one  per  cent  would  increase  the 
deflection  to  700x101/100  =  707,  or  a  deflection  of  seven  additional 
divisions,  for  the  same  small  increase  of  current.  It  will  thus  be 
apparent  that  the  sensitiveness  of  the  instrument  may  in  this  man- 
ner be  very  largely  increased.     An  additional   use  of  the  inferred 
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zero  is  to  be  found  in  making  insulation  or  capacity  measurements, 
when  the  standard,  by  means  of  which  the  galvanometer  constant 
is  determined,  produces  a  current  through  the  instrument  which  is 
widely  different  from  the  current  used  in  making  the  test. 

226.    Galvanometer  Shunts.  —  The  deflection  of  a  galvanometer 
being  proportional  to  the  current  traversing  its  coils,  and  the    scale 
being  of  limited  extent,  it  frequently  happens  that  the  current    under 
examination  is  sufficient  to  carry  the  index  off  the  scale,  g-iving^   a 
deflection  that  is  unreadable.     It  is  usual,  in  such  cases,  to  place  in 

parallel  between  the  terminals  of  the  g^al- 
vanometer  an  amount  of  resistance   suf- 
ficient to  permit  of  a  readable  deflection. 
Such  a  resistance  placed  in  parallel   with 


the  galvanometer  is  called   a  **  Shunt. 


»> 


Fig.  142.    Diagram  of  Shunt  Connection. 


In  Fig.  142,  let  G  be  the  resistance  of 
the  galvanometer,  S  that  of  the  shunt, 

/  the  total  current,  and   i  and  /'  the  currents  in  the  galvanometer 

coils  and  shunt  respectively,  then  — 

/=/  +  /'.  (-6) 

As  the  electro-motive  force   is  the  same  in  both  branches,  the 

respective  currents  will  be  inversely  as  the  resistance  of  each  branch  ; 
hence  — 


T  =  f  (27), 


and  /'  =  /  X 


replacing  t'  by  its  value  found  frorri  equation  (27), 


(28) 


(29) 


Knowing  the  deflection  given  by  the  galvanometer  with  a  known 
current,  the  current  /  is  determined  ;  and  from  the  known  resistance 
G  and  5,  /  is  readily  calculated.  The  deflection  that  would  be  pro- 
duced on  the  scale  with  the  current  /,  assuming  the  law  of  propor- 
tional deflection  to  hold  true  indefinitely,  is  evidently  the  deflection 

G  +  S 
given  by  /  multiplied  by  the  factor ^: — .     This   factor  is   termed 

the  multiplying  power  of  the  shunt,  and  is  frequently  symbolized  by 

;;/.     Thus  —  ^   ,    ^ 

G  +  S  __ 

S 


m. 


(30) 
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Suppose  a  galvanometer  of  0340  ohms,  when   shunted  with  10 
ohms,  to  give  a  deflection  of  125  divisions,  then  — 

125  X  ^^.^.  ^^  =  125  X  C3o  =  79375  divisions. 

In  this  case  w(  =  635.  Any  known  resistance  may  be  used  as  a 
^hunt,  though  for  rapid  work  easy  multipliers  should  be  selected. 
As,— 

-  (31),  S ^  .  (32) 


n  =  ^^^V. 


Fig.  143.     The  Westtn  Co/lmeter. 

in  expression  giving  the  amount  of  resistance  to  be  placed  in  a  shunt 
to  give  any  desired  multiplying  power  in.  The  best  K^lvanomcters 
are  accompanied  by  shunt-boxes  having  multiples  of  10,  100,  and 
101)0. 

226,  The  "Weston  Instruments.  —  P'or  the  field-work  of  electri- 
cal engineers,  the  series  of  instruments  manufactured  by  the  Weston 
Electrical  Instrument  Co.  are  eminently  desirable.  The  general  form 
of  the  Weston  instrument  is  shown  in  Fig.  143,  from  which  it  wiil 
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appear  that  the  instrument  consists  of  a  smalt,  square  mahogany  box 
about  6"  on  each  side,  and  about  1"  in  thickness,  which  carries  a  raisec 
brass  framework,  under  which  may  be  seen  a  graduated  scale,  ovet 
which  a  pointer  travels.  The  mechanism  of  the  instrument  is  shown 
in  Fig.  144,  and  consists  of  a  powerful  horseshoe  magnet  carrying 
two  enlarged  pole  pieces.  Between  the  polar  extensions  a  fine  \virc 
coil  is  delicately  pivoted  upon  jewel  bearings.  To  this  movable  coil  is 
attached  the  pointer,  or  index,  which  plays  over  a  graduated  scale.  If 
a  coil  of  wire  carrying  an  electrical  current  is  placed  between  the 
poles  of  a  magnet,  it  will  tend  to  s^  itself  at  right  angles  to  the  lines 


FIs.  144.    Htedlt-Btarlnv  Weiton 

of  force.  In  order  to  make  a  measuring-instrument,  it  is  necessary 
that  this  tendency  to  turn  be  opposed  by  some  well-known  graduated 
counter-force.  In  the  Weston  instrument  this  is  accomplished  by 
introducing  two  flat  spiral  springs,  fastened  to  the  ends  of  the  coil 
above  and  below,  close  to  the  bearings.  When  no  current  is  in  the 
instrument,  these  springs  will  keep  the  coil  at  a  certain  zero  position, 
from  which  it  will  be  deflected  in  proportion  to  the  current  through 
the  coil.  The  pointer  may  therefore  be  arranged  to  move  over  an 
appropriately  graduated  scale,  giving  indications,  which,  by  proper 
calibration,  will  be  of  great  precision.  Long  experience  and  great 
care  in  workmanship  have  ser\-ed  to  refine  the  details  of  the  Weston 
instruments  until  they  are  exceedingly  reliable.     They  are  now  made 
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to  cover   every  practical  range  of  capacity,  and  are  designed  to  be 

\isoi    either  as    ammeters,   voltmeters,  or   wattmeters.       They  are 

further  arranged  to  be  used  either  on  direct  or  alternating  currents. 

As  the  Weston  instruments  are  perfectly  dead-beat,  and  will  give 

fairly  reliable  readings  in  even  so  unfavorable  a  location  as  a  jolting 

electric   car,  they  form  an  essential  part  of  the  electrician's  outfit. 

For  work   requiring  particular  accuracy,  the  instruments  should  be 

recently  calibrated,  set  quite  level,  carefully  oriented,  removed  from 

powerfully  varying  magnetic  fields,  and  corrected  for  temperature. 

The  instruments  thus  far  described  have  all  been  of  the  gal- 
vanometer type,  and  are  open  to  the  objections  of  requiring  frequent 
calibration ;  of  sensitiveness  to  surrounding  magnetic  fields  ;  of  intro- 
ducing a  slight  error  by  consuming  in  themselves  a  small  fraction  of 
the  energj'  of  the  circuit  to  which  they  are  applied ;  and  of  requiring 


''^^.. . 


I  ^-r  •  -  '^^      r^ 
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Fig.  145.    The  Cardeui  Voltmeter. 

temperature  corrections  when  accurate  work  is  desired.  To  obviate 
these  diflficulties  many  devices  have  been  proposed,  among  the  most 
successful  of  which  the  Cardew  voltmeter  and  the  electrostatic  volt- 
meters of  Lord  Kelvin  may  be  mentioned. 

227.  The  Cardew  Voltmeter.  —  The  operation  of  the  Cardew 
instrument  depends  upon  the  expansion  produced  in  a  long  fine  wire, 
due  to  the  amount  of  heat  developed  in  the  wire  by  the  current  flow- 
ing through  it.  The  heating  effect  of  a  circuit  is  proportional  to  the 
square  of  the  current,  and  to  the  resistance  of  the  circuit.  By  mak- 
ing the  resistance  extremely  high,  the  amount  of  current  becomes 
proportional  to  the  electric  pressure.  In  the  Cardew  voltmeter  a 
long  fine  wire  gives  the  necessary  resistance.  The  instrument  is 
shown  in  Fig.  145,  and  a  view  of  the  mechanism  in  Fig.  146. 

The  wire  is  stretched  under  the  action  of  a  spring,  and  by  suit- 
able mechanism  is  connected  with  a  registering  pointer.  When 
applied  to  a  circuit,  a  small  fraction  of  the  current  passes  through  the 
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ir.e  wire,  and,  being  transformed  into  heat,  expands  it.  The  move- 
is;:nl  of  the  needle  really  records  the  amount  of  this  expansion, 
srhich  by  proper  calibration  may  be  made  to  read  in  terms  of  the 
vxtage  of  the  circuit.  This  instrument  is  perfectly  dead-beat ;  abso- 
I-teiy  insensitive  to  all  magnetic  fields ;  and,  when  carefully  made, 
tjrms  within  a  limited  range  an  instrument  of  great  precision. 

228.  The  Eleotrostatic  Voltmeter.  —  The  Kelvin  voltmeters 
ire  constructed  on  the  principle  of  an  air  condenser,  one  of  the  sets 
>:<  plates  of  which  is  movable  about  an  axis  in  such  a  manner  that 
the  capacity  of  the  apparatus  may  be  either  increased  or  diminished. 
Tbe  instruments  are  so  designed  that,  under  the  influence  of  an 
electrostatic  stress,  the  pointers  indicate  the  tension  produced.  They 
cover  the  widest  range,  having  capacities  to  measure  from  40  to 
l'JO,000  volts.  As  they  take  no  current,  they  are  insensitive  to 
changes  in  temperature  and  to  varying  magnetic  fields,  and  intro- 
d^e  no  errors  into  the  circuits  to  which  they  are  applied.  One  form 
o:  the  instrument  is  shown  in  Fig.  147. 

The  instrument  consists  of  quadrant-shaped  plates  inclosed  in  a 

flass  case  with  metal  back,  the  plates  being  in  metallic  connection, 

ad  nearly  surround  an  aluminum  plate  suspended   between  them. 

He  movable  aluminum  plate  carries  a  pointer  which  indicates  on  a 

scale  at  the  top  of  the  case  the  difference  of  potential  between  the 

two  parts  of  the  condenser.     When  the  fixed  and  movable  plates  are 

cwmected  to  two  points  of  an  electric  circuit,  between  which  there 

tnsts  a  difference  of   potential,  the  movable  plate  places  itself   in 

such  a  position  as  to  augment  the  capacity  of  the  instrument,  and  the 

niagnitude  of  the  displacing  force  is  proportional  to  the  square  of 

the  difference  of   potential  acting  upon  the  plates.      This  force   is 

counterbalanced  by  means  of  a  weight  which  can  be  hung  upon  a 

faiife-edge  at  the  lower  extremity  of  the  movable  plate.     In  order  to 

economize  time  in  making  readings,  there  is  a  device  for  checking  the 

oscillations  of  the  movable  plate,  and  stops  are  introduced  to  limit 

its  range  of  motion,  and  prevent  damage  to  the  indicator.     The  scale 

'^  tbe  instrument  is  graduated  from  0  to  60,  the  divisions  indicating 

equal  differences  of   potential.     The  actual   value   of   any  division 

appends  upon  the  weight  that  is  placed  upon  the  knife-edge  of  the 

niovable  plate.      With  each  instrument  a  set  of  three  weights'  is 

usually  supplied,  having  ratios  of  1,  2,  and  4.     When  the  smallest 
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weight  is  used,  each  division  indicates  50  volts ;   with  the  second, 
100  ;  and  with  the  third,  200  volts. 

229.  Siemens  Dynamometer.  —  This  instrument  consists  of 
two  coils  of  wire,  one  fixed  and  one  movable,  which  are  arranged  as 
in  Fig.  148,  so  the  movable  coil  surrounds  the  fixed  coil  placed  in 
the  center  of  the  instrument.  By  the  means  of  binding-posts  on  the 
base,  the  current  to  be  measured  may  be  caused  to  flow  through 
both  the  fixed  and  the  movable  coil.  The  movable  coil  is  sus- 
pended from  the  top  of  the  instrument  by  means  of  a  spiral  spring 

attached    to    a    knob    which    carries   a 
pointer   playing  over  a  graduated    scale. 
When  a  current  is  passed  through    the 
instrument,  there  is  mutual  attraction  set 
up   between   the   movable   coil    and   the 
fixed  coil.     The  movable  coil,  therefore, 
swings  about  its  axis,  and,  by  means  of 
the  spiral  spring  and  milled    head,  may 
be  brought  back  to  its  original  position 
at   right  angles  to  the  fixed  coil.     The 
number   of   degrees   or   divisions  of  the 
scale   through  which   it   is   necessary  to 
turn   the   head  forms   a  measure  of  the 
current.     It  is  usual  to  accompany  these 
instruments    with    a    tabular    statement 
showing   the   value   of   the  divisions  on 
the    -scale.      When    wound   with    coarse 
fa.  I4B.   sitmant  onaememiitt.        wire,  this  instrument   may   be   used  for 
measuring  current   strengths  of   any  de- 
sired amount  up  to  several  thousand  amp>eres.     When  wound  with 
fine  wire,  a  similar  instrument  may  be  used  as  a  voltmeter;  and  by 
winding  the  fixed  coil  with  coarse  wire,  and  the  movable  coil  with 
fine  wire,  the  instrument  becomes  a  wattmeter  whose  indications  are 
proportional  to  the  total  energy  flowing  through  the  circuit. 

230.  CoodeoaerB.  —  When  one  conductor  is  adjacent  to  another 
it  ])ossc.sses  the  property  of  storing  upon  its  surface  a  quantity  of 
electrical  energy.  This  quality  is  called  the  capacity  of  the  conduc- 
tor, and  plays  an  important  part  in  the  development  of  electrical 
circuits.     The  capacity  of  a  conductor  may  be  numerically  defined  as 
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\:t  number  of   coulombs  of  electricity  required  to  be  given  to  the 
«  conductor  in  order  to  produce  a  difference  of  potential  of  one 
rJi  between  it  and  the  other.     The  capacity  of  a  conductor  depends 
upon  its  geometrical  shape,  upon  its  position  relatively  to  the  neigh- 
y.nng  conductor,  and  on  the  characteristics  of  the  dielectric  sopa- 
-:ing  the  conductors.     The  Leyden  jar  is  a  familiar  example.     In 
"JiUcase  a  glass  jar,  coated  inside  and  out  with  tin-foil,  gives  the  two 
i.'nduciors  which  are  separated  by  means  of  the  glass  of  the  jar  as  a 
■^decVric.     The  capacity  of  circuits  is  usually  measured  by  compar- 
.-,-the  quantity  of  electricity  which  may  be  stored  upon  them  with 
■.-.i-L  ol  a  standard  condenser.     The  condenser  usually  consists  of  a 
i>jji  of  insulating  material  in  which  are 
rresen^ed  a  number  of  alternate  layers 
■:f  tin-foil,  separated  by  paraffine  paper 
'!i  mica  as   an   insulator,  the    paraffine 
Ti^t  serving  in  the  condenser  precisely 
iie  same  office  as  the  glass  in  the  Ley- 
I     ^n  jar.     A  condenser  may  be  charged 
■)  connecting   its   terminals   with   the 
■'■cs  o(  a  battery,  the  amount  of  elec- 
^ncity  stored  being  in  proportion  to  the 
•'■li  of  the  condenser  and  the  electro- 
motive force  of  the  battery. 

The  unit  of  capacity  is  the  "  farad."  f^^  ,4^.   stmtan  cannenm,. 

mismuch  as  this  unit  is  too  large  for 

fiiinary  work,  condensers  are  usually  made  in  fractions  of  one  or 
niMe  raillionths  of  a  farad,  termed  a  microfarad. 

The  standard  condenser  usually  takes  the  form  of  a  carefully 
inished  box,  having  upon  its  top  a  series  of  plates  that  may  be  con- 
nected by  means  of  plugs  to  respective  divisions  of  the  condenser. 
'"  fact,  the  apparatus  very  closely  resembles  a  resistance  or  megohm 
**■  An  exceedingly  convenient  size  is  given  in  the  illu.stmtiun, 
''o'  149,  having  a  total  capacity  of  one  microfarad,  subdivided  into 
^'^'^  parts  of  .5,  .2,  .2,  .05,  and  .05  microfarad  each, 

231.  The  different  subdivisions  of  a  condenser  may  be  combined 
™'fierin  series,  in  parallel,  or  in  the  various  combinations  of  series- 
P^H  Thus ;  supposing  that  CC'C",  etc.,  be  the  respective  capaci- 
"rtof  the  various  subdivisions  of  a  condenser.    They  may  be  grouped 
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in  parallel  as  represented  by  C'  +  C" +C"  +  C""  +  etc.  LJnder  th 
condition  the  total  capacity  will  be  equal  to  the  sum  of  the  respectii 
capacities.  This  condition  may  be  expressed  graphically  as  show 
in  Fig.  150. 


Fig.  750.    Diagram  of  Condensers  in  Parallel. 

When  the  combination  is  made  in  series  the  joint  capacity 
follows  the  law  of  the  resistance  of  parallel  circuits,  the  capacity 
being  the  reciprocal  of  the  sum  of  the  reciprocals  of  the  respective 
parts.     Analytically  this  is  expressed  by  :  — 

1 


C  = 


h \-  etc. 

y-«/      I         y-«//       •       ^//f      '       fulfil      •      '-''^» 


Graphically  the  relation  may  be  indicated  by  Fig.  151. 


C 


*if 


•//^ 


Fig.  151.    Diagram  of  Condensers  in  Series. 

Further  combinations  may  be  made  by  uniting  the  parts  of 
a  condenser  in  any  of  the  possible  series-parallel  arrangements. 
Such  combination  may  be  expressed  either  symbolically  or  graphi- 
cally.    For  example,  one  combination  of  a  three-part  condenser  is  :  — 


C'  + 


C  +  c 


ttt  > 


or  graphically,  Fig.  152. 


C 


C" 


\*tt 


Fig.  152.    Diagram  of  Condensers  in  Series-parallel. 

Thus,  with  two  divisions  in  a  condenser,  four  combinations  may 
be  made  ;  viz.  :  — 


C\  C'\  C  +  C'\ 


and 


C'+  6 


^n  • 


KiJ-.CTKlCAL   /.\STi<L'ME.\TS.  217 

With  three  divisions  fourteen  combinations  may  be  made,  the 
w>fsible  combinations  increasing  in  a  geometrical  ratio  with  the 
number  of  parts  of  the  condenser. 

WATTMETERS. 

232.    The  wattmeter  forms  one  of  the  most  valuable  measuring 
■.Tistriiments  at  the  command  of  the  electrician  ;  for  by  its  use  the 
tiiial  energy  delivered  at  any  point  of  a  circuit  may  be  measured, 
mespective  of  the  variations  in  potential  and  current.     Instruments 
of  this  liind  arc  divided  into  two  classes,  known  as  the  Indicating 
WaHmeters  and    the   Inte- 
jraiiiig     Wattmeters.        In- 
iiniments  of  the  first  divis- 
ion are  typified  by  the  Wes- 
ton Wattmeter  and  the  Sie- 
mens Electro-dynamometer, 
»hich  have  been  already  de- 
fCTibed.     Their  province  is 
simply  to   indicate   the  in- 
smtaneous    value    of    the 
product   of  the    volts    and 
araperes  traversing  any  part 
of  the  circuit.     The  second 
class,  or  integrating  instru- 
tients,  embrace    nearly    all 
ihi'  various  devices   known 
is  electric  meters,  of  which 
flje  Thomson    Recording  Wattmeter   is   a  representative   example. 
Tliese  instruments  do   not  indicate  instantaneous  values,  but  inte- 
grate thetotal  energy  delivered  to  the  circuit  during  the  time  through 
*liich  they  are  attached  to  it.     Thus  the  readings  of  these  devices 
are  in  watt-hours  or  watt-minutes.     To  obtain  the  average   instan- 
ianeous  value  of  the  energy,  the   reading  of  the  instrument  (if  in 
*m-hours)  must  be  multiplied  by  3,600,  and  divided  by  the  time 
fipressed  in  seconds  during  which  the  meter  has  been  in  circuit. 

233.  The  Thomson-Houston  Wattmeter.  —  One  of  the  most 
'■aluable  forms  of  wattmeter  is  that  devised  by  Professor  Thomson, 
ai'l  is  shown  in  Fig.  1.5S, 


Fig.  JS3.     Ihomton-HoaaU 
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It  consists  of  an  iron  frame  carrying  two  heavy  coils  of    wire, 
through  which  runs  a  light  shaft  attache:!,  near  its  base,  to  a  cop/>er 
plate  revolving   between   the   poles  of  three   mng^iiets. 
The  shaft  also  carries  a  coil  of  fine  wire  ])]ace<J    inside 
of  the  coarse  wire  coils.     This  instrument  is  th<jrefore 
an  electrical  motor,  in  which  the  coarse  wire  coils    form 
the  field,  the  fine  wire  coils  the  armature,  the  rotation 
of  the  shaft  being  proportional  to  the  product   of    the 
current  in  the  coarse  and  fine  wire  coils,  which,  in   turn, 
is  proportional  to  the  total  quantity  of  electricity   and 
to  the  pressure  tn  circuit.     The  rotation  of  the  cop/>er 
disk  between  the  poles  of  the  magnets  experiences   a 
constant  retarding  force,  which  tends  to  check  the   mi>- 
tion.     The  dial   at  the  top  serves  to  register  the    rota- 
ftp,  fs*.        tion  of  the  shaft,  and  is  calculated  to  give  readings  in 
s/tott-circuiiing    watt-hours.     Thus  this  instrument  sums  up  the  entire 
energy   which  flows  through   a  given   circuit   between 
any  two  intervals  of  time  at  which  readings  may'  be  taken. 

234.  Keys.  — To  complete  a  set  of  testing  instruments,  a  num- 
ber of  keys  should  be  provided  for  readily  manipulating  the  circuits. 
The  most  important  keys  are  the  short-circuiting  key,  the  reversin;;; 
key,  and  the  discharge  key.     See  Figs,  154,  155,  and  156. 

By  means  of  the  short-circuiting  key,  the  galvanometer  coils  may 
be  closed  upon  themselves  at  the  instant  of  opening  the  circuit,  thus 
checking  the  oscillations  of 
the  needle,  and  tending  to 
render  the  instrument  dead- 
beat. 

By  means  of  the  revers- 
ing key  the  direction  of  the 
current  in  a  given  circuit 
may  be  quickly  and  conven- 
iently changed. 

The  discharge  key  is  a 

,       .  ,  .-  .1  f'B-  ISS,    Dlschargt  Key. 

device   for    connectmg    the 

condenser  alternately  with  the  charging  battery  and  the  galvanom 

eter,  and  is  a  necessary  adjunct  for  all  capacity  tests. 

235.  The   Magneto.  - —  The    apparatus    termed     "  a    magneto," 
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frequently  used  in  making  tests  of  electrical  machinery,  is  a  very 

M'livenient  rough-and-ready  instrument.     It  consists  of  a  small  box, 

Fig.  157,  carrying  a  bell  fiir- 

niihed  with  a  small  alternat- 

nj  current  dynamo.  By 
ncans  of  a  crank  at  the 
-\ie  of  the  box  the  arma- 
ture of  the  dynamo  can  be 
npi4\y  rotated,  thus  gener- 
ating an  alternating  current, 
li  the  circuit  of  the  machine 
is  closed,  the  current  flows 
through    the    bell,   and   by 

flu-  'SS-    Untralnt  «jf. 

causing   the    bell    to    ring, 

jwes  indication   that  the  circuit   is  continuous.      The  magneto   is 

tMefly  used  to  detect  low  insulation.     For  this  purpose  the   little 

^nerator  is  wound  to  be  able  to  ring  the  bell  through  a  resistance 

■>t  iiom  twenty  to  twenty-five  thousand  ohms.     It  thus  forms  a  very 

bandy  and  convenient  detector  for  the  purpose  of  determining  short 

citcuits  or  defective  insulation.     After  considerable   practice   with 

a  particular  instrument,  it  becomes  quite  possible  to  make  a  rough 

approximation    of   the   resistance 

of  a  circuit  by  judging  from  the 

strength    and    clearness    of    the 

ring  which  is  given. 

236.  Ground  Indicators.  — 
Important  lines  carrying  heavy 
currents  should,  as  a  matter  of 
safety,  be  provided  with  con- 
stantly acting  telltales  to  in- 
stantly indicate  any  fault  in  the 
insulation.  The  most  simple  of 
these  contrivances  is  arranged 
in  the  following   manner.      Two 

Fig.  1S7.     The  *aff-.«o.  ■      -,         ■  ,  .  1  c 

Similar  incandescent  lamps,  of  an 
appropriate  voltage  to  be  fully  illuminated  when  placed  in  parallel 
across  principal  conductors,  are  connected  in  series  as  shown  in  Fig. 
Lis,  at  Land  L'  (p.  220). 
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Fig,  158. 
Continuous  Current  Ground  indicator. 


Under  these  circumstances  the  lamps  will  bum  at  a  dull  red.       A< 
long  as  the  circuit  is  completely  insulated,  no  current  will    traverse 

the  wire  /.      The  galvanometer,    or     bell, 
gives  no  indication,  and  the  aspect    of   the 
two  lamps  is  identical.     If  now,  however, 
a  leak   occurs  at  any  other  point    of    the 
line,  a  current  will  flow  through  _/!       One 
of    the    lamps,  therefore,  will    find     itself 
shunted  by  the  circuit  through  the    earth, 
and  will  consequently  burn  less  brightly, 
while  the  light  of  the  other  lamp   is    aug- 
mented. 

237.    Upon  lines   carrying  alternating^ 
currents,  an  analogous  arrangement  can  be 
used  ;  and  as  it  is  inadvisable  to  perma- 
nently ground  any  part  of  the  circuit,  it  is 
better  to  interpose  in  the  ground  wire  a 
switch,  by  means  of  which  connection  may 
be  made  whenever  it  is  desired  to  test  the  insulation  of  the   line. 
Moreover,  it  is  advisable  to  make  the  test-wire  a  part  of  the  primary' 
circuit  of  a  transformer,  in  the  secondary  of  which  the  telltale  lamps 
are  placed.    The  arrangement  of  this  apparatus  is  shown  in  Fig.  159. 

238.  These  con- 
trivances, however,  are 
defective  to  the  extent 
that  they  do  not  give 
continuous  and  auto- 
matic indications  of 
the  insulation  of  the 
circuit,  but  require  the 
presence  of  an  opera- 
tor to  obtain  results. 
The  following  modifi- 
cation of  the  ground 
indicator  may  be  used 
for  alternating  circuits, 

from  which  continuous  indications  can  be  obtained.     The  principle 
of  this  contrivance  is  shown  in  Fig.  160. 


l»M 


^J2^ 


-I' 
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Fig.  159.     Ground  indicator  for  Aiternating  Currents. 
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Between   the  principal  conductors  two  large  metallic  plates  are 
wunected,  C   and  C,  forming  the  armatures  of  a  condenser.      The 

Lither  plates   are  connected  to  the  ground  by 

means  of  a  wire,  into  which  is  placed  a  tele- 
phone. /.  As  long  as  the  insulation  remains  ■ 
fcrfect  no  current  flows  through  the  grounded 
Mire.  As  scon,  however,  as  a  fault  occurs, 
an  alternating  current  is  set  up  in  the  wire, 
^hich  manifests  itself  by  so  loud  a  hum  in  the 
lelephonc  as  easily  to  be  perceived  throughout 
a\aige  room.     The  sensitiveness  of  the  tele- 


phone  is    sufficient   to   make   this   apparatus 


ckQ 


^^^ 


work  successfully    with    condensers    of   very  -Cv'-C-^^y?' 

small  capacitv.  ,  "''  ""* 

'  -  riltpliBnIc  Orauntl  Inatcator, 

239.    The    Boyer     Speed    Recorder.  — 

The  Bin-er  Speed  Recorder,  Fig.  161,  is  an  instrument  for  obtaining 
instantaneous  values  of,  and  recording  the  curve  of  speed  of  any  axle 
m  any  machine,  and  consists  of  a  little  rotary  oil-pump  supplied  with 
a  gauge,  recording  pencil, 
and  a  cylinder  carrying  a 
roll    of    cross-section    pa- 
per, which   is  moved   by 
clockwork.     For  determi- 
nation of  car  speed,  indi- 
cations  are   obtained   by 
attaching  the  machine  by 
s  of  a  belt  to  the  car-a.\le, 
motion    of    the   axle    being 
mitted    to    the    pump,  ■  and 
icing    a    pressure     upon     a 
n    attached    to    the    pencil, 
causing   the  piston  to  rise 
fall    in    proportion    to    the 
1  attained  by  the  car.      As 
«M«.   B«>,rSp«,».co^.r.  ^  ^^^''^^'  ^^c  instrument  traces  a 

curve,  whose  abscissae  and  ordi- 
Mtes  express,  at  any  instant  of  time,  the  value  of  the  car  speed  as 
2  function  of  time.  A  curve,  as  described  by  this  instrument,  is 
given  in  Fig.  162  (p.  222). 
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e  the  indications  of  the  Boyer  instrument  give  instan- 
taneous values  for  car  speed,  it  is  frequently  of 
use  to  obtain  the  mean  speed.  Assume  on  tho 
horizontal  axis  of  the  diagram  any  points  A  3.rtcl 
B,  between  which  it  is  desirable  to  obtain  the 
mean  speed.  The  time  required  for  the  car  to 
go  any  short  distance  dx,  at  a  speed  b,  is  d  x- /  fi. 
Consequently,  the  total  time  required  for  the 
car  to  go  between  points  A  and  B  is  equal    to 


the- 


r 


The  distance  traversed  is  B—A,  hence 


is  the  true  mean  speed. 
The  integral 


X'f 


f  is  the  area  of  a  reciprocal  curve  to  that  given  by 

g         the   Boyer  indicator,   between   points  A  and   B, 
3         which  may  be  obtained  as  follows;  — 

5  Subdivide    the   base-line  of   the  curve   given 
",         by   the   indicator   into   equal   parts,   and   set    off 

6  upon   the   ordinates   drawn  to  these  divisions  a 

5  series  of  lines,  whose  length  will  be,  respectively, 
J         equal  to  the  reciprocals  of  the  ordinates  to  the 

6  Boyer  curve  at  each  proper  point. 

*"  Drawing  a  curve  from  the  vertices  of   these 

ordinates,  a  new  curve  is  obtained,  which   is  the 

reciprocal  curve  sought  for.    When  the  car  stops. 

the  value   of    the  expression  under  the  integral 

sign  becomes  infinity,  which  cannot  be  included  in  the  calculation. 
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CHAPTER  VI. 

METHODS   OF  ELECTRICAL  MEASUREMENT. 

;.  241.  To  the  practicing  engineer,  the  various  methods  of 
electrical  measurement  are  chiefly  valuable  as  affording  a  means 
of  inspecting  the  condition  of  the  circuit  of  a  plant  for  the  electrical 
transmission  of  energy,  with  a  view  to  the  determination  of  the  per- 
formance, in  order  to  afford  information  as  to  the  possibilities  of 
increasing  efficiency  or  remedying  defects.  In  every  electrical 
circuit,  there  are  five  elements  which  are  worthy  of  consideration. 
To  the  line  may  be  attributed  the  properties  of  resistance,  capacity, 
and  inductance,  while,  having  regard  to  the  energy  conveyed,  there 
are  the  factors  of  potential  and  quantity  of  current. 

In  strictly  scientific  investigation,  all  electrical  quantities  are,  by 
means  of  the  C.  G.  S.  system,  finally  referred  to  fundamental  units 
oi  length,  mass,  and  time.  For  practical  work,  the  more  common 
commercial  units  are  chiefly  used,  being  readily  deduced  from  the 
C.  G.  S.  system. 

242.  Electric8kl  Intensity.  —  The  amount  of  energy  transmitted 
by  electricity  is  always  measured  by  the  product  of  two  factors, 
namely,  electrical  intensity  multiplied  by  electrical  quantity.  Elec- 
trical intensity,  pressure,  potential,  or  electro-motive  force,  as  it  is 
variously  called,  is  that  property  of  electrical  energy  by  means 
of  which  it  is  enabled  to  overcome  resistance.  While  the  foregoing 
synonyms  have  not  quite  a  parallel  significance,  when  used  in  the 
most  exact  scientific  sense,  the  terms  are  usually  regarded  as  inter- 
changeable for  ordinary  work.  The  commercial  unit  of  electrical 
pressure  is  the  Volt,  and  may  be  defined  as  that  amount  of  electrical 
pressure  which  will  produce  a  current  of  one  unit  of  electrical  quan- 
tity in  a  circuit  having  one  unit  of  resistance  in  one  second  (or  unit) 
of  time. 

243.  Mectriccd  Quantity.  —  The  unit  of  electrical  quantity  is 
the  Coulomhy  and  is  defined  as  the  amount  of  electricity  which 
will   flow  through  a  circuit  having  a  resistance  of  one  unit  in  one 
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second  of  time,  when  the  difference  of  electrical  pressure    t>et\veen 
the  ends  of  the  circuit  is  one  volt. 

244.   Unit  of  Current.  —  As  a  corollary  to    the  two  preceding^ 
units,  a  circuit  having  a  resistance  of  one  unit,  and  which,    under  a 
pressure  of    one  volt,  delivers  in  a  second  of  time  one  coulomb    of 
electricity,  is   stated  to  carry  one   unit   of    current.      This    unit     is 
termed  the  Ampere,     Usually  all  currents  are  measured  in  amperes. 

The  coulomb  defines  electrical  quantity,  pure  and  simple,  while 
the  ampere  conveys  the  idea  of  rate  of  transfer ;  namely,  one  coulomb 
per  second,  the  ampere  differing  from  the  coulomb  by  embracing 
the  idea  of  time. 

246.    Capacity.  —  It  is  found  that  circuits  of  all  kinds,  and,  in 
fact,  all  conductors  and  insulators,  are  capable  of  storing  a  QGrtSiin 
amount  of  electrical  energy ;  and  the  ability  to  thus  contain  electri- 
cal energy  is  termed  "capacity."     The  unit  of  capacity  is  the  Farads 
and  is  that  amount  of  electrical  capacity  which,  under  an  electrical 
pressure  of  one  volt,  is  enabled  to  store  one  coulomb  of  electricity. 
Unfortunately  for  practical  use,  this  unit  is  altogether  too  large  ;  and 
the  Microfarad,  or  millionth  of  a  farad,  is  the  subdivision  most  com- 
monly employed. 

246.  Resistance.  —  The  unit  of  resistance  is  the  Ohm,  and  is 
equivalent  to  the  resistance  of  a  column  of  pure  mercury,  onQ 
square  millimeter  in  cross-section,  106  centimeters  in  length,  at  a 
temperature  of  0°  Centigrade.  For  practical  purposes,  units  of 
resistance,  in  the  form  of  resistance-boxes,  as  described  in  the  last 
chapter,  are  commonly  employed. 

247.  The  Watt.  —  The  amount  of  energy  transmitted  during  a 
given  time  by  an  electrical  current  is  equivalent  to  the  product  of 
the  electrical  pressure  multiplied  by  the  quantity  of  electricity.  To 
measure  the  power  of  doing  work  of  a  given  current,  gives  rise  to 
the  employment  of  a  derived  unit  called  the  Watt,  equivalent  to 
the  product  of  the  volts  and  amperes,  precisely  in  a  manner  similar 
to  the  determination  of  mechanical  work  by  means  of  the  foot- 
pound. Thus  the  rate  at  which  any  machine  is  capable  of  dispens- 
ing energy  is  measured  by  the  number  of  fopt-pounds  per  minute 
that  it  is  capable  of  delivering  ;  so,  in  an  electrical  circuit,  the  rate 
of  doing  work  is  equal  to  the  number  of  volt-amperes,  or  "watts" 
per  unit  of  time. 
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24a   Ohm's  Law.  —  In  any  electrical  circuit,  the  generator  may 

-t,  regarded  as  a  contrivance  whereby,  at  one  point  of  the  circuit,  the 

electrical  potential  may  be  raised ;  and  if,  for  the  sake  of  illustration, 

e.ectricily  be  regarded  for  the  moment  as  a  material  substance,  the 

pressure  is  rendered  useful  by  the  amount  of  electricity  which  may 

l-e  set  in  motion  against  the  resistance  of  the  circuit.     In  every  part 

'.( a  circuit  the  amount  of  work  expended  is  equivalent  to  the  quan- 

t::y  of  electricity  that  passes  this  portion  of  the  circuit,  multiplied 

by  the  fall  of   potential,  or  loss  of  pressure,  that  takes  place  within 

the  part  of  the  circuit  under  consideration. 

According  to  the  law  of  conservation  of  energy,  the  amount  of 
Turk  done  by  the  generator  will  be  precisely  equal  to  the  sum 
(i  aft  the  work  delivered  in  the  whole  circuit.  If  E  be  the  electro- 
motive force  between  any  two  planes  in  any  circuit,  R  the  resistance 
between  the  planes,  and  /  the  quantity  of  current  flowing,  in  amperes, 
:he  relation  existing  between  these  quantities  has  been  stated  by  Dr. 

Ohm  to  be  :  — 

i?  =  — .  (;^3) 

As  above  written.  Dr.  Ohm*s  law  only  applies  to  steady,  non-pul- 
sating currents ;  but  if  the  quantities  E,  /,  and  R  be  assigned  values 
expressing  the  instantaneous  effective  electro-motive  force,  effective 
current  and  impedance  of  the  circuit,  having  due  regard  to  the  posi- 
Vive  and  negative  effects  of  capacity  and  inductance,  the  formula 
becomes  applicable  to  currents  of  all  descriptions,  whether  continuous 
w  alternating,  and  of  whatsoever  shape  of  wave. 

249.  KirchhofTs  Laws.  —  KirchhofT  has  announced,  under  the 
iorm  of  two  laws,  principles  that  underlie  many  of  the  formulae 
employed  in  electrical  investigation. 

First  Law.  —  If  any  number  of  conductors  meet  at  a  point,  and 
if  all  the  currents  flowing  toward  the  point  be  considered  as  positive, 
»'hile  all  those  flowing  away  from  the  point  be  considered  negative, 
^i  if  equilibrium  exists,  that  is,  if  the  electrical  potential  at  the 
point  of  junction  remains  steady,  the  algebraic  sum  of  all  the  currents 
meeting  at  the  point  will  be  zero.     Mathematically  expressed  :  — 

2  7=0.  (:J4) 

Second  Law.  —  In  any  network  of  electrical  conductors  forming  a 
teed  polygon  containing  varying  currents,  varying  resistances,  and 
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varying  electro-motive  forces,  the  algebraic  sum  of  all  the  prod  Lie 
of  the  currents  and  resistances  is  equal  to  the  sum  of  all  the  el^crtr 
motive  forces,  or  mathematically  :  — 

2  /  X  i^  =  2  ^.  (:^:>% 

Nearly  all  the  formulae  for  electrical  measurements  are  based  upc* 
the  laws  of  Ohm  and  Kirchhoff ;  and  while  the  demonstration  of"  t  Ii 
succeeding  formulas  are  not  given  in  full,  they  may  readily  be  deduce-^ 
from  the  above  cited  laws  by  the  ordinary  algebraic  processes. 

260.  It  is  now  proposed  to  consider  the  determination  of  th< 
various  electrical  quantities  in  the  following  order :  — 

Resistance.  Capacity. 

Current  Strength.  Inductance. 

Electro-Motive  Force. 


iiii^ 


G 

Fig.  163. 
Diagram  for  Resistance  by  Deflection. 


For  the  determination   of  these  quantities,  such   a   selection     nf 

methods  is  given  as  will  enable    the 
practicing  electrician  to  choose  an  ar- 
rangement to  fit  the  apparatus   com- 
monly to  be  found    in  all    electrical 
installations.     In  the  methods  given, 
careful   consideration   has  been    exer- 
cised to  include  only  those  which  are 
of  the  greatest  practical  value,  leaving 
laboratory  methods  and  tests  at  one 
side,  as    not   being    suitable  for    the 
field-work  of  the  electrical  engineer. 

In  all  methods  of  measurement,  it  is  necessary  to  compare  a  stan- 
dard unit  with  the  unknown  quantity,  in  order  to  ascertain  the  ratio 
which  exists  between  the  two  ;  and  for  this  purpose  it  is  essentia]  to 
make  use  of  some  form  of  indicator,  by  means  of  which  comparison 
between  the  standard  and  the  unknown  can  be  readily  made.  In 
most  electrical  measurements,  the  galvanometer  is  selected  for  this 
purpose. 

All  of  the  instruments  necessary  to  the  following  methods  have 
already  been  discussed  and  described  in  the  previous  chapter. 

251.  Measurement  of  Resistance.  —  Firs/,  by  deflection.  In 
Fig.  163,  suppose  G  to  be  a  galvanometer  of  any  desired  type,  E  a 
battery,  or  other  generator  of  convenient   voltage,  and  r  a  known 
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resistance,  such  as  may  be  readily  found  in  a  standard  resistance-box, 
ini!  that  it  is  further  desired  to  measure  the  value  of  some  unknown 
roibtance,  R.  Connect  up  the  galvanometer  battery  and  the  known 
:t^i^tance  r,  as  shown  in  Fig.  163  ;  that  is  to  say,  with  the  galva- 
mmeter,  battery,  and  resistance  all  in  series.  Let  G  equal  the  resist- 
ance of  the  galvanometer,  r  the  known  resistance,  and  r'  the  resistance 
•«  the  battery  and  the  remainder  of  the  circuit.  In  many  cases,  this 
^tter  quantity  is  so  small  in  comparison  with  the  unknown  resist- 
^ces,  that  it  may  be  neglected.  If  E  be  the  electro-motive  force 
"f  the  battery,  and  /  the  current  in  the  circuit,  a  certain  deflection  d 
Tfulbe  produced  on  the  galvanometer.     By  Ohm's  law, 

G  -f /  +  r 
I{G  +  /  +  r)=E:.  (37) 

^ow,  ior  the  known  resistance  r,  substitute  the  unknown  resist- 
Mt  R.  Under  these  circumstances,  suppose  /'  to  be  the  current 
"1  the  circuit,  giving  a  new  deflection  d'  upon  the  galvanometer. 

r{G  +  r'  +  A')  =  £.  (39) 

S<»lving  for  H^  transposing,  and  arranging,  — 

As  the  deflections  d  and  d'  are  proportional  to  the  currents  / 

^^  /',  (i/d'is  proportional  to  ///',  and  may  be  substituted  for  it, 

hence :  — 

/l  =  ^(G  +  r+r')-(G  +  r').  (41) 

a 

262.  The  deflection  readings  on  the  galvanometer  scale  in  de- 
o^^s  have  been  used  in  the  formulae.     "When  the  readings  are  small, 
^r  when  no  special   accuracy  is  required,  this  assumption   is  suffi- 
ciently correct.     When  the  deflections  are  of  considerable  magnitude, 
OMvhen  in  using  the  scale  readings,  either  of  an  ordinary  galvanom- 
^'^T  or  of  a  reflecting  instrument,  great   accuracy   is  desired,   the 
-i^gent  of  d  and  the  tangent  of  d'  should  be  substituted  for  the 
^tUiai  reading  in  degrees.     To  measure  resistance  by  this  method, 
'"^  ''esistance  of  the  galvanometer,  as  well  as  that  of  the  rest  of  the 
'^'rcuit,  must  be  known,  or  neglected. 
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The  galvanometer  resistance  is  usually  given  by  the  make 
Knowing  the  galvanometer  resistance,  and  neglecting  that  of  th 
battery  and  connections, — 


R^f,{G  +  r)^G. 


(4- 


By   adjusting   the   resistance  r  so  that  d' =2d,  the   preceding 
formula  is  simplified.     Under  this  condition  equation  becomes  — 


i?  = 


r-G 
2 


(4;5 


When  it  is  inconvenient  to  make  d'  equal  2dy  simplification   ma^ 
be  obtained  by  making  d'  any  even  multiple  of  d, 

263.  The  quantity  rd^  obtained  by  multiplying  a  known    resist- 
ance r  by  the  galvanometer  deflection  produced  with  the  resistance  r 
in  circuit,  is  called  the  galvanometer  constant,  and  is  much  used  in 
making  line-insulation  tests. 

Thus  a  galvanometer,  megohm  box,  and  battery  are  joined  up  in 
series,  and  a  deflection   of  d  divisions  is   obtained  with  r  ohms   in 
circuit,  rd  being  the  constant.     Any  other  high  unknown  resistances, 
R'y  R'\  R"\  etc.,  now  are  substituted  for  r,  giving  deflection  d' ,  d", 
d'" f  etc.     In  case  r  is  very  small  compared  to  R\  R",  R"\  etc.,  the 
method  of  the   inferred  zero  may  be  advantageously  applied.      For 
great  accuracy  tangent  d,  tangent  d\  etc.,  should  be  used.     In  using 
a  tangent  galvanometer  with  methods  in  which  only  one  deflection  is 
concerned,  it  is  best  to  make  the  deflection  as  nearly  45  as  possible. 
If  two  deflection  methods  are  employed,  it  is  advisable  to  make  them 
fall,  as  nearly  as  may  be,  at  equal  distances  on  either  side  of  45.     If 
one  deflection  is  to  be  double  the  other,  then  about  35  and  55  are 
convenient  to  employ. 

For  such  measurements  a  battery  of  constant  electro-motive  force 
must  be  used,  or  corrections  for  change  in  pressure  introduced. 
There  must  also  be  no  change  in  the  external  magnetic  field,  or  a 
redetermination  of  the  constant  is  necessary. 

264.  Besistajice  by  Wheatstone  Bridge.  —  Resistance  measure- 
ments by  Wheatstone  bridge  are  extremely  simple.  A  battery  is 
connected  to  the  binding-posts,  marked  "  Battery,"  of  the  testing- 
set,  and  the  resistance  to  be  measured  connected  to  the  posts  marked 
".r.'*     In  each  of  the  bridge-arms  a  peg  is  inserted  in  the  coils  that 
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ire  estimated  to  furnish  the  appropriate  arm  resistance  ;  and  then  the 
f-ejs  in  the  rheostat  are  shifted  about  until  the  needle  of  the  gal- 
i^onieter  fails  to  move,  indicating  that  a  balance  has  been  attained. 
The  resistance  indicated  by  the  rheostat,  multiplied  by  the  appropriate 
iictor  due  to  the  ratio  of  the  bridge-arms,  gives  the  desired  resist- 
XMt.  To  secure  the  best  results,  however,  it  is  advisable  to  follow 
certain  conditions. 

Referring  to  Fig,  138,  Chapter  V„  assume  the  letters  attached  to 
ibe  various  parts  of  the  bridge  to  represent  the  resistances  corre- 
sponding to  each  one.     Make  a  rough   measurement  to  obtain  an 

lihlihlililih 


■mmt^ 


Fit.  'M.    magmm  of  Httl,tanc>  ty  Vtltmtitr  Mtaartmeiit 

approximation  tothe  value  of  x.     Then  make  the  resistance  in  the 

^  i/.  as  nearly  as  convenient,  equal  to  \! — .    It  should  not 

»       r  +  X 
^\m  than  this  quantity,  nor  larger  than  G-\-x. 

The  electro-motive  force  of  the  battery  should  be  as  great  as  is 
wnvenient,  compatible  with  safety  to  the  testing-set,  and  the  re- 
iisiince  of  the  exterior  circuit  as  small  as  possible.  Though  these 
twiiiitions  are  theoretically  desirable,  they  can  be  attained  practically 
'^rarely,  and  only  within  the  middle  ranges  of  the  capacity  of  the 
teting-set.  If  manipulated  with  great  care  and  considerable  skill, 
'lie  ordinary  testing-sets  can  be  made  to  measure  a  thousandth  of 
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an  ohm ;  yet  they  are  hardly  reliable  to  so  small  an  amount ;  so,  if 
much  accurate  measurement  on  small  resistances  is  to  be  done,  re- 
course should  be  had  either  to  the  slide-wire  bridge  or  to  the  differ- 
ential galvanometer.  So  far  as  manipulation  is  concerned,  the  use 
of  the  slide-wire  bridge  is  precisely  the  same  as  the  common  WTieat- 
stone  pattern. 

Mecksureznent  of   Resistanoe   by  Ohmmeter   and   Differential 
G-alvanometer  have  already  been  described  in  the  account  of  these 

instruments  in  Chapter  V. 

255.    Resistance    Meas- 
urement by  means  of  Volt- 
meter. —  To  measure  resist- 
ance by  means  of  a  voltmeter, 
the  apparatus  should  be  con- 
nected as  shown  in  Fig.  164, 
in  which  R  is  the  resistance 
to  be  measured,  E  the  bat- 
tery or  source  of  current,  V 
the  voltmeter,  and  r  a  knowTi  re- 
sistance.     The  voltmeter  is  first 
connected  around  the  resistance  r. 
Suppose,  under  these  circumstan- 
ces, the  readings  of  the  voltmeter 
to  be  F  volts.     After  this  reading 
is  obtained,  the  voltmeter  should 
be  connected  in  a  similar  manner 
around    the    resistance    R    to  be 
measured.    In  the  latter  case,  sup- 
pose the  readings  on  the  voltmeter 
to  be    V  volts,  then,  — 

V'.  r.:R:  r. 


-mmm- 


Fig.  165. 
Diagram  of  Resistance  Measurement  with 
Volt  ami  Ammeter. 


(44) 


By  this  method  the  measurement  made  by  the  voltmeter  is  the  fall  of 
potential  through  each  resistance.  As  the  electro-motive  force  is  sup- 
posed to  be  constant,  the  fall  is  directly  proportional  to  the  resistance. 
266.  Resistance  Measurement  with  Volt  and  Anmieter.  — 
A  modification  of  the  preceding  method  may  be  made,  when  no  con- 
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.cnient  known  resistance  is  at  hand,  by  using,  in  place  of  the  known 

'.-sistance,  an  ammeter  as  shown  at  A  in  Fig.  165.     In  this  method 

"he  current  /,  flowing  in  the  circuit,  is  given  by  the  reading  of  the 

irameter ;  while  the  fall  of  potential  E^  through  the  unknown  resist- 

iice,  is  given  by  the  voltmeter.      Thus  two   elements  of   Ohm's 

t.rmula  are    obtained,  from   which   R   may  be  readily  calculated. 

Thus:  — 

(45) 


267.   Small  Resistanoe.  —  To  measure  very  small  resistances, 
the  method  indicated  by  the  arrangement  in  Fig.  166  is  to  be  used, 

mV 


Fig.  166.    Diagram  of  the  Measurement  of  Low  Resistance, 

^Wch  is  practically  the  same  as  in  the  preceding  instance,  except 
•hit,  owing  to  the  very  small  difference  of  potential  to  be  estimated, 
3  milli-voltmeter,  wV,  must  be  substituted  for  the  voltmeter,  in 
''^der  to  obtain  readings  of  sufficient  accuracy.  A  battery  E,  or 
ther  source,  supplies  requisite  current,  that  is  measured  by  the  am- 
tneter  A.  The  unknown  resistance  R  is  placed  in  series  with  the 
^nimeter  and  battery.  The  milli-voltmeter  is  applied  to  the  points 
"  ^^d  C,  between  which  lies  the  resistance  to  be  measured  ;  the 


232  THE  ELECTRICAL    TRANSMISSIO.V  OF  EXHKGY. 

reading  giving  the  fail  of  potential  between  B  and  C.  Care  should 
be  taken  to  make  good  contacts  at  B  and  C,  that  there  may  be  no 
errors  from  loss  of  pressure  at  these  points,  and  the  reading  at  A 
and  »«V  should  be  simultaneous.  A  very  essential  and  practical 
application  of  this  method  is  its  adaptability  to  the  measurement  of 
resistance  of  armatures  of  dynamo  machines.  For  this  measurement 
the  arrangement  shown  in  Fig.  107  should  be  adopted,  in  which  the 
milli-voltmeter  is  clamped  to  opposite  sections  of  the  commutator, 
while  the  battery  and  ammeter  are  placed  in  series  with  the  same 
sections.      The  milli-voltmeter  should  be  connected  directly   to  the 
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sections,  and  not  to  the  brushes,  to  avoid  introducing  the  error  of 
the  contact  resistance  of  the  brush. 

258.  High  Beeistance.  —  For  measuring  high  resistance,  the 
connections  shown  in  Fig.  168  are  preferable.  In  this  case  the 
battery  K,  voltmeter  V,  and  key  K  are  so  arranged  that  the  resist- 
ance to  be  measured,  Ji,  may  be  either  included  or  excluded  from 
the  voltmeter  circuit.  For  measurements  of  this  kind,  as  high  an 
electro-motive  force  should  be  used  as  practicable,  it  being  umler- 
stnod  that  in  any  event  the  potential  is  not  higher  than  the  highest 
reading  of  the  voltmeter.  With  this  arrangement,  supixising  r  to 
be  the  resistance  of  the  voltmeter,  two  measurements  are  made  ; 
first,  with  the  switch  closed,  and  then  with  the  switch  open.     Sup- 
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pjse  V  to  be  the  reading  with  the  switch  closed,  V '  that  with  the 

sisitch  open  ;   then  — 

(46) 


259.  A  very  convenient  application  of  this  method  of  measuring 
resistance  occurs  in  making  frequent  trials  of  the  insulation  of  high 
pitential  circuits.  It  is  practical  to  make  such  tests  with  the  line  in 
full  operation.     The  apparatus  should  be  arranged  as  shown  in  Fig. 


-mimis 


Ftg.  108.    Method  of  Measuring  High  Resistance, 

^^9,  in  which  the  voltmeter  V  is  connected  first  from  one  main, 
and  then  from  the  other  main,  to  the  ground.  Under  these  circum- 
stances, if  V  equals  the  difference  in  potential  between  the  two  sides 
of  the  line,  V  the  reading  between  either  side  of  the  line  and  the 
^'Hind,  and  r  the  resistance  of  the  voltmeter;  then,  representing 
the  line  insulation  by  ^,  its  value  is  given  by  the  equation  — 


(47) 


260.    In  the  case  of  a  dead  ground,   J^'  =  J^,  and,  consequently, 
^  =  0.      In  case  there  is  no  current  in  the  main,  a  test-batterv  may 
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be  added,  and  the  connection  made  first  to  one  side  of  the  circuit, 
and  then  to  the  other,  as  shown  in  Fig.  170. 

As  the  resistances  of  the  commercial  voltmeter  and  milli-voltmeter 


Fig.  169.    Diagram  of  Method  of  Measuring  insulation  Resistance. 

vary  from  a  fraction  of  an  ohm  to  upwards  of  a  megohm,  this  method 
may  be  used  with  great  convenience  and  accuracy  to  determine  all 
resistances  that  are  commonly  found. 


Fig.  170.    Diagram  of  Test  for  insuiation. 

261.  Insulation  Resistance  by  the  Method  of  Loss  of 
Charge. — When  it  is  desired  to  measure  the  resistance  of  insulation 
of  a  conductor  having  considerable  capacity,  this  property  may  be 
utilized.     For  example :  suppose  a  cable  insulated  at  one  end,  having 
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:>  sheath  grounded.  Charged  by  means  of  a  battery,  it  acts  as  a 
.i-ndenser,  storing  a  certain  quantity  of  electricity.  If,  now,  both 
crds  be  insulated,  the  charge  slowly  diminishes,  due  to  leakage ;  and 
it  is  possible  to  estimate  the  resistance  of  the  insulation  by  the 
rapidity  of  loss  of  charge  during  a  given  time.  Let  E  be  the 
respective  potential  of  the  cable  at  the  moment  of  charge,  and  e 
the  potential  after  a  certain  number  of  seconds,  7",  has  elapsed. 
It  can  be  shown,  under  these  circumstances,  that 


i?  = 


2().()6 


Clogf 


(48) 


:n  which  C  is  the  capacity  of  the  cable  in  microfarads  per  mile,  and 
K  its  resistance  of  insulation  in  megohms  per  mile.     The  measure- 
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fig,  171.    Diagram  of  Resistance  Measurement  by  Loss  of  Charge. 

raent  of  E  and  e  is  best  made  by  means  of  an  electrometer.  In  this 
case  the  apparatus  should  be  arranged  as  shown  in  Fig.  171,  in 
which  E  is  the  charging  battery,  G  the  electrometer,  C  the  cable, 
M  a  commutator,  and  K  a  double  key.  The  cable  is  charged  by 
connecting  it  for  one  minute  with  the  battery.  It  is  then  entirely 
insulated,  and,  by  means  of  the  key  K,  is  placed  in  connection  with 
the  electrometer,  and  the  motion  of  the  spot  on  the  .scale  observed 
for  a  period  of  one  minute.  The  readings  of  the  electrometer,  at  the 
beginning  and  end  of  the  minute,  give  E  and  c.     By  means  of  the 


236 


THE  ELECTRICAL    TRANSMISSION  OF  ENERGY. 


electrometer,  it  is  practicable  to  watch  the  image  on  the  scale  dur- 
ing the  whole  time  of  the  observation,  thus  noting  all  that  occurs  to 
the  cable  during  the  process  of  the  loss  of  charge. 

262.  In  the  absence  of  an  electrometer,  the  measurement  may 
be  made  by  means  of  a  galvanometer,  by  connecting  the  circuit,  as 
shown  in  Fig.  172.  Under  these  circumstances,  E  and  e  are  ob- 
tained by  the  deflection  of  the  galvanometer  at  the  beginning  and 
at  the  end  of  the  time  7)  and  the  capacity  is  calculated  from  the 
preceding  formula. 

263.  Measurement  of  Line  Resistance.  —  The  resistance  of 
lines  may  be  readily  measured  by  means  of  the  Wheatstone  bridg"e, 
under  either  of  the  following  three  methods :  — 

1.    When  the  bridge  can  be  grounded  at  one  end  and  the  line  at 


i 
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I 
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Fig.  172.    Diagram  of  Insulation  Measurement  by  Loss  of  Charge  with  Qaloanometer. 


the  other,  so  thoroughly  as  to  interpose  essentially  no  ground  resist- 
ance, and  when  no  earth  currents  interfere  with  the  measurement, 
good  results  can  be  obtained,  the  bridge  measurement  giving  directly 
the  desired  resistance. 

2.  When  a  second  wire  of  known  resistance  can  be  joined  from 
the  farther  end  of  the  wire  to  be  measured  and  returned  to  the 
bridge.  Under  these  circumstances,  the  resistance  given  by  the 
bridge  is  that  of  the  sum  of  the  two  wires,  from  which  that  of 
the  known  wire  must  be  deducted,  in  order  to  obtain  that  which 
is  unknown. 

3.  In  cases  where  three  wires.  A",  }",  and  Zj  are  accessible,  all  of 
which  may  have  unknown  resistance.  X  and  Y  are  to  be  joined  at 
the  farther  end,  and  the  resistance  measured  on  the  bridge,  giving  an 
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amount  A.  X  and  Z  are  then  joined  in  a  similar  manner,  and  meas- 
ured, giving  a  resistance  B.  V  and  Z  are  then  joined  and  measured, 
•ii\-inir  resistance  C.     Under  these  circumstances, 

X  =  ^ +-^^^  ;  (49) 

y=^-+^^^.,  (50) 

Z  =  ^  +  ^~^.  (51) 

264.  Measurement  of  G-round  Besistsjice.  —  The  estimation  of 
ground  resistance  could  be  accomplished  similarly  to  the  determina- 
tion of  any  other  resistance,  were  it  not  for  the  fact  that  frequently 
earth  currents  from  extraneous  sources,  or  polarization  set  up  by  the 
^ound  plates  themselves,  tend  to  vitiate  the  results.  If  these  per- 
rjrbating  causes  do  not  exist,  the  Wheatstone  bridge  may  be  used, 
and  the  resistance  determined  in  the  usual  fashion.  If  two  wires 
can  be  obtained,  the  measurement  may  be  made  as  indicated  in  the 
preceding  paragraph.  If  the  earth  currents  are  reasonably  steady, 
an  approximation  to  the  true  quantity  may  be  obtained  by  making 
two  bridge  measurements  ;  one  with  a  positive  and  the  other  with  a 
negative  current,  and  taking  the  mean  of  the  results.  Otherwise 
the  ground  may  be  treated  as  a  battery,  and  its  resistance  determined 
by  any  of  the  methods  for  measuring  battery  resistances. 

266.  Special  Methods  for  Resistance  MearSiirements.  —  The 
preceding  methods  for  the  determinations  of  resistance  are  adapted 
to  all  the  general  cases  that  will  fall  under  the  notice  of  the  elec- 
trical engineer.  For  certain  special  cases,  such  as  the  measuring  of 
galvanometer  resistance  and  internal  resistance  of  batteries,  or  other 
generators,  some  special  methods  are  more  expeditious  and  will  now 
be  noted. 

266.  Galvanometer  Resistance  by  Equal  Deflection  Method.  — 
Connect  up  galvanometer  G,  shunt  S,  resistance  known  r,  and  bat- 
ter)- E  of  so  low  internal  resistance  that  it  may  be  neglected,  as 
indicated  in  Fig.  173.  Note  the  deflection  of  G.  Now  remove  the 
shunt,  and  increase  r  to  r\  a  second  known  resistance,  until  the  same 
deflection  is  given  by  the  galvanometer,  then  — 

G  =  SX  '''""''.  (52) 
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This  test  is  most  accurately  made  by  adjusting  5,  the    resist 
ance  of  the  shunt  less  than  G ;  the  resistance  r  should  be  as    larg^c 
as  possible,  but  not  larger  than  — 

S 


r'X 


r'  being  the  largest  attainable  resistance.  Low  resistance  batters- 
power  of  sufficient  quantity  should  be  provided  to  give  the  deflection 
as  nearly  as  possible  at  the  angle  of  maximum  sensitiveness. 

267.  Galvanometer  Resistance  by  the  Wheatstone  Bridgre. 
Thomson  Method.  —  Arrange  the  apparatus  as  shown  in  Fig.  174. 
Vary  the  resistance  in  the  arm  a  or  dy  until  the  deflection  on   the 


III 

E 


■oro 


Fig.  173.    Diagram  of  Resistance  by 
Equal  Deflection. 


Fig.  174.    Diagram  of  Qalocmotneter 
Resistance.    (Thomson's  Method.) 


galvanometer   G  remains  the  same,  whether  the   key  Jt  be   up   or 
down,  then  the  value  of  G,  the  resistance  of  the  galvanometer,  is  — 


G  =  ^. 


(r*:^) 


268.  This  test  has  the  merit  of  being  entirely  independent  of 
battery  resistance,  and  of  being  very  easily  made.  To  attain  the 
greatest  accuracy,  a  should  be  about  one-tenth  of  G,  and  d  ten  times 
as  large  as  G,  Vary  d  until  it  is  nearly  correct,  and  then  change 
the  battery  power  so  that  the  final  deflection  shall  be,  as  near  as 
possible,  at  the  angle  of  maximum  sensitiveness  of  the  galvanometer. 
Adjust  ^/till  the  deflection  remains  unchanged  on  pressing  the  key. 

269.  Galvanometer  Resistance  by  Condenser.  —  The  connec- 
tions for  this  method  are  shown  in  Fig.  175,  in  which  G  is  the  gal- 
vanometer, C  the  condenser,  E  the  necessary  battery  furnished  with 
the  key  K,  and  S  a  shunt  that  can  at  pleasure  be  placed  around  the 
galvanometer.     The  condenser  is  charged  with  the  battery,  and  then 
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:  ^charged  through  the  galvanometer,  giving  deflection  d.  The  con- 
icnser  is  again  charged  and  discharged  through  the  galvanometer, 
uhcn  shunted  with  a  resistance  S,  giving  a  second  deflection  d\ 

then  — 


d  = 
//'  = 

d' 


E_ 
G' 
EGS 

G  +  S 
S 


,  f 


G  +  S' 

c. 5(1-1). 

I:  5  can  be  made  so  that  d'  =d/  2,  then  G=S. 


(54) 
(55) 


V 


K 


Fig.     175.    Diagram  of  Qaioanometer  Resistance  by  Condenser. 

270.  Measurement   of   Battery  Resistance   by  Voltmeter.  — 

In  Fig.  176  are  given  the  connections  for  measuring  battery  resist- 
ance with  a  voltmeter.  Suppose  the  battery  to  have  an  electro-motive 
torce  E.  K  is  an  appropriate  key,  and  r  a  suitable  known  resistance. 
When  the  key  K  is  open,  the  reading  on  the  voltmeter  indicates  the 
ix)tential  of  the  battery.  Upon  closing  the  key  K,  the  voltmeter 
indicates  the  difference  in  potential  e  existing  between  the  ends  of 
the  resistance  r.  Under  these  circumstances,  the  resistance  R  of 
the  battery  is  found  from  the  equation,  — 


Jl^rl^i^' 


(56) 
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271.  Galvanometer  Resistsjice  by  Deflection.  —  Connect  the 
galvanometer  to  be  measured  in  series  with  a  known  resistance  /;  as 
indicated  in  Fig.  163,  obtaining  the  deflection  d.  Replace  f  by  a 
second  known  resistance  r\  quite  different  from  r,  giving  a  SGcand 
deflection  d\  Then,  in  formula  (41),  substitute  r'  for  Ry  and  solve 
for  the  value  of  C,  obtaining  — 


^mimm^ 


K 


272.  Battery    Resistance     l>y    De- 
flection. —  If  the  galvanometer    resist- 
ance   be   known,    and    two    known     re- 
sistances   are    at    hand,    the    preceding 
method   may  be  used  to  measure    bat- 
tery  resistance.      The  connections    are 
made  as  already  described,  the  battery 
occupying  the    place    of  the   unknown 
resistance.     The  known  resistances  are 
successively  interposed    in  the    circuit, 
the  corresponding  deflections  obtained, 
and  the  necessary  substitution  made  in 
formula  (41). 

273.  In  general,  equation  (41),  in- 
volving six  variables,  of  which  two,  d 
and  d',  are  always  measurable,  may  be 
used  to  determine  any  one  of  the  re- 
maining four,  provided  the  other  three 
are  known,  or  may  be  neglected. 

274.   Battery  Resistance   by   Condenser.  —  One   of    the    best 
methods  for  the  measurement  of  battery  resistance  is  that  involvin^^ 
the  use  of  a  condenser,  for  the  reason  that,  while  the  connections  are 
simple,  the  battery  remains  almost  constantly  upon  open  circuit,  and 
is,  therefore,  free  from  errors  due  to  polarization.     The  connections 
are  shown  in  Fig.  177.     A  circuit  is  formed,  comprising  the  batter)^ 
E,  the  resistance  of  which,  ^,  is  to  be  measured,  the  condenser  C, 
the  galvanometer  G,  two  keys  k  and  k',  and  a  known  resistance  n 
arranged  to  shunt  the  battery.     These  are  connected  as  shown,  so 
that  by  depressing  the  key  Jt  the  condenser  may  be  charged  through 
the  galvanometer  G,  giving  a  deflection  d  on  the  galvanometer,  cor- 


Fig.  176. 

Diagram  of  Battery  Resistance 
by  Voltmeter. 


METHODS  OF  ELECTRICAL  MEASUREMENT 


241 


responding  to  Ey  the  electro-motive  force  of  the  battery.  If  now, 
while  the  key  k  remains  closed,  the  key  k  be  also  depressed,  the  bat- 
ten'is  shunted  through  the  resistance  r;  the  potential  at  the  poles 
cf  the  battery  falls  to  a  value  e  given  by  the  equation  — 


e^E 


R-^r' 


(oS) 


and  a  new  deflection  d*  in  the  contrary  direction  is  now  obtained  on 
the  galvanometer,  serving  to  measure  the  quantity  E—e,  As  the 
deflections  are  proportional  to  the  electro-motive  force,  — 


E 


ft » 


whence  — 


1  +  -=-^- 


R^rX 


d  —  d 


9   • 


If  the  resistance  r  is  so  arranged  that  d'  =dl2y  then  ^  =  r. 


(r>9) 

(60) 


1  Fig.  177.    Battery  Resistance  by  Condeneer. 

275.  Battery  Resistance  by  Equal  Deflection.  —  The  equal 
deflection  method  for  galvanometer  resistance  may  be  applied  to 
determine  battery  resistance.  The  connections  are  shown  in  Fig. 
nS,  in  which  R  is  the  battery  resistance  to  be  measured,  S  a  shunt 
of  known  resistance  around  the  galvanometer  G,  and  known  resist- 
ance r  in  series  with  R  and  G.  The  circuits  being  connected  as 
indicated,  a  deflection  d  is  obtained  on  the  galvanometer.  5  is  then 
removed,  and  r  increased  to  r',  until  the  same  deflection  is  obtained. 


\       Then, 


R  =  SX 


r   —  r 
r+G 


(01) 
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276.  5" should  not  be  less  than  R\r  -\-  G should  not  be  larger  than 
sjGx{G-\-r'),  r'  being  the  greatest  attainable  resistance.  The  de- 
flection should  be  arranged  to  fall  nearly  at  the  angle  of  maximiini 
resistance  sensitiveness. 

277.  Measurement  of  Potenticd  Differences. — The  most  sim- 
ple method  of  measuring  potential  differences  is  by  means  of  a  volt- 
meter;  the  instrument  being  directly  connected  to  the  poles  of  the 
generator,  and  the  reading  of  the  needle  indicating  at  once  the  de- 
sired voltage.  As  various  instruments  are  made  to  cover  a  range 
from  .00001  of  a  volt  to  10,000  volts,  they  are  amply  sufficient  for 
all  ordinary  practice. 

278.  In  the  case  of  the  Weston  instruments,  if  the  polarity  of 
the  generator  be  unknown,  the  instrument  may  also  serve  as  a  po/e- 
finder;  for  if,  on  connecting  the  instrument,  the  needle  is  deflected 
toward  the  right,  the  binding-post  on  the  right  hand  is  the  positive 
pole.  If  the  needle  should  be  deflected  entirely  across  the  scale, 
indicating  that  the  potential  difference  is  greater  than  the  instru- 
ment is  designed  to  measure,  it  is  advisable  to  use  one  having  a 
greater  range.  Yet,  at  the  same  time,  by  introducing  an  additional 
resistance  into  the  voltmeter  circuit,  a  reasonable  approximation  to 
the  correct  voltage  may  be  obtained.  For  example  :  supposing  volt- 
meter reading  to  150  volts  be  the  only  one  at  hand,  and  it  is  desired 
to  measure  in  the  neighborhood  of  600  volts. 

Let  £'=the  greatest  number  of  volts  to  be  measured. 
Let  e  =highest  reading  on  the  scale  of  the  instrument  at  com- 
mand. 
Let  r  =the  resistance  of  this  instrument,  and 

.^  =  the   additional   resistance   necessary  to  make  it   read  E 
volts,  then  — 

R  =  r^^^^.  (62) 

Under  these  circumstances,  when  ^  ohms  are  added  to  the  voltmeter 
circuit,  the  readings  on  the  scale  of  the  instrument  must  be  multi- 
plied by  the  factor  Ele. 

279.  It  is  seldom  possible  to  add  the  exact  quantity  R  ohms  to 
the  voltmeter  circuit.  Supposing  R!  ohms  to  be  the  nearest  approxi- 
mation to  R  that  can  be  secured,  then  the  scale  readings  of  the  volt- 
meter must  be  multiplied  by  — to  give  correct  values. 
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280.  Measurement  of  Electro-Motive  Force.  The  Condenser 
Method.  —  The  arrangement  of  the  apparatus  for  measuring  elec- 
tr(t-raotive  force  by  the  condenser  method  is  indicated  in  Fig.  178,  in 
•hich  G  is  the  galvanometer,  E  the  battery,  or  generator,  to  be 
treasured,  e  the  standard  cell  with  which  comparison  is  to  be  insti- 
tuted, C  the  condenser,  and  S  a  shunt  around  the  galvanometer. 
Tiis  method  consists  in  charging  a  condenser  having  a  capacity  of 
about  one-tenth  microfarad,  by  means  of  the  standard  cell,  and  then 
ikharging  it  through  the  galvanometer,  and  noting  the  deflection  d. 
The  condenser  is  now  to  be  charged  by  the  generator  whose  electro- 
::i'^tive  force  is  to  be  measured,  and  again  discharged  through  the 
^iivanometer. 

A  second  deflection  d'  is  obtained,  the  deflections  being  proper- 
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Fig.  178.    Meaaurement  of  Electro-motive  Force  by  Condenser. 

tunal  to  the  electro-motive  forces  producing  them  ;  and  if  m  be  the 
multiplying  power  of  the  shunt. 


—  =  m  X  —J 
e  a 


E^ 


med' 


(G3) 


281.  Meaeurement  of  Electro-motive  Force.  Wheatstone's 
Method.  —  The  standard  cell  e  is  to  be  joined  in  series  with  a  galva- 
^♦•meter  and  any  known  resistance,  giving  a  convenient  deflection  d. 
The  resistance  is  now  to  be  increased  by  an  amount  r  ohms,  and  a 
^cond  deflection  d'  is  obtained.  The  generator  to  be  measured  is 
Qow  substituted  for  the  standard  cell,  and  the  resistance  of  the  cir- 
cuit so  adjusted  that  the  deflection  d  is  repeated.  Additional  resist- 
ance, r  ohms,  is  now  added  to  the  circuit,  until  the  deflection  d'  is 
2gain  obtained.  Under  these  circumstances,  the  relative  electro- 
''lotive  forces  are  directly  proportional  to  the  additional  resistances 
required  to  repeat  the  deflections,  — 


e  '.  E  \\  r  '.  r'  \ 


E  = 


er 


(64) 
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The  first  resistance  should  be  as  large  as  convenient ;  and  the  added 
resistance  should  be  about  double  the  original  in  order  to  get  the 
best  results, 

282.  Lumsden's  Method. — Join  the  standard  cell  e  and  the 
generator  to  be  measured,  E,  with  the  galvanometer  G  and  the  resist- 
ance r'  and  r,  as  shown  in  V\g.  179. 


Adjust  r  until  no  deflection  is  observed  on  the  galvanometer. 
Under  these  circumstances,  — 

e  :  E  :;  r' :  r ; 
£  =  ^  .  (6 -») 

283.   Measurement  of  Current   Strength.  —  To   measure    the 
amount  of  current  flowing   in   a  given   circuit,   the  direct   reading 


FIj.  780.    Mtttturtmtnt  of  Oarmil  tg  Shuntia  Ammtttr. 

ammeter  forms  the  most  convenient  instrument.  Current  strength 
is  measured  by  interpolating  instruments  directly  in  the  circuit,  the 
readings  on  the  ammeter  giving  the  volume  of  current. 

2S4.  If  the  volume  of  current  be  too  great  for  the  instrument  at 
hand,  there  are  three  methods  for  making  the  requisite  measurements. 
A  circuit  may  be  arranged  as  shown  in  Fig.  180,  in  which  the  am- 
meter forms  a  shunt  in  connection  with  another  circuit  r.     Under 
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tbese  circumstances,  knowing  the  resistance  r,  and  the  resistance  of 
:he  ammeter,  which  is  always  to  be  found  marked  upon  the  case 
containing  the  instrument,  the  quantity  of  current  flowing  through 
:he  two  branches  of  the  divided  circuit  can  be  readily  calculated  by 
:he  formula  for  divided  circuits,  and  the  total  current  obtained  by 
idding  the  respective  quantities  found  in  the  branches.  Suppose  an 
ammeter  having  a  maximum  reading  of  "^z"  amperes  is  required  to 
read  to  A  amperes ;  let  r  be  the  resistance  of  the  instrument,  r' 
ie  resistance  of  the  shunt  to  be  added ;  then,  — 

r'=— ^^— .  (66) 

A  --  a 

The  scale  reading  must  be  multiplied  by  Aja, 

As  ammeters  are  always  very  low  resistance  instruments,  great 
care  must  be  taken  to  determine  accurately  the  multiplying  power 
c»f  the  shunt,  and  particular  pains  taken  to  see  that  no  unknown  or 
^■ariable  resistance  is  introduced  in  the  various  contacts. 

285.  Measurement  of  Current  Strength  by  Voltmeter.  —  If 
the  total  resistance  of  the  circuit  or  any  portion  of  ft  be  known, 
the  measurement  of  the  current  strength  may  be  made  by  means  of 
a  voltmeter.  If,  for  example,  the  terminals  of  a  voltmeter  be  con- 
:vected  across  a  circuit  including  a  known  resistance  of  r  ohms  and 
a  reading  of  V  volts  be  obtained,  two  quantities  in  the  general  equa- 
tion of  Ohm's  law  are  given,  from  which  the  current  strength  may 
be  calculated.  By  this  method  very  large  currents  may  be  measured 
by  the  use  of  the  milli-voltmeter.  For  this  purpose  arrange  a  circuit 
as  shown  in  Fig.  166,  containing  a  copper  bar  or  strip,  the  resistance 
of  which  is  known  or  can  be  approximately  calculated. 

The  terminals  of  the  milli-voltmeter  are  to  be  applied  to  two 
points  of  the  strip,  and  the  fall  of  potential  taken  by  means  of  the 
milli-voltmeter  between  these  two  points. 

Supposing  the  conductor  to  have  a  resistance  of  r  ohms,  and  the 
reading  of  the  milli-voltmeter  to  be  E  volts,  the  strength  of  the 
current  /  will  be  — 

/=— .  (67) 

r 

The  objection  to  this  method  lies  largely  in  the  difficulty  in  deter- 
mining the  resistance  of  the  part  of  the  circuit  included  between  the 
terminals  of  the  milli-voltmeter. 
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286.   Measurement  of  Current  strength.     Differential    Gal- 
vanometer  Method.  —  In  one  half  of  a  differential  galvanometer 
G,   Fig.  181,  is  placed   a  standard  cell   ^,  and  known  resistance    r. 
Knowing  the  electro-motive  force  of  the  cell,  and  the  resistance  ^ 
of  one  half  of  the  galvanometer,  and  r  the  resistance  of  the  rest    of 
the  circuit,  the  current  flowing  may  be  calculated.     The  current    to 
be  measured  is  now  passed  through  the  other  half  ^'  of  the   g-alva- 
nometer,  and  r  varied  to  r',  until  the  needle  remains  at  zero.      If  the 
two  coils  of  the  differential  galvanometer  have  equal  resistance,  the 
value  of  the  unknown  current  is  given  by  equation  (68). 


/  = 


r'  + 


ies) 


Should  the  two  sides  of  the  galvanometer  be  unequal,  the    pre- 
ceding result  must  be  multiplied  by  the  ratio  of  the  two  sides.      This 
ratio  may  be  determined  by  passing  the  current  from  the  standard 
cell  simultaneously  through  both  halves  of  the  instrument,  and  vary'- 
ing  the  resistance  of  the  respective  circuits  until  equilibrium  is  pro- 
duced.    The  desired  ratio  is  then  evidently  the  ratio  between  these 
resistances.     If  the  unknown   current   is  very  large,  a  shunt   may 
be  placed  in  this  circuit   and   the  multiplying  power  introduced   in 
equation  (68). 

287.  Slide-Wire  Method.  —  In  Fig.  182,  AB  is  a  wire  of  known 
resistance  per  unit  of  length,  with  a  slide  at  B.  The  current  to  be 
measured  is  passed  through  this  wire  in  a  direction  BA.  The  galva- 
nometer standard  cell  and  slide-wire  are  joined  as  indicated,  so  that 
the  electro-motive  force  of  the  standard  cell  will  oppose  that  of  the 

current  to  be  measured.     The   slide   is   then   moved   until   the  gal- 

e 
vanometer  remains  at  zero.     Under  these  circumstances,  /  =  -  (69), 

r  being  the  resistance  of  AB,  and  e  the  electro-motive  force  of  the 
standard  cell. 

288.  Measurement  of  Electrostatic  Capacity.  —  The  most  ac- 
curate and  convenient  method  of  measuring  electrostatic  capacity  is 
to  compare  the  unknown  capacity  to  be  estimated  with  that  of  a 
standard  condenser.  The  arrangement  of  the  circuits  are  given  in 
Fig.  183. 

Supposing  the  capacity  to  be  measured  is  that  of  a  cable,  the 
apparatus   is   so  arranged    that   either   the  condenser  or  cable,  by 


MRTHODS  OF  ELECTRICAL  MEASUREMENT, 


247 


T' 


9 


9 


Q 


Fig.  181.    Current  Strength  by  Differential  Qaloanometer, 


G 

0 


\f- 


B 


Fig.  182,    Diagram  of  Current  Strength  by  Slide  Wire. 
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Fig.  183.    Diagram  of  Circuit  for  Capacity  Measurement 
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means  of  a  double  key,  may  be  charged  from  the  same  batterj%  and 
discharged  through  the  galvanometer.  Under  these  circumstances, 
the  relative  capacities  are  proportional  to  the  deflections  produced 
on  the  scale  of  the  galvanometer.  These  deflections  must  be  multi- 
plied by  the  proper  factor  in  case  the  galvanometer  is  shunted  to 
bring  the  readings  within  the  limit  of  the  scale. 

289;  If  a  Ballistic  galvanometer  be  employed,  the  scale  reading^s 
can  be  used  without  correction.  If  an  ordinary  galvanometer  is  used, 
or  one  in  which  provision  is  made  for  checking  the  motion  of  the 
needle,  a  correction  for  the  errors  thus  introduced  must  be  made. 
This  correction  may  be  obtained  by  observing  the  first  swing  of  the 
needle  to  the  right,  giving,  for  example,  a  deflection  d' y  then  the 
second  swing  also  to  the  right,  giving  the  deflection  d*' ,     The  true 

deflection    on    the    scale    is    ob- 


tained from  the  equation 


(70) 


Fig.  184.     Diagram  of  Circuit  in  Thomson's  Method. 


Should  the  deflections  given  by 
the  discharge  of  the  cable  and 
that  of    the  standard   condenser 
be  sensibly  equal,  no  correction 
is  needed.      In  cases  where  the 
cable  or  line  to  be  measured  is  very  long,  or  has  very  large  capacity, 
it  will  not  discharge  itself  instantly  ;  and  one  of  the  succeeding  meth- 
ods must  be  employed  in  place  of  the  above.     It  is  also  customary, 
in  order  to   obtain   uniform   results,  to   allow  the  electrification   by 
the  battery,  both  of  the  condenser  and  that  of  the  capacity  to   be 
measured,  to  proceed  for  a  certain  definite  length  of  time,  usually 
for  one  minute. 

290.  Thomson's  Method.  —  The  connections  for  Thomson's 
method  for  estimating  capacity  are  shown  in   Fig.  184. 

The  resistances  of  two  adjacent  branches  of  a  Wheatstone  bridge 
are  replaced  by  the  capacity  x  to  be  measured  on  one  side,  and  a 
standard  condenser  of  appropriate  capacity  C  on  the  other,  while  the 
remaining  arms  a  and  d  are  wired  as  in  the  cut.  These  capacities 
are  then  charged  from  the  same  battery  during  the  same  time,  and 
are  then  simultaneously   discharged    through   the  galvanometer   by 
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means  of  an  appropriate  key.  When  the  resistances  a  and  b  are  so 
adjusted  as  to  produce  equilibrium,  and  the  galvanometer  indicates 
ibj  deflection,  then 


X  = 


Ca 


(' 


in  which  x  is  the  capacity  to  be  measured,  and  a  and  b  the  know 
resistance  of  the  bridge-arms. 

291.  Gott's  Method.  —  The  method  here  indicated  is  in  some 
ases  more  convenient  to  apply.  The  capacity  to  be  measured 
and  the  standard  condenser  C  are  mounted  in  series,  as  shown  in 
Fig.  185,  arranged  so  that  they  may  be  charged  from  the  battery 
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Fig.  785,    Diagram  of  Circuit  in  Qott's  Method. 

E  by  means  of  the  key  K',  and  discharged  through  the  galvanometer 
by  the  key  K.  The  resistances  a  and  b  are  adjusted  until  no  deflec- 
tion is  obtained  on  the  galvanometer  by  closing  the  key  K.  Under 
these  circumstances,  using  the  preceding  notation,  — 

^  =  ^  .  (72) 

For  these  two  methods  it  is  advisable  that  the  standard  con- 
denser and  the  capacity  to  be  measured  should  have  the  same  di- 
electric, as  otherwise  the  different  rate  of  absorption  of  different 
Electrics  may  cause  error. 

292.  Divided  Charge  Method.  —  If  a  charged  condenser  be 
attached  to  a  second  condenser  having  no  charge,  the  charge  which 
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is  in  the  first  condenscF  will  distribute  itself  between  the  two  in    pr« 
portion  to  their  relative  capacities.     Thus,  if  a  standard  condens<^T- 
containing  a  known  charge  be  placed  for  a  few  seconds  in  communi- 
cation  with  a  capacity  to   be   measured,   and   then   if   the   residusil 
charge    in    the    standard    condenser    be    determined,    the    unkno wi"i 
capacity  can  be  calculated.     Thus,  if  C  be  the  charge  in  a    con- 
denser of  a  capacity  C  which  is  connected  to  an  unknown  capacity" 
C",  the  quantity  f "  which  will  remain  in  C  will  be  — 

C 


C"  =  C  X 


C   =  C  X 


c 


in 


(73) 

(74> 


X 


y     B 


.r 


y    B 


293.  The  Localization  of  Faults. — Three  kinds  of  faults   are 
likely  to  occur  in  electrical  lines :  — 

First.  —  The  conductor  under  consideration  may  be  broken  and 
entirely  insulated  from  the  other  conductors  and  from  earth.      Under 

these  circumstances,  the  resistance 
of  the  wire  is  infinite,  or  is  equal  to 
the  original  insulation  of  the  circuit - 
If  the  previous  capacity  of  the  line  is 
known,  the  localization  of  the  fault 
may  be  determined  by  measuring  the 
capacity  of  the  wire ;  that  is  to  say, 
the  capacity  from  the  testing-station 

to  the  point  of  rupture  of  the  con- 

« 

ductor.  If  the  line  is  one  having 
considerable  capacity  per  unit  of  length,  so  that  slight  changes  in 
length  give  rise  to  relatively  large  variations  in  capacity,  this  method 
of  localization  has  a  fair  degree  of  accuracy. 

294.  Second.  —  If  the  faulty  conductor  is  either  crossed  with  a 
neighboring  conductor,  or  with  the  earth,  so  that  the  fault  has  essen- 
tially no  resistance,  it  is  comparatively  easy  to  locate  its  position  by 
measuring  the  resistance  of  the  conductor  to  the  point  of  the  cross. 
If  the  original  resistance,  or  resistance  per  unit  of  length,  be  known, 
the  localization  of  the  fault  becomes  a  mere  matter  of  proportion 
between  the  measured  resistance  and  that  per  unit  of  length. 

296.  Third.  —  Faults  with  resistance.  Most  frequently,  how- 
ever, considerable  resistance  is  encountered  at  the  fault  itself ;  and  in 


Fig.  186.     Diagram  of  Blauier's  Method, 
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order  to  locate  the  position  of  the  fault,  some  method  must  be 
de\ised  either  to  eliminate  or  to  measure  this  amount,  Blavier's 
method  is  shown  in  Fig.  186,  in  which  A  is  the  testing-station,  B 
:he  end  of  the  line,  F  the  fault  having  a  resistance  Ry  and  x  and  y 
the  respective  resistances  of  the  segments  into  which  the  fault 
"ivides  the  line.  The  operation  consists  in  measuring  the  resistance 
from  A,  when  B  is  insulated,  being  the  resistance  of  the  part  of  the 
!ine  x  plus  the  resistance  R  of  the  fault,  giving  a  quantity  — 

JC  +  i?  =  7?'. 

T'xt  end  of  B  is  then  grounded  or  connected  to  a  return  conductor, 
and  a  second  measurement  taken,  giving  a  quantity,  — 

y  +  R'  ^XjR^Xly 

Also  it  is  essential  to  know  the  original  resistance  of  the  line,  — 

x+y^  R"\ 

From  these  three  equations  the  value  of  x  can  be  calculated,  and  is 
shown  to  be  given  by  the  equation  — 

X  =  i?''  -  ^{If  -  R")  {R'"  -  R")  ;  (75) 

and  y  =  jR'''  —  R^'  +  V  (R'~^^R~^~(R'''  —  R'y  (76) 

296.  The  Overlap  Method.  —  A  convenient  modification  of 
the  foregoing  method  may  be  employed  when  the  measurements  can 
tt  made  from  each  end  of  the  faulty  line.  Under  these  circum- 
>tances,  A  measures  when  B  is  insulated,  and  B  measures  when  A  is 
insulated.    In  the  latter  case,  when  B  insulates,  a  measurement  from 

A  gives  — 

x  +  R  =  R\ 

^^Tien  B  measures,  A  insulating,  — 

y  +  R  =  R'\  and 
X  -{-  y  =  R!'\  the  original  resistance. 

l^hen  the  value  of  x  is  found  from  equation  — 

^  =  ^"  +  f-^;  (77) 

fne  location  of  faults  existing  in  submarine  cables  presents  problems 
^^  peculiar  difficulty,  owing  to  the  fact  that  the  rupture  of  the  cable 


■ 

I 
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usually  admits  sea-water  to  the  interior,  thus  allowing  a  saline  solu- 
tion to  come  in  contact  not  only  with  the  core,  but  with  the  sheath 
of  the  cable,  thus  forming  a  battery  that  is  capable  of  giving  quite  a 
perceptible  current  in  the  core  of  the  cable.  Many  ingenious  and 
successful  methods  have  been  presented  for  the  determination  of 
faults  of  this  kind,  for  full  description  of  which  the  reader  is  referred 
to  works  particularly  devoted  to  the  subject  of  electrical  testing. 

297.  Loop  Test.  Murray's  Method.  —  When  both  ends  of 
the  faulty  conductor  are  accessible  to  the  same  testing-station,  as,  for 
example,  a  cable  on  reels,  or  if  another  perfect  conductor  can  be 
obtained  for  testing-purposes,  the  loop-test  forms  one  of  the  most 
accurate  and  convenient  of  methods.      The  connections  should  be 


X 


y 


I »- 


1 


Fig.  187.    Circuits  for  Murray's  Msthod. 


Fig.  IBS.    Circuits  for  Vartey's  Method. 


made  as  shown  in  Fig.  187,  in  which  a  and  i  are  the  arms  of  a 

bridge  at  the  testing-station  ;  F  the  location  of  the  fault ;  and  x  and 

f  represent  the  respective  resistances  of  the  segments  into  which  F 

divides  the  conductor  from  c  and  E  (the  ends  of  the  bridge-arms)  to 

the  fault.     ^F    is  the  faulty  conductor,   and  EP  the  perfect  one 

looped   with   it.      AB   and  AE   are   adjusted    until    equilibrium  is 

attained,  then  — 

dy  =  ax,  (^9^ 

Assume  R  to  be  the  total  resistance  of  the  loop,  then  — 

R  z=  X  -\-  y  and  y  =  R  —  .r, 

substituting  this  value  of  y  in  equation  (79),  and  solving  for  x,  — 

Rb 


X  = 


/f  -j-  a 


(»») 
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r  and  a  should  be  made  as  high  as  possible  to  give  great  range  of 
id'ustability.  A  heavy  battery  should  be  employed,  especially  if 
the  fault  has  high  resistance.  The  galvanometer  should  have  a 
resistance  of   not  more  than  five  times  that  of  the  circuits  under 

test. 

298.  Varley  Method.  —  This  is.  a  modification  of  the  preced- 
ing loop-test,  of  which  the  connections  are  shown  in  Fig.  188.  In  the 
diagram  BC,  BA,  and  AE  are  the  respective  arms  of  the  bridge, 
tav.ng  the  resistances  a^  by  and  dy  corresponding  in  notation  to  Fig. 
lC>i ;  a  and  b  are  the  fixed  resistances  of  the  bridge,  while  d  is  the 
variable  arm.  F  is  the  location  of  the  fault,  while  x  and  y  are  respec- 
tively segments  of  the  line  extending  from  E  and  C.  The  resistance 
'*  J'  -f  /  =  iff  is  supposed  to  be  known.  The  variable  arm  d  is 
adjusted  until  the  galvanometer  indicates  equilibrium. 


a\b\\y\{d-\-x)\ 

hy 
^  =  -^  —  //,  also,  y  =^  R  —  x\ 


IN9ULATE0  IN8ULATEC 

CONTACT 


a 


therefore,  x  =  ^  (^  ~"  •^)  - //. 


a 


.-- ^__.         (81) 


-  <'?  then,    X  = .        (82)  ^/j.  y^p.    Diagram  for  the  Location  of  a  Cross. 


209,   To  attain  the  greatest  accuracy,  a  should  be  as  small  as 
possible,  but  not  less  than 

Gx 
G  +  x' 

*  should  be  so  high  that  when  ^is  a  single  unit  out  of  balance  there 
'ill  be  a  perceptible  movement  of  the  needle. 

300.  Localization  of  Crosses.  —  To  localize  the  position  of  a 
c^oss  between  two  lines,  the  following  method  is  sometimes  conven- 
ient. Arrange  connections  between  the  lines,  as  shown  in  Fig.  189, 
^^  TOch  AB  and  CD  are  the  crossed  lines.  Adjust  the  arms  of 
^  bridge  a  and  b  and  the  resistance  r  to  produce  equilibrium. 
'^^^^+y^br/a.  (83) 

301.  Rearrange  the  apparatus,  making  connections  as  indicated 
''^ng.  190,  by  placing  the  battery  between  A  and  the  junction  of 
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the  bridge-arms,  without  making  other  changes,  then  ax  =  ^j; 
r  =  0.     From  these  two  equations 


.  l-r 


'  +  i> 


Fig.  190.    OlagraiH  for 


302.  Measuremeats  of  Coefflcients  of  Inductance. The-  de- 
termination  of   the  coefficients  of   inductance  may  be  easily   made- 

by  means  of  a  Wheatstone  bridge, 
a  condenser,  and   a  variable    non- 
inductive   resistance.      The    appa- 
ratus should  be  mounted  as  shown 
in  Fig.  191,  in  which  A  and   li  arc 
the  constant    arms  of  the   bridge, 
R  the  variable  arm,  S  the  variable 
non-inductive  resistance,   and   K'L 
the  inductance  to  be  measured,  of 
which  R'  is  its  ohmic  resistance  to  a  continuous  current,  while  C  is  a 
condenser  placed  as  a  shunt  across  the  arm  of  the  bridge,  in  which 
S  and  R'L  are  inserted  in  series.      The  object  of  S  is  to  bring  the 
capacity  required  to  balance  the  inductive  resi.stance  within  reason- 
able limits.     The  balance  is  obtained  by  adjusting  the  mutual  values 
of  C,  S,  and  R  until  no  deflection  is  produced  on  the  galvanometer 
when  the  battery  circuit  is  inter- 
rupted.      Under     these     circum- 
stances,   if    A    and    B   are   equal, 
the   value    of    Z.    is    found,    from 
the  expression  L  =  CR  "*  (84),  in 
which   R"  is  equal  to  the  sum  of 
S  and  R'. 

303.  The  value  of  this  method 
may  be  extended  over  greater 
ranges  by  giving  A  and  B  any 
desired  ratios,  as  in  ordinary 
bridge  measurements.  The  aux- 
iliary resistance   S  is  required  to 

adjust  the  capacity  within  reasonable  values  to  balance  the  induc- 
tance.    If,  for  example, 

/,  has  a  value  of  .4  Henrys, 
A"  has  a  value  of  10  Ohms, 
C  must  he  equal  to  .01  of  /.,  or  4000  M.F. 
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Such  a  capacity  would  be  beyond  ordinary  apparatus.  By  in- 
:reasing  R  to  1000  ohms  by  the  addition  of  the  adjustable  resistance 
\f  becomes  equal  to  .4  M.F.,  an  easily  obtainable  capacity. 

304.  The  Measurement  of  Self- Inductance  with  an  Altematingr 
Current  of  Known  Period.  — When  an  alternating  current  of  known 
ic.iiency  can  be  obtained,  the  determination  of  the  coefficients  of 
::^i:ctance  may  be  made ;  the  apparatus  needed  being  an  alternating 
crrent  dynamometer,  a  direct  current  ammeter,  and  a  non-inductive 
:c>;>tanceof  known  value.  These  instruments  are  all  set  up  in  series 
"a:h  the  generator,  in  such  a  way  that  the  current  of  known  fre- 
ciiency  may  flow  through  the  inductive  resistance  to  be  measured, 
:^:  the  known  resistance.  The  direct  current  ammeter  should  be 
provided  with  a  switch  whereby  it  may  be  short-circuited  at  pleasure. 
Hie  necessary  measurements  then  consist  in  measuring  the  fall  of 
xiential  with  the  alternating  current  dynamometer  around  the  induc- 
tive resistance  of  which  the  inductance  is  desired,  and  also  around 
t:c  non-inductive  resistance.  A  continuous  current  is  then  substi- 
tuted for  the  alternating  current  ;  the  amount  of  continuous  current 
l)eing  varied  until  the  dynamometer  gives  the  same  fall  of  potential 
iCToss  the  known  non-inductive  resistance  as  was  obtained  in  the 
lirst  measurement.  The  amount  of  the  continuous  current  is  then 
tJlamed  by  reading  the  ammeter  ;  and  a  measurement  of  the  fall  of 
jotential  across  the  inductive  resistance,  when  supplied  with  a  contin- 
-"us  current,  is  maide  with  the  dynamometer.  The  first  and  second 
'ynamometer  readings  E  and  E'  across  the  terminals  of  the  indue- 
ive  resistance  give  two  E.ALF,s,  the  first  of  which  is  required  to  over- 
come the  ohmic  resistance  plus  the  inductance,  while  the  second  is 
that  required  to  overcome  the  ohmic  resistance  only.  Knowing  the 
^^ount  of  current  /,  in  the  second  observation,  and  the  frequency  //, 
'^  the  first,  the  value  of  L  is  determined  from  the  expression  — 

306.  This  method  is  subject  to  error,  due  to  the  current  taken 
^\  the  dynamometer,  which  mu.st  be  of  sufficiently  high  resistance 
•^^  to  be  negligible  in  comparison  with  the  resistance  to  be  measured. 

306.  Measurement  of  Mutual  Inductance.  —  The  preceding 
Mw  may  be  employed  to  measure  the  coefficient  of  mutual 
inductance  i/,  of  two  coils.     Let  R^  and  R.^  be  the  respective  ohmic 
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resistance  of  the  coils,  and  i,  and  Z.j  the  respective  coefficients  oi 
inductance.  First  connect  the  two  coils  ip  series,  and  measure  the 
total  inductance  by  the  above  method,  obtaining  a  value  denoted  by 
v.  Then  connect  the  coils  in  opposition,  and  again  measure  the 
total  inductance,  and  denote  the  quantity  thus  obtained  by  L." .  It 
:a„  be  shown  .hat  ^,  _  ^,  ^  ^, +3^, . 
ilso,  Z  "  =  Zi  +  /j  —  2  Af\ 

ience,  M  =  ^'  ~  ^' .  (86) 

307.  Measurement  of  Mutual  Inductance.  — To  determine  the 
mutual  inductance  of  two  coils,  a  circuit  should  be  arranged,  as  indi- 
:ated  in  Fig.  192,  in  which  the  first  Qoil  A  is  placed  in  series  with 


the  key  K,  and  the  battery  P,  and  resistance  R,,  while  the  second 
:oil  B  is  placed  in  series  with  the  galvanometer  G  and  the  resistance 
Rj.  Between  the  points  a  and  i/  a  condenser  C  is  placed  as  a  shunt. 
The  other  extremities  i  and  c  of  the  resistances  R,  and  R_.  are  placet! 
in  series.  Opening  and  closing  the  key  K  produces  induced  currents 
in  the  coil  B,  giving  deflections  on  the  galvanometer  which  are  pro- 
portional to  M ~  CR\  R^-  By  varying  the  capacity  of  the  con- 
denser, different  deflections  are  obtained,  which  have  the  following 
relation :  - 

(S7) 


-  CR^R^  _  M~C'R,Ri 


d  d' 

in  which  t",and  C  are  the  different  condenser  values,  and  i/and  d' 
the  different  corresponding  deflections,  from  which  the  coefficient  .1/ 
is  obtained  by  equation  — 

.  J/=  CR^K^,  (88) 

when  d  reduces  to  zero. 
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MEASUREMENTS    ON    ALTERNATING    CURRENT    CIRCUITS. 

308.   Measurements  of  Potential.  —  Measurements  of  potential 
:pon  alternating  current  circuits  may  be  readily  made  by  means  of 
rot  wire  voltmeters,   Siemens   dynamometers,  or  electrostatic  volt- 
meters.    With  the   electrostatic    instruments   sufficient    range   can 
usually  be  obtained  so  that  pressure  determinations  on  any  ordinary 
iheniating  circuits  may  be  made  directly  by  interpolating  the  volt- 
meter across  the  circuit.     With  the  Siemens  dynamometers  or  the 
Cardew  voltmeters,  the  instruments  rarely  have  sufficient  range  to 
poinit  of  a  direct  determination ;  and  recourse  is  usually  had  to  the 
method  of  using  a  small  step-down  transformer,  by  means  of  which 
:he  voltage  of  the  circuit  is  reduced  in  proportion  to  the  ratio  of  the 
iindings  of  the  transformer.     Under  these  circumstances,  to  obtain 
the  actual  voltage  of  the  circuit,  it  is  necessary  to  multiply  the  read- 
ings of  the  voltmeter  by  the  ratio  of  transformation. 

309.  Measurement  of  Current.  —  The  determination  of  current 
•^uaintity  may  be  made  upon  alternating  circuits  by  means  of  a 
Siemens  dynamometer,    a   Thomson   balance,  or  other  instruments 

i  similar  construction  and  based  upon  parallel  principles.  The 
"peration  consists  in  inserting  the  measuring  instrument  directly  in 
the  circuit,  and  obtaining  the  desired  readings.  In  measurements 
ot  this  kind,  as  well  as  those  described  for  obtaining  the  pressure  of 
the  circuit,  the  readings  of  the  instruments  indicate  what  is  termed 
"the  effective  current,  or  potential,"  being  the  square  root  of  the 
mean  square  of  the  instantaneous  values  of  current  or  pressure. 

310.  Measurement  of  Power.  —  The  method  to  be  used  in 
aetermining  the  power  transmitted  by  an  alternating  circuit  depends 
ypon  whether  the  circuit  under  examination  is  inductive  or  non- 
inductive.  In  the  case  of  non-inductive  circuits,  it  is  simply  neces- 
sary to  measure  the  virtual  pressure  and  virtual  current,  as  already 
described,  taking  the  product  of  these  two  quantities  as  the  amount 
of  power  transmitted.  When  the  inductance  of  the  circuit  is  con- 
Mderable,  the  power  measurements  may  be  made  with  an  electro- 
dynamometer,  either  of  the  Siemens  or  the  Kelvin  type  — ^  the  coarse 
*ire  coils  being  connected  in  series  with  the  circuit,  while  the  fine 
^re  IS  placed  across  the  mains.  Under  these  circumstances,  to 
secure  accuracy,  the  following  conditions  are  essential  :  — 
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First.      The    ratio   of   the   inductance  of  the  instrument     to    it 

resistance  must  be  very  small. 
Second.  The  period    of  vihration    of   the  movable  coil    must    bt 
very  great  compared  with  the  period  of  the   circuit. 
Third.    When  an  auxiliary  transformer  is  used  for  reducing  the 

voltage,  the  current  required  for  the  fine  wire    coil 

must  be  very  small. 

311.  Power  Measurement  by  Two  Voltmeters.  —  ATessrs. 
Ayrton  &  Sumpner  are  the  authors  of  the  following  method  for  the 
measurement  of  power  of  an  alternating  current  by  the  employment 
of  two  voltmeters  and  a  non-inductive  resistance.  The  circuit  is 
arranged  so  that  the  inductive  resistance  of  the  circuit  and  the  non- 
inductive  resistance  "r"  are  placed  in  series  with  each  other.  Then, 
by  means  of  two  voltmeters,  the  fall  of  potential  across  the  inductile 
resistance  e,,  and  across  the  non-inductive  resistance  e„,  is  measured. 


TM 


Flq.  1B3.     Thrit-Amnitrir  Methoil. 

The  total  fall  across  both  resistances  is  also  measured  and  denoted 
by  e. 

The  power  transmitted  by  the  circuit,  denoted  by  IV  watts  is 
then, —  J        J         2 

W  =  ""- |J i*- .  (g<»; 

Method  employing  Three  Ammeters.  —  J.  A.  Fleming  is  au- 
thority for  measuring  the  power  in  an  alternating  circuit  by  the 
employment  of  three  ammeters,  as  arranged  in  the  accompanying 
illustration,  Fig.  193.  The  inductive  resistance  is  supposed  to  be 
placed  at  MN,  and  the  known  non-inductive  resistance  r,  while  the 
ammeters  are  shown  at  A,,  Aj,  A,.  The  reading  of  the  ammeters 
gives  three  currents,  from  which  the  power  in  watts,  represented 
by  W,  is  obtained  from  the  formula,  — 
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Measurements  on  Polyphase  Current  Circuits. 

312.  IDiphase  Circuits. — Case  1.  —  To  determine  the  power 
transmitted  by  diphase  circuits,  two  conditions  must  be  considered. 

First,  —  Circuits  containing  four  wires.  Under  these  circum- 
stances, each  circuit  may  be  measured  separately  and  entirely  inde- 
pi^ndent  of  the  other  circuits,  and  the  results  considered  either 
alone  or  in  conjunction  with  the  results  obtained  from  the  second 
circuit. 

Scconii,  —  Three  wires  with  a  common  return. 
To  determine  the  power  delivered  by  such  a  circuit,  two  watt- 
meters are  necessary,  and  should  be  placed  with  the  coarse  wires  in 
series  with  the  separate  parts  of  the  component  circuits,  while  the 
fine  wire  is  placed  across  the  common  return  and  each  of  the  exterior 
wires. 

313.  Triphase  Currents.  —  Measurements  upon  triphase  cir- 
cuits for  current  and  potential  may  be  made  in  the  same  manner  as 
described  for  ordinary  alternating  circuits.  To  deterniine  the  power 
delivered  by  a  triphase  circuit,  three  cases  must  be  considered. 

314.  Case  1.  —  Where  the  circuits  supply  non-inductive  resist- 
ance without  current  lag.  Under  these  circumstances,  the  current 
i-s  equal  to  three  times  the  product  of  the  current  intensity  in  each 
circuit,  multiplied  by  the  effective  difference  of  potential  between 
the  wires.  This  method  holds  good  indifferently,  whether  the 
arrangement  'of  circuit  is  the  star  or  the  triangle  method. 

316.   Case  2.  —  Case  of  equal  lag  and  equal  current.     One  watt- 

'tueter  is  arranged  with  its  coarse  wire  in  series  on  one  of  the  circuits  ; 

and  two  readings  are  made  with  the  fine  wire  successively,  between 

tk  circuit  under  measurement  and  each  of  the  other  branches.     The 

sum  of  the  results  thus  obtained  is  the  total  power  transmitted. 

316.  Case  3.  —  The  general  method  for  any  current  and  any  lag. 

Two  wattmeters  are  employed,  arranged  with  the  coarse  wires  in- 
serted in  two  of  the  three  circuits  and  the  fine  wires  placed  respect- 
ively between  the  third  circuit  and  the  other  two.  The  sum  of  the 
readings  thus  obtained  gives  the  total  power  transmitted  by  the 
circuit. 

317.  Eectrical  Railway  Testing.  —  By  means  of  the  foregoing 
methods  the  electrical  engineer  will  be  able  to  make  such  selection 
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as  to  enable  him  to  thoroughly  investigate  the  electrical  properties 
of  any  ordinary  line  construction.     No  data  or  methods  are   given, 
either  for  the  examination  of  dynamo  machinery  or  for  the  determi- 
nation of  special  factors,  being   beyond  the  scope  of  this    volume- 
There  remains,  however,  the  special  case  of  electric  railway  testing, 
which,  having  chiefly  for  its  object  the  determination  of  the  electrical 
properties  of  the  conducting  system,  necessarily  embraces  within  the 
measurements  made  for  this  purpose  a  large  amount  of  data   appli- 
cable to  ascertaining  the  performance  of  the  car-motors    anti    the 
general ing-station.     A  necessary  adjunct  to  the  examination    of  an 
electric  railway  plant  is  a  reasonably  accurate  plan  and  profile  i)f   tbc 
entire  line.      If  not  already  in  existence,  a  transit  survey   maj'   be 
rapidly  made  with  sufficient  accuracy,  covering  from  ten  to   twenty 
miles  per  day's  work.    The  tangents  may  be  run  out  with  great  rapid- 
ity by  stadia  measurements,  the  location  and  amount  of  all  gradients 
being  simultaneously  determined  by  means  of  a  grade-screw  on  the 
vertical  circle  of  the  transit.     The  curves  may  be  rapidly  located  by 
chord   deflections.     A  testing-car  should    now  be   provided,    which 
should  be  equipped  with  the  following  instruments  :  an  integrating 
wattmeter,  a  Weston  voltmeter,  ammeter,  and  milli-voltmeter,  a  Boyer 
speed  recorder,  a  revolution  counter,  a  stop-watch  reading  to  quarter 
seconds,  and  a  gong.     A  separate  observer  should  be  provided  for 
each    instrument,    with    appropriate    note-books    having    numbered 
lines,  so  that  ail  observations  may  be  correlated  by  corresponding 
numbers. 

The  instruments  may  all  be  appropriately  arranged  on  the  car- 
seats,  being  protected  as  much  as  possible  against  jarring  by  extra 
cushions  and  rubber  springs.  The  voltmeter  and  ammeter  are  intro- 
duced in  the  motor  circuit,  so  as  to  measure  the  amount  of  current 
and  pressure.  The  wattmeter  is  similarly  introduced,  in  order  to 
integrate  the  total  energy  expended.  The  general  connections  ol 
these  instruments  are  indicated  in  Fig.  194. 

The  speed  counter  is  to  be  connected  to  the  driven  axle  of  the 
car,  provided  only  one  motor  is  used ;  or  if  the  car  is  a  double  motor 
equipment,  one  may  be  temporarily  thrown  out  of  service.  The 
object  of  the  counter  is  to  determine  the  number  of  revolutions  of 
the  car-wheel,  that,  being  multiplied  by  the  wheel  circumference, 
will  give  accurately  the  distance  traveled  by   the  car.     Indeed,  so 
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accurate  is  this  method  of  measuring  that  repeated  trials  over  a  six- 
mf.e  stretch  of  road  have  checked  within  an  error  of  fifteen  feet.  It 
is  obvious  that,  to  prevent  error,  the  counter  must  be  attached  to 
a  driven^  not  a  driving  axle.  The  Boyer  speed-recorder  may  be 
attached  to  the  same  axle,  and,  being  a  self-recording  instrument, 
niay  be  placed  in  charge  of  the  same  observer  who  records  the 
counter.  The  instruments  being  in  readiness,  the  car  is  arranged 
to  start  from  one  end  of  the  line,  one  of  the  observers  being  detailed 
to  strike  the  gong  at  the  instant  each  line-pole  passes  the  center  of 
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Fig.  194.    Dfagram  of  Ctrculta  in  Tettlng-Car. 


the  car.     At  each  gong-stroke  each  observer  records  the  reading  of 
his  particular  instrument. 

318.    The  records  will  then  show  readings  corresponding  to  suc- 
cessive points  along  the  line,  as  marked  by  each  pole,  consisting  — 


1st. 
2d. 
3d. 


Time  in  seconds 

Voltmeter 

Ammeter 


4th. 
5th. 
6th. 


Wattmeter 

Revolution-counter 

Pole  number 


On  the  conclusion  of  the  run,  the  information  from  each  of  these 
records  should  be  plotted  as  a  curve  upon  the  sheet  of  profile-paper 
containing  the  plan  and  profile  of  the  road,  as  developed  from  the 
previously  mentioned  surveys. 
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319.    Contemporaneously  with  the  trip  of  the  inspection-car,   sta- 
tion voltmeter  readings  should  be  obtained,  either  by  a  self-recording 
instrument,  or  by  five-second   interval  observations.     These    should 
likewise  be  plotted  as  a  curve  on  the  profile-sheet.     The  line  should 
now  be  short-circuited  at  the  extreme  end,  through  sufficient    resist- 
ance not  to  overload  the  generator,  but  yet  to  permit  a  heavy  current 
to  pass   through  all  the  wiring,  and   the  inspect  ion -car   again     sent 
over  the  road,  hauled  by  horses,  so  that  the  car  will  take  no  current. 
During  this   trip  voltmeter  readings  should  be  made  at  each     pole, 
together   with   a   repetition  of   the    station   voltmeter   observations. 
These    readings    should    likewise    be    plotted   on    the   profile-sheet. 
From  this  test,  the  behavior  of  the  line  under  a  steady  load  may  be 


contrasted  with  previous  curves  of  variable  load.  During  this  trip 
the  m  ill  i- voltmeter  should  be  connected  with  the  fore  and  aft  wheels 
of  the  car.  Then  the  readings  of  the  instrument  will  indicate  the 
fall  of  potential  in  the  rails  in  each  car-length,  affording  a  ready 
means  of  detecting  any  discontinuity  in  the  return  current,  such  as 
poor  bonding,  etc. 

320.  The  examination  may  now  be  completed  by  measuring  from 
the  station  the  insulation  and  conductivity,  jointly  and  separately, 
of  the  ground  return  feeder  sy.stem  and  trolley  wire.  This  is  best 
accomplished  by  stringing  a  test-wire  of  about  No.  14  or  16  gauge 
parallel  with  all  the  lines,  and  arranging  the  stations  and  testing- 
instruments  as  in  Fig.  195.  By  this  means,  the  line  resistance,  as 
well  as  the  ground  resistance,  can  be  separately  determined.  A  care- 
ful consideration  and  comparison  of  the  curves  to  be  developed  from 
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this  information  will,  from  a  maintenance  standpoint,  be  richly  re- 
i^rarded  ;  for  in  this  way  only  is  it  practicable  to  so  thoroughly  and 
.-arefuUy  adjust  the  conducting  system  of  a  railway  line  to  the  load- 
ing thrown  upon  it,  as  to  secure  a  proper  distribution  of  energy  with 
T'jfcrence  to  the  demands  introduced  by  grades,  curves,  variation  in 
mo\'ing  load,  and  the  demands  caused  by  the  stopping  and  starting 
of  the  cars,  in  order  that  the  line  and  station  shall  work  together 
harmoniously  in  the  endeavor  to  attain  a  maximum  efficiency. 

321.    The  Capacity  of  Aerial  Lines.  —  Though   the    preceding 
methods  are  applicable  to  the  determination  of  electrical  quantities 
under  all  circumstances,  when  applied  to  the  measurement  of  trans- 
mission lines,  special  precautions  have  sometimes  to  be  taken.     The 
capacity  of  an  aerial  line  is  a  difficult  quantity  to  measure,  for  the 
reason  that  lines  of  this  kind  are 
usually   not   highly  insulated,  and 
for  this  reason  will  discharge  them- 
selves in  an  extremely  short  period 
of  time.      It  is  possible,  however, 

to  obtain  quite  accurate  results  for      ^ — ,  _  ,j, 

aerial  line  capacity  by  arranging 
the  circuits  as  shown  in  Fig.  196, 
in  which  AB  is  a  lever  pivoted  at 
C,  that   by  means  of   spring  r  is        *  Fiq,  199. 

kept  constantly  in  contact  with  the  Connection  for  Measuring  Capacity  in 

-^  Aerial  Lines. 

temiinal  a  of  the  battery  key  M. 

The  line  L  is  brought  to  the  center  of  this  lever  at  C.     A  second 
key  K  is  mounted  in  series  with  the  galvanometer,  the  depression  of 
which  makes  contact  with  the  lever  AB  at  B.     It  is  apparent  that 
the  action  of  this  key  is  to  open  the  battery  circuit  and  close  the 
galvanometer  circuit,  approximately,  at  the  same  instant.     The  line 
is  charged  for  one  minute  by  closing  the  battery  key  M.     Then,  by 
depressing  the  key  K,  the  battery  circuit  is  opened  and  the  line 
circuit  closed  through  the  galvanometer  at  the  same  instant.     The 
readings  of  the  galvanometer,  in  comparison  with  those  of  a  stan- 
dard condenser,  by  any  of  the  methods  already  given,  furnish  the 
necessary  data  for  calculating  the  line  capacity.     This  galvanometer 
reading,  however,  must  be  corrected  for  two  errors: 

322.  First.  —  It  is  usually  found  that  different  readings  are  ob- 
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tained  when  the  line  is  charged  with  a  positive  current  than  whcrii 
it  is  charged  with  a  negative  current.     This  difference  is  owing'     to 
the  presence  of  the  earth  currents,  which  always  manifest  themselx*t;i> 
upon  aerial  lines  of  any  magnitude.     Two  deflections,  therefore,  c»l>- 
tained  with  currents  of  different  sign,  will  differ  by  an  amount  cixie; 
to  the  presence  of  such  a  foreign  current.    The  deflections,  therefoi-e, 
must  be  corrected  by  subtracting  or  adding  to  the  galvanometer  rea.<j  - 
ing  obtained  by  the  battery  discharge  the  amount  of  deflection  due 
to  the  earth  current.     This  correction  may  be  readily  obtained    t>j>- 
closing  the  galvanometer  key  with   the  battery  key  open  for  a  iew 
moments,  and  reading  the  deflection  given  by  the  earth  current. 

323.  Second.  —  The  deflection  obtained  upon  the  galvanometer 
is  not  exact,  unless  the  opening  of  the  battery  circuit  and  the  closing 
of  the  galvanometer  circuit  occur  at  mathematically  the  same  instant  ; 
and  the  apparatus  can  rarely,  if  ever,  be  adjusted  to  accurately  accom- 
plish this.  Therefore,  usually  the  battery  is  short-circuited  through 
the  galvanometer  for  a  very  short  interval  of  time.  To  determine 
the  value  of  the  error  thus  introduced,  substitute  for  the  line  L  three 
standard  condensers,  the  capacities  of  which  are  known  quite  accu- 
rately to  be  in  the  ratio  of  1^,  2,  and  4,  and  by  closing  the  key  K, 
measure  the  galvanometer  deflections  obtained  with  these  conden- 
sers in  the  place  of  the  line,  exactly  in  the  same  way  as  the  line 
measurement  is  made.  If  the  source  of  error  alluded  to  does  not 
exist,  the  following  relation  would  be  true :  — 

d'  _  d"  _  rt"" 

1.5         2  4   ' 

in  which  (/',  d" ,  d'" ,  are  the  respective  deflections.  If  equality  does 
not  exist  in  the  above  equation,  the  following  relation  evidently  will 

1.5  2  4        ' 

in  which  .ris  such  a  quantity  as  will  satisfy  the  equation.  From  the 
known  value  of  the  standard  condensers  with  which  these  readings 
are  made,  it  is  possible  to  calculate  the  value  of  x,  and  thus  deter- 
mine the  error  introduced  by  the  momentary  short-circuiting  of  the 
battery  through  the  galvanometer.  Having  obtained  this  figure  with 
standard  condensers,  it  may  be  applied  to  correction  of  the  galva- 
nometer reading,  as  obtained  from   the  experiments  upon  the  line. 
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324.  An  example  may  perhaps  render  the  subject  more  clear. 
Suppose  an  aerial  line,  when  tested  with  a  positive  current,  to  give 
a  deflection  of  73  divisions  on  the  galvanometer  scale,  and  with  a 
negative  current,  of  113  divisions,  also,  that  the  deflection  due  to 
earth  current  is  found  to  be  20  divisions.  The  true  deflection  on  the 
galvanometer  evidently  then  should  be  ^=73  +  20  =  113-20  =  93, 
the  earth  current  evidently  opposing  the  positive  current.  To  intro- 
duce the  second  correction,  assume  three  condensers,  having  the 
ratios  of  Ij,  2,  and  4,  to  give  on  the  galvanometer  scale  deflections 
of  72,  88,  152.  In  order  that  the  three  numbers  representing  the 
deflections  shall  stand  in  the  same  ratio  as  the  capacity  of  the  con- 
densers, it  is  necessary  to  subtract  from  each  one  24.  Correcting 
the  line  galvanometer  de- 
flection by  the  same  num- 
ber, the  value  of  69  re- 
mains as  the  true  deflec- 
tion. 

325.  The  capacity  of 
aerial    lines    in    reference 
to    the    earth,    as   usually 
measured,   is  considerably  f 
greater    than    that    which 

would    be    theoretically    in-     g,^^^,^  ^^^  ^^^  titwurement  of  inductance  on  Aerial  Unes. 

dicated.      To  account  for 

the  discrepancy  between  the  measured  figures  and  those  given  by 
theory,  it  is  usually  assumed  that  the  insulators,  poles,  and  cross- 
arms  possess  a  sensible  capacity  which  is  inevitably  measured  in 
all  trials  made  upon  aerial  lines.  Confirmation  of  this  hypothesis  is 
obtained  in  the  fact  that  in  dry  weather  the  line  deflection  falls,  and 
agrees  much  more  closely  with  the  results  indicated  by  theory. 

326*  The  Inductance  of  Aerial  Lines.  — The  estimation  of  the 
inductance  of  aerial  lines  may  be  made  by  any  of  the  methods  given  ; 
those  that  employ  the  Wheatstone  bridge,  as  indicated  in  Fig.  197, 
being  particularly  convenient.  The  two  parts  of  the  line  L  and  L' 
are  looped  into  the  station,  L  being  connected  to  AB,  one  of  the 
bridge-arms,  and  C  connected  to  AC,  the  other.  In  the  line  L  the 
variable  resistance  r,  and  variable  condenser  c  are  arranged,  while 
the  contact  a  represents  the  slide  of  the  bridge,  as,  for  this  experi- 
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nt,  a  slide-wire  bridge  is  a  convenient  piece  of  apparatus.  After 
usting  a  to  obtain  a  balance  for  constant  current,  the  capa.cit\'  of 
■  condenser  c  is  increased  or  diminished,  until  the  needle  of  the 
vanometer  remains  at  zero  on  interruption  of  the  current.  The 
uctance  of  the  line  is  then  given  by  the  expression,  L=c  /•-.  (91) 
327.  It  must  not  be  forgotten  that  the  line  itself  has  always 
apacity  ;  so  from  the  above  expression  the  true  inductance  of  the 
i  is  not  obtained,  but  a  quantity  equal  to  Z—  J  CR'^,  in  which  K 
the  resistance  and  C  the  capacity  of  the  line  itself.  To  demon- 
ate  this,  suppose,  in   Fig.  198,  the  two  parts  of  the  line    to    be 


fiy.  1SS.    Diagram  of  Lint  Capadlfi- 

presented  by  AC  and  AiCi,  and  assume  the  line  to  be  divided  into 
iqual  parts,  AB,  BC,  etc.,  and  A,B|,  B,C, ,  etc.  At  each  section 
the  line  imagine  a  small  condenser  to  be  placed,  whose  capacity 
J  etc.,  is  the  capacity  of  the  section  under  con.sideration.  Repre- 
it  the  resistance  of  each  section  by  p,  and  the  capacity  of  the  con- 
iser  at  each  point  byi^.  The  condenser  c,  placed  across  the  points 
\,  acts  as  an  inductance  of  the  value  —  i^«^p-;  the  next  con- 
iser  iTj  at  BB,  acts  as  an  inductance  of  the  value  — ^(«  — l)'p^ 
1  so  on  for  all  the  «  sections  into  which  the  line  is  divided.  All 
the  condensers  are  equivalent  to  an  inductance  of  the  value 
^p"  (l-|-2^-}-3'+.  .  .  .  +{« -!)'  +  «"),  but  the  sum  of  the  squares 
the  numbers  from  1  to  «  is 

6 

I  the  value  of  the  inductance  equivalent  to  the  condensers  is 

6  '' 


:  preceding  expression  becomes 
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,,-,  n  (n  +  1)  (2  «  +  1)        1 

'iiA  consequently  the  capacity  of  the  line  acts  as  an  inductance  of 
:ne  s-alue  —  \  CR I  Consequently  the  true  value  of  the  inductance 
' :  the  line  is  obtained  by  adding  to  the  value  of  Z,  as  given  in  equa- 
:wn  (91),  the  value  of  the  negative  inductance  due  to  capacity,  or 

L^cr'  +  ^CR^  (92) 

I  and  R  being  measured  by  any  desired  method. 

328.  Measurement  of  Mutual  Inductance  on  Transmission 
Lines.  —  To  estimate  mutual  inductance  on  a  pair  of  lines,  the  appa- 
ratus should  be  arranged  as  shown  in  Fig.  199,  in  which  L  is  the 
primary  or  inducing  line,  and  U  the  circuit  in  which  inductance  is  to 
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Fig.  199.    CIrcutt  for  Measuring  Mutual  Inductance  on  Aerial  Lines. 

5e  measured.  By  means  of  the  key  K  the  primary  line  L  is  earthed 
airough  the  resistance  R  ;  an  electrical  impulse  is  sent  through  this 
line  from  the  battery  P  that  produces  inductive  effects  on  the  other 
-re  L'.  The  grounds  rr, ,  as  well  as  the  earths  at  the  remote  ends 
'^i  the  lines,  must  be  entirely  separate  from  each  other.  The  deflec- 
Un  produced  on  the  galvanometer  by  the  mutual  inductance  of 
*he  lines,  and  the  charge  of  the  condenser  C,  is  proportional  to 
^^-CRR^  C being  the  capacity  of  the  condenser,  R  the  resistance 
'^f  the  rheostat,  and  R'  that  of  the  line  L'.  By  adjusting  the 
rlieostat  and  condenser  till  no  deflection  is  observed, 

M  =  CRR\  (93) 

As  earth  currents  are  likely  to  give  much  trouble  in  obtaining  the 
^nal  balance,  a  small  battery  /,  with  an  adjustable  shunt,  may  be 
placed  in  L',  and  arranged  to  neutralize  such  disturbances. 
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CHAPTER  VII. 

CONTINUOUS  CURRENT  CONDUCTORS. 
PART   I.— CONDUCTORS  AND   INSULATORS. 

Art.  329,  Conductors.  —  When  a  quantity  of  positive  electricity 

is  placed  upon  any  perfectly  insulated  body,  it  occupies  for  the  fir^t 
infinitesimal  period  of  time,  a  small  surface  immediately  surrounding 
the  point  of  contact,  and  raises  the  potential  of  this  surface.  V'ery 
rapidly,  however,  the  charge  distributes  itself  over  the  entire  sur- 
face ;  bringing  every  point  thereof  to  the  same  potential.  As,  by 
hypothesis,  the  body  is  perfectly  insulated,  this  distribution  of  the 
charge  can  only  take  place  by  a  passage  of  Electric  Energy  through 
the  body  itself.  The  property  thus  possessed  by  all  substances  to 
permit  with  varying  degrees  of  rapidity  the  transfer  of  electrical 
energy  is  called  conductivity, 

330.  In  some  materials  the  distribution  of  the  charge  takes 
place  almost  instantaneously,  while  for  others  an  extremely  long  time 
is  required.  Good  conductors  are  those  which  permit  the  distribu- 
tion of  the  charge  to  take  place  with  great  rapidity,  while  those 
requiring  a  greater  length  of  time  are  called  poor  conductors,  or 
insulators.  If  the  substance  under  consideration  is  in  the  form  of  a 
wire,  one  end  of  which  is  maintained  at  a  higher  potential  than  the 
other,  a  continual  passage  of  electrical  energy  will  take  place  from 
the  end  having  the  higher  potential  to  that  which  is  lower.  This 
condition  once  established,  the  quantity  of  electricity  stored  on  the 
surface  of  the  wire  remains  uniformly  distributed,  and  evidently  3 
steady  flow  or  current  takes  place. 

331.  From  experiment  it  is  ascertained  that  wires  of  different 
material,  of  the  same  geometrical  dimensions,  submitted  to  the  same 
differences  of  potential,  transmit  very  different  quantities  of  electricity 
during  the  same  interval  of  time.  The  quantity,  therefore,  of  elec- 
tricity which  one  substance,  under  precisely  similar  conditions,  is 
able  to  transmit,  compared  with  that  of  another,  is  a  measure  of  its 
conducting  power. 
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332.  Resistance:  Ohm's  Law.  —  Let  E  be  the  difference  of 
:•  icntial  maintained  between  the  extremities  of  a  conductor,  and  / 
:r.c  intensity  of  the  current ;  that  is  to  say,  the  quantity  of  electri- 
:  :y  that  passes  any  given  cross-section  in  successive  equal  intervals 
't time;  if  ^ is  the  resistance  of  the  conductor,  then  — 

7=^,  R  =  —,  JU=E.  (94) 

R'  I  '  ^    ^ 

With  a  given  difference  of  potential  E^  I  decreases  directly  in  pro- 
Portion  as  R  increases,  and  also  with  a  definite  resistance  R^  I  is 
::rectly  proportioned  to  E,  This  is  the  famous  law  of  Dr.  Ohm,  that 
:ijs  unites  by  an  algebraic  equation  the  three  most  important  elec- 
:nc  quantities.  Be  it  noted,  however,  that  Ohm's  formula,  in  this 
irm,  applies  to  steady  and  continuous  currents  only, 

333.  The  resistance  ^  of  a  conductor  depends  not  only  upon 
the  material  used,  but  also  upon  its  geometrical  dimensions.  It  is, 
tkrefore,  possible  to  express  the  resistance  of  any  conductor  as  a 
tiinction  of  its  geometrical  magnitudes,  and  of  a  coefficient  depend- 
i[;  upon  the  physical  constitution  of  the  material  employed.  Dr. 
Ohm,  further,  established  the  proposition  that  the  resistance  of  any 
conductor  is  inversely  proportioned  to  the  cross  section  5,  measured 
nomial  to  the  direction  of  the  current,  and  directly  proportioned  to 
tbe  length  /  of  the  conductor,  and  to  a  coefficient  p,  which  he  de- 
Wnated  the  specific  resistance  of  the  material.     Thus,  algebraically, 

R==^.  (95) 

The  geometrical  dimensions  being  easily  ascertained,  it  is  sufficient 
i'^r  the  purposes  of  calculation  to  know  p  for  the  materials  under 
consideration.     Substituting  in   (94),— 

-^^  =  ^.  (96) 

SI  ^ 

"  P.  /.  S,  and  E  are  constant,  S 1 1  gives  the  current  density  per 
unit  of  area  of  the  cross-section  of  the  conductor. 

334.  Specific  Resistance.  —  The  resistance  offered  by  a  unit 
volume  of  any  substance,  as  compared  with  the  resistance  of  a  unit 
volume  of  any  other  substance,  selected  as  a  standard,  is  termed 
"Specific  Resistance."  As  the  metal  silver  has  the  least  resistance 
0^  any  now  known,  or  in  other  words  is  the  best  conductor,  it   is 
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usually  selected  as  the  standard.  In  English  measures  the  cubic 
inch  is  the  volume  adopted  for  comparison,  while  in  the  C.  G.  S. 
system  the  cubic  centimeter  is  used.  Thus  the  absolute  resistances 
of  various  substances  would  be  the  opimsition  offered  per  cubic  inch 
or  cubic  centimeter,  while  the  specific  resistance  is  the  ratio  of  the 
absolute  resistance  to  the  absolute  resistance  of  silver.  The  value 
of  the  absolute  and  specific  resistances  of  the  chief  metals  will  be 
found  in  Table  No.  17.     For  wire  work  the  resistance  of   a  grain 

Table   No.  17. 


»„.,„>,„.,.. 

Cubic 

Cubic 
Inch. 

Relay  11  r 

\im 

«.02; 
«,4eo 

7.228 
IG.::i 

•am 

K.T3 

■-•.06S 

6.ew 
9.or.7 

19.03 

31.39 
30.50 

Copper,  inn**ltd 

Silicr,  hird-diawn 

(k>ld,  hard^lniwii 

Plalinum,  jinn»]td 

(u,  lilver).  hinlaruinealei]     .    .    . 

lM.n.glh,  pr«Kd 

foot,  or  the  resistance  of  a  wire  weighing  one  grain,  and  one  foot  in 
length,  and  also  the  resistance  of  a  mil  foot,  or  the  resistance  of  a 
wire  oitf  mil  {td'bt>  of  an  inch)  in  diameter,  and  one  foot  long,  are 
convenient  working  quantities.  Table  No.  18  supplies  this  data  for 
the  most  common  metal.s  and  alloy-s,  giving  also  the  values  of  the 
gramme-meter,  and  millimeter-meter. 

335.  It  should  be  carefully  noted  that  different  specimens  of 
apparently  chemically  pure  metal  give  different  resistance,  that  can 
only  be  accounted  for  on  the  supposition  that  the  varying  processes 
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Table  No.  18. 

of  Metals  for  Grain-foot,  Mil-foot,  Gramme-meter,  and  Millimeter-meter. 

(Ijesal  Ohms.) 


Naa«  of  metals  arranged  in  order  of 
is^T>casing  resistance  for  the  same 
length  and  weight. 


Resistance  of 
a  wire  1  foot 
long,  weigh- 
ing 1  grain. 


Resistance 
of  a  wire 
1  foot  long, 
T^B  of  an 
inch  in  dia- 
mt:ter. 


Resistance 

of  a  wire 

1  meter  long, 

weighing 

1  gramme. 


Resistance 

of  a  wire 

1  meter  long, 

1  millimeter 

in  diameter. 


.\luimaani,  annealed 

t-  -fper.  annealed 

<.;-pper.  }iard-drawn 

•^^cr.  annealed 

M-rer,  bard-drawn 

Zi-C.  pT«*S€d 

*k'^d,  annealed 

'  <o}d,  hard-drawn 

Ircn,  annealed 

1  -o-  pressed 

<  'jld-silver  alloy  (2  oz.  gold,  1  oi.  sil- 
ver] ,  hard  or  annealed 

r>emian  ^Iver,  hard  or  annealed .     .     . 

Flananm,  annealed 

Lead,  pressed 

Antinkony.  pressed 

P'-atutom-silrer  (1  oz.  platinum,  2  oz. 
alver.,  hard  or  annealed  .     .     .     . 

Blvisath,  pressed 

Mercnnr 


Ohms  0"  C. 
0.1074 
0.2011 
0.2063 
0.2190 
0.2389 
0.5766 
Oi>785 
0.5884 
1.085 
1.380 

2.364 
2.622 
2.779 
3.200 
3.418 

4.197 
18.44 
18.51 


Ohms  V  C. 

17.63 
9.612 
9.83 
9.048 
9.826 

33.85 

12.38 

12.60 

58.45 

79.47 

65.37 

125.91 

54.49 

•         •         •         • 

213.6 

146.70 

789.3 

572.3 


Ohms  0"  C. 
0.0749 
0.1420 
0.1453 
0.1527 
0.1662 
0.4023 
0.4035 
0.4104 
0.7570 
0.9632 

1.660 
1.830 
1.938 
2.232 
2.384 

2.924 
12.88 
12.91 


Ohms  0"  C. 
0.03710 
0.02034 
0.02061 
0.01916 
0.02080 
0.07163 
0.02620 
0.02668 
0.1237 
0.1682 

0.1384 
0.2666 
0.1153 
0.2188 
0.4521 

0.3106 

1.670 

1.211 


The  fcdlowing  specific  data  relative  to  the  resistances  of  copper  in  various  forms  has  received  the 
Bsctkw  of  the  report  of  a  committee  upon  wiring,  appointed  by   the  American   Society  of  Electrical 

Table  of  Values  based  upon  Matthiessen's  Correct  Standard. 

B.  A.  Units.        Lbcal  Ohms. 
0"  C.  0"  C. 

Matthiessen's  Standard  Meter-gramme,  hard    .     .     .      .1469  .1453 

Meter-gramme,  soft 1436  .1420 

Mcter-millimeter,  hard 02104  .02060 

Mctcr-millimeter,  soft 02057  .02034 

Cubic-centimeter,  hard 000001  &52  .000001634 

Cubic-centimeter,  soft 000001616  .000001598 

Mil-foot,  hard 9.M0  9.829 

Mil-foot,  soft 9.720  9.612 

Specific  resistance  of  hard  copper  (1  cub.  cent.)  =  1634  (C.  G.  S.  units). 

Specific  resistance  of  soft  copper  (1  cub.  cent.)  =  1598  (C.  G.  S.  units). 

Matthiessen's  Standard  specific  gravity  of  hard  copper,  8.80.  ^ 

Resistance  of  hard  copper  is  1.0226  times  that  of  soft  copper. 

Resistance  of  soft  copper  is  .9779  times  that  of  liard  copper. 

Legal  ohm  is  equal  to  1.0112  B.  A.  units. 

B-  A.  unit  is  equal  to  .9889  Legal  ohms. 

01  manufacture  produce  corresponding  inequality  in  molecular  struc- 
ture, sufficient  to  account  for  these  discrepancies.  Even  with  pure 
specimens,  in  special  cases,  a  variation  of  1(3  per  cent  in  the  same 
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metal  tested  at  the  same  temperature  has  been  noted.  In  ordinary 
commerclal  products  the  range  of  variation  may  naturally  be  still 
greater. 

336.  Effect  of  Temperature.  —  Specific  resistances,  also,  are 
functions  of  temperature.  For  pure  metals,  the  resistance  increases 
as  the  temperature  is  augmented.  The  formula  representing  the 
effect  of  temperature  may  be  written  — 

R,  =  i?,  (1  +  a/  +  /8/^,  (97) 

in  which  Ri  is  the  final  temperature,  R^  the  temperature  at  which 
the  specific  resistance  is  originally  measured,  and  a  and  /?  are 
coefficients  denoting  the  function  of  the  specific  resistance  and 
temperature.  For  any  purpose  but  the  most  exact  calculation,  the 
approximation,-  ^,_^,  (,+,,,  ,^, 

is  amply  suflficient.  The  values  of  these  coefficients  are  shown  in 
Tables  Nos.  19  and  20.  For  copper,  formula  (97)  becomes  (approxi- 
mately) — 


^,  =  i?^  (1  +  .00387  /   +  .00000697/^). 
Table  No.  19. 

Value  of   a  and  /?  in  Formula  Rt  =  A*©  (1  +  a/  +  /»/2). 


(99) 


Description  op  Metai.s. 

a 

? 

Pure  MeUls 

Mercury 

Platinum-silver 

German  silver 

-^0.008824 
4  0.0007485 
+  0.00031 
+  0.0004433 

+  0.00000126 
-0.000000398 
-0.000000398 
+  O.00000O152 

Table  No.  20. 

Value  of  a  in  Formula  Rt  =  Ro  (1  +•  a/). 


Description  of 
Mktals. 

1 
1 

Description  ok 
Metals. 

1 

a 

• 

Silver 

Copper 

Gold 

Aluminum      .     .     . 
Platinum    .... 

Iron 

Tin 

Lead 

0.377  X  10    » 
0.388  X  10  -  «    1 
0.365  X  10 -« 
0.390  X  10- « 
0.247  X  10- « 
0.4.'>3  X  10  -  ■ 
O-Sft-Sxio-" 

0.387  X  10  -  * 

1 

1 

1  Antimony  .... 
Bismuth     .... 
Mercury    .     .     .    , 
Alloy  2  Pt.  -  1  Ag 
2  Au.  ^  1  Ag. 
8  Pi.  -  1  Ir. 
German  silver     .    . 

0.389                X  10    « 
0.354                 xiO-« 
0.088                 X  10  -  « 
0.022  to  0.031  X  10- « 
0.065                xi0-« 
0.133                xlO-« 
0.028  to  0.044  X  10- > 
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337i  BeBiatanoe  of  Dielectrics.  —  Experiment  shows  that  there 
ii  a  large  class  of  bodies  which  permit  of  the  transmission  pi  elec- 
ncal  energy    so  slowly  that   they  may  be  termed   ;/^«-condiictors, 
nsulators,  or  dielectrics.     Generally  speaking,  the  metals  and  solu- 
\ns  of  the  metallic  salts  may  be  classed  as  conductors,  while  all 
*  KT  substances  fall  in  the  category  of  insulators.     There  is,  how- 
ever, much    variation    in   the    relative  value   of   non-conductors  as 
'>jlators.      In   electrical   construction  the  property  of   high   resist- 
r^ce  is  employed  entirely  to  isolate,  or  insulate,  electrical  currents 
.:.  such  a  manner  as  to  confine  the  transfer  of  energy  along  the 
paths  which  it  is  desired  to  have  it  take.     Insulators  may  be  applied 
:■•  conduct  the  circuits  in  one  of  two,  ways. 

338.  First.  —  The  insulating  substance  may  be  arranged  as  a 
<i\t<>  of  supports  to  which  the  circuit  is  attached  from  point  to 
point,  in  order  to  separate  it  entirely  from  electrical  communication 
*ilh  other  bodies.  For  this  purpose  dielectrics,  such  as  wood,  glass, 
x»rcelain,  mdia-rubber,  and  their  various  compounds,  are  molded 
Uo  appropriate  forms,  mechanically  arranged  to  permit  of  the 
attachment  of  the  conductor  circuit  to  the  insulator,  and  then  the 
atachment  of  the  insulator  to  the  support  designed  to  carry  the  cir- 
:uit,  in  such  a  manner  as  to  electrically  isolate  the  circuit  by  means 
)f  the  insulators  from  the  supports.  The  various  forms  of  insulators 
tor  this  purpose  have  been  already  treated  in  Chapter  III. 

339.  Second.  —  The  insulating  substance  may  be  arranged  as  a 
uniform  and  continuous  coating,  so  applied  as  to  surround  and  en- 
•elop  the  circuit  from  end  to  end,  thus  rendering  additional  support 
iTiivecessary,  and  allowing  the  circuit  to  be  placed  in  proximity  to  the 
sTound  or  other  bodies,  at  the  same  time  preserving  the  electrical 
-eolation.  For  this  purpose  the  various  forms  of  india-rubber  are 
^he  basis  of  nearly  all  insulating  materials.  It  is  usual  to  secure 
i'vifficient  mechanical  strength  by  covering  the  conductor  with  one 
or  more  layers  of  fibrous  material,  such  as  braid  composed  of  hemp, 
cotton,  or  silk,  or  by  wrapping  it  with  sheets  of  paper  or  jute,  or 
similar  material.  These  fibrous  coverings  may  be  impregnated  with 
-isulating  compound,  either  previous  or  subsequent  to  their  applica- 
*^iot\to  the  conductor.  As  an  example,  the  cables  manufactured  by 
I  Semens  Bros,  are  covered  with  jute  impregnated  with  ozokerite. 
The  Farranti  mains  are  separated  by  a  number  of  layers  of  paper 
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impregnated  with  a  compound  of  black  wax.  The  Edison  conductor! 
are  embedded  in  their  tubes  in  a  special  mixture  of  india-rubber  anc 
resins.  The  various  forms  of  okonite,  ozokerite,  and  india-rubbei 
covered  wires  all  depend  upon  protection  consisting  of  various  india- 
rubber  compounds,  each  applied  in  a  manner  peculiar  to  the  particu- 
lar manufacturer. 

340.  The  various  forms  of  india-rubber,  under  the  names  iif 
caoutchouc  and  gutta-percha,  are  most  extensively  used  for  cable 
insulation,  although  the  melting-point  of  the  latter  is' so  low  as  u> 
prevent  its  wide  adoption. 

Gutta-percha  is  a  material  of  varying  composition,  depending- 
upon  its  mode  of  manufacture;  and,  consequently,  having  a  specific 
resistance  varying  between  25  x  10'"  and  500  x  10'"  ohms-cent/- 
meter.  By  fairly  good  methods  of  manufacture  and  the  employ- 
ment of  pure  materials,  a  resistance  of  200  x  10""  ohms-centimeter, 
at  a  temperature  of  24°  C,  may  be  obtained.  Caoutchouc  has  also  a 
varying  composition  and  resistance.  It  is  valuable,  however,  in  its 
ability  to  resist  heat.  By  submitting  the  substance  to  the  process  of 
vulcanization  at  130°  C,  a  temperature  much  higher  than  should 
ever  be  attained  by  the  passage  of  the  current,  a  valuable  and 
durable  insulator  is  obtained,  having  a  resistance  of  7500  x  lO"'- 
ohms-centimeter. 

341.  The  variation  in  specific  resistance  of  dielectrics  under 
changes  in  temperature  is  very  much  more  rapid  and  much  larger  in 
amount  than  those  of  metals.  This  variation  can  only  be  expressed  by 
an  exponential  equation,  R^  =  R,  a'  (100),  a  being  a  coefficient  that, 
owing  to  the  process  of  manufacture,  has  to  be  determined  separately 
for  each  specimen  of  insulating  compound.  Experiments  upon  gutta- 
percha used  in  submarine  cable  work  assign  a  value  to  it  between 
the  limits  of  0.876  and  0.894.  For  caoutchouc,  the  value  is  less  care- 
fully established,  but  probably  lies  between  a  =0.941  and  a  =  0.955. 
For  a  variation  of  between  12°  and  15°  C,  on  either  side  of  a  tem- 
perature of  24°  C,  the  specific  resistance  is  appro.ximately  halved  or 
doubled.  For  other  insulating  materials,  the  processes  of  manufac- 
ture vary  too  widely  to  permit  the  establishment  of  temperature 
coefficients.  T.acle  No.  21  gives  the  specific  resistance  of  some  of 
the  more  common  insulators. 

342.  Line  Leakaee-  —  Where  transmission  lines  are  supported 
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Table   No.  21. 

Spedflo  Besistance  of  Xnaulators. 


Namb. 


Rbsistancb  in 

Megohms 
PER  Cubic  Cbn- 

TIMBTBR. 


Name. 


Rbsistancb  in 
Megohms 

PER  Cubic  Cen- 
timbtbr. 


Muji 

Gmu-Percha    .     .     . 

Sbelbc 

Ebonite 

Hoopei^s  compound . 

Paraffine 

PiraAne  oil .     .     .     . 


Wxio-« 

460xlO-« 

9000X10H» 

28000x10-6 

16000  xiO-« 

34000  X  10-6 

8x  10H» 

Olive  oil  .  .  .  . 
Lard  oil  ...  . 
Stearic  acid  .  .  . 
Benzine  .... 
Wood  tar  .  .  . 
Ozokerite  (crude) . 


1  X  iO-« 

.36  X  10-6 

860X  10-« 

14  X  10^ 

1670  X  10-« 

460  X  10-« 


upon  molded  insulators,  as  in  the  ordinary  forms  of  telegraph  lines 
and  other  bare  wire  installations,  the  resistance  of  the  line  insulation 
uries  from  time  to  time,  depending  upon  the  state  of  the  weather, 
the  cleanliness  of  the  insulating  surfaces,  and  the  number  oi  points 
oi  attachment  of  the  conductor  to  the  insulators.     Owing  to  these 
indeterminate  factors,  it  is  impossible  to  predict  or  calculate,  except- 
ing within  very  wide  limits,  the  insulation  resistance  of  such  lines. 
Data  for  the  probable  resistance  value  to  be  expected  from  molded 
insulators  will  be  found  in  Chapter  III.     For  conductors  which  are 
entirely  covered   by  insulating  material,  such   as   underground  and 
submarine  cables,   the  insulation   resistance   is   much   more  exactly 
bown,  and  usually  operates  under  very  much  narrower  variations. 
As  there  is  no  known  substance  that  forms  a  perfect  insulator,  there 
is  found,  in  the  most  carefully  constructed  lines,  surrounded  with 
the  greatest  amount  of  protection,  a  constant  and  quite 
\>erceptible  electrical  leakage  taking  place  through  the 
dielectric  substances  employed  for  insulation.     Know- 
"%  the  specific  resistance  of  the  dielectric  and  the 
geometrical  relations  of  the  conductor  and  insulator, 
tte  probable  insulation  resistance  may  be  quite  closely 
calculated.     Thus,  in  Fig.  200,  consider  the  case  of  a 
cable  having  a  central    conductor  of    the  radius  R, 
surrounded  by  a  layer  of  insulating  material  having  a 
radius  Rj  and  of  a  specific  resistance  p,  and  let  L  be  the  length  of 
the  cable.     The  resistance  of  an  infinitely  thin  layer  of  a  thickness 
«/^2  of  the  insulator  at  a  distance  J?i  from  the  center  of  the  cable 

2  irRxL  ' 


Fig.  200. 

Section  of  Insulated 
Conductor. 
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and  the  resistance  of  the  entire  coating  is  obtained  by  integrating 
the  previous  expression  between  the  limits  R  and  R^,  obtaining 
the  value  /'cv^  „  *- 

The  portion  p/2n-  is  a  constant  factor  for  any  given  dielectric,  so  if 
A  represents  this  factor,  and  L  be  made  unity,  and  the  diameter 
of  the  core  and  cable  be  substituted  for  R  and  R^,  the  insulation 
resistance  is  given  by  the  expression  A  log  D  j  d. 

343.  Distribution  of  Potential  in  a  Conducting  Circuit. fn 

the  preceding  paragraphs  the  relation  expressed  by  Ohm's  formula 
has  been  considered  as  applied  to  a  circuit  having  a  uniform  resist- 
ance, and  subjected  to  the  effect  of  a  single  unvarying  electro-motive 
force.  Such  a  simple  state  rarely  exists  in  practice,  thus  making  it 
necessary  to  now  investigate  the  conditions  which  obtain  under  more 
complex  relationships.  Electrical  circuits  usually  consist  of  a  gener- 
ator of  some  description,  the  office  of  which  is  to  impress  upon  the 
circuit  an  electro-motive  force  of  sufficient  amount  to  perform  the 
work  demanded  ;  a  line  of  conducting  material  serving  to  connect 
the  generator  with  the  various  receiving  mechanisms  employed  to 
utilize  the  energy  produced ;  and  lastly,  ihe  receivers  of  various 
kinds,  in  which  the  transmitted  energy  is  applied  to  useful  work. 
An  analysis,  therefore,  of  the  entire  circuit  separates  it  into  three 
parts  deser\'ing  of  consideration. 

First.       The  generator,  or  source  of  electro-motive  force. 

Second.   The  line,  or  conducting  system. 

Third.     The  receivers. 

In  each  of  these  divisions  a  certain  amount  of  electro-motive  force 
is  expended,  being  employed  either  to  overcome  the  resistance  of  the 
separate  divisions,  or  expended  in  the  receivers. 

344.  From  a  commercial  standpoint,  the  expenditure  of  the  elec- 
tro-motive force  may  be  separated  into  two  parts:  — 

First.  The  amount  necessary  to  overcome  the  resistance  of  the 
various  parts  of  the  circuit,  in  order  to  convey  from  point  to  point 
the  necessary  quantity  of  electricity. 

Second.  The  electro-motive  force  usefully  expended  in  producing 
mechanical  work,  or  the  evolution  of  energy  in  such  a  form  as  to  be 
commercially  valuable  in  the  receivers. 
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346.  That  portion  of  the  electro-motive  force  expended  in  over- 
.xpining  the  resistance  of  the  various  parts  of  the  circuit  is,  as  will  be 
>ub5equently  shown,  transformed  into  heat,  which  by  radiation  is  dis- 
sipated and  lost,  so  far  as  its  commercial  value  in  the  receiver  is  con- 
siiiered,  excepting  in  so  far  as  its  employment  for  the  purpose  of 
transporting  the  current  from  point  to  point  of  the  circuit  be  embraced 
in  the  term  of  commercial  use.  This  energy  used  in  overcoming  the 
resistance  of  the  circuit  is  frequently,  though  erroneously,  termed 
-wasted  energy  ; "  for  it  is  solely  by  virtue  of  the  expenditure  of  this 
portion  of  the  total  energy  of  the  circuit  that  the  remainder  of  the 
c:ierg)'  is  transferred  from  the  point  of  production  to  the  point  of 
consumption.  Inasmuch  as  there  is  no  known  substance  possessing 
no  resistance,  every  part  of  the  circuit  involves  the  expenditure  and 
dissipation  as  heat  of  a  greater  or  less  quantity  of  electro-motive 
force,  in  order  to  transmit  the  necessary  current. 

346.  Transforming  Ohm*s  formula,  IR  =  E  is  obtained,  indicat- 
ing that  the  quantity  of  electro-motive  force  expended  in  the  circuit 
is  equivalent  to  the  current,  multiplied  by  the  resistance  of  the 
conductor. 

If  I,  /',  i" y  etc.,  be  the  currents  in  various  portions  of  a  circuit, 
and  r,  r',  r",  etc.,  be  the  resistance  of  the  corresponding  parts  of  the 
circuit,  and  ^,  e' ,  ^",  etc.,  be  the  expenditures  of  electro-motive  force 
in  each  of  these  corresponding  parts  of  the  circuit,  the  following 
relations  hold  :  — 

ir  ^/V'+  /"V"+,  etc.  =  ^  +  /+  /'+,  etc.  =  2/>  =  2^'  =^  IR  ^  E,      (102) 

the  capital  letters  standing  for  the  sum  of  the  quantities  represented 
by  small  type. 

In  the  above  equations,  great  care  must  be  taken  to  apply  to  each 
of  the  electro-motive  forces  its  appropriate  sign,  in  order  that  the 
summation  may  give  the  algebraic  sum  of  the  various  electro-motive 
forces.  Consider  the  example  of  a  dynamo  employed  to  charge  a 
storage  battery.  Suppose  that  the  dynamo  furnishes  a  potential  of 
12  volts,  and  is  employed  in  charging  5  cells  of  storage  battery,  the 
total  potential  of  which,  when  fully  charged  at  2  volts  per  cell,  would 
amount  to  10  volts. 

Suppose  the  resistance  of  the  generator  to  be  ^  of  an  ohm,  and 
to  of  the  leads  to  be  ^  of  an  ohm,  and  the  resistance  of  the  storage 
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battery  i%  of  an  ohm.  The  total  resistance  of  the  circuit  will  then 
be  ft  of  an  ohm,  and  through  this  the  generator  will  be  capable  of 
transmitting  a  current  of  24  amperes.  The  resistance  of  ^  of  an 
ohm  for  the  storage  battery  is  made  upon  the  assumption  that  the 
charging  is  commenced  when  the  battery  is  entirely  discharged,  anti 
that  the  cells  only  oppose  to  the  passage  of  the  current  their  ohmic 
resistance.  As  the  charging  proceeds,  an  electro-motive  force  is 
developed  in  the  storage  battery,  which  opposes  that  of  the  gener- 
ator, tending  constantly,  as  it  increases,  to  cut  down  the  effective 
electro-motive  force,  thus  reducing  the  amount  of  current  flowing. 
When  the  batteries  are  charged  to  their  normal  rating,  each  one 
would  furnish  a  counter  electro-motive  force  of  2  volts,  the  5  cells 
aggregating  a  total  counter  electro-motive  force  of  10  volts.  Under 
these  circumstances,  the  total  effective  resistance  of  the  circuit  would 
be  i  ohm  for  the  ohmic  resistance  of  the  generator,  leads,  and  bat- 
ter)', with  a  counter  electro-motive  force  of  10  volts  developed  by  the 
cells.  Assuming  the  previous  notation,f=2,  2^=10,  £=12,  ^  =  A, 
the  value  of  the  current  then  becomes  — 

R  \ 

Thus,  when  the  batteries  are  sufficiently  charged  to  give  a  counter 
electro-motive  force  of  2  volts  each,  the  current  in  the  circuit  would 
be  reduced  from  24  amperes  to  4  amperes.  If  the  charging  be  con- 
tinued, the  electro-motive  force  of  the  cells  gradually  rises  more  and 
more,  until  finally  the  opposing  electro-motive  force  exactly  balances 
that  of  the  generator,  and  the  charging  automatically  ceases, 

347.  The  most  convenient  way  to  represent  the  potential  distri- 
bution in  a  complicated  circuit  is  the  graphical  method,  in  which  val- 
ues along  the  axis  of  Y  be  taken  to  represent  the  electro-motive 
force,  and  those  along  the  axis  of  X  represent  the  relative  lengths 
and  resistances  of  the  different  parts  of  the  circuit. 

Thus,  in  diagram.  Fig.  201  represents  thp  previously  cited  exam- 
ple of  a  dynamo  machine  charging  5  cells  of  storage  battery.  On  the 
right  hand  of  the  illustration  the  general  circuit  is  indicated,  AB 
being  the  lead  from  the  positive  pole  of  the  dynamo  to  the  storage 
battery,  BC  the  battery,  CD  the  negative  lead  returning  from  the 
battery  to  the  generator,  and  DA  the  circuit  in  the  dynamo  machine. 
On  the  left  hand  of  the  figure,  assume  OY  is  the  potential  axis,  singiL' 
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ivks  being  represented  to  scale,  as  shown  in  the  diagram.  Assume 
uX  as  the  axis  of  resistance,  in  a  similar  manner.  Under  the  sup- 
:.jsition  that  the  battery  is  charged  to  a  potential  2  volts  per  cell, 
::e  total  current  flowing  in  the  circuit  will  be  4  amperes,  as  previ- 
.unIv  shown.  Assume,  also,  that  the  resistances  in  the  various  parts 
o:  the  circuit,  named  AB,  BC,  CD,  and  DA,  are  uniform  through- 
out each  of  the  separate  parts,  the  current,  of  course,  being  constant 
tliroughout  the  entire  circuit.  The  fall  of  potential  in  AB  will  then 
her/=f=.05  x4  =  .2  volts.  Along  OY  lay  off  OY  positively  up- 
ward, to  represent  12  volts,  the  total  potential  of  the  generator. 
From  A  lay  off  AB  horizontally,  equal  to  .05  of  an  ohm,  the  resist- 
u-ice  of  AB  in  the  other  diagram.     Lay  off  BB'  vertically,  negatively 


OHMS. 
Fig,  201.    Diagram  of  Potential  Distribution  in  a  Simple  Circuit 

'ownward  equal  to  .2  volts,  and  draw  AB';  then  AB'  represents  the 
tstribution  of  the  potential  throughout  the  lead  AB.  Between  B 
^nd  C  there  is  an  ohmic  resistance  of  .2  ohm,  and  a  counter  electro- 
niotive  force  of  2  volts  per  cell,  or  10  volts.  The  fall  of  potential  in 
fcpart  of  the  circuit  will  then,  evidently,  be  r'i  +  Xe  =  .2xi  +  2x 
^  =  10.8  volts.  From  B  lay  off  BC,  horizontally,  equal  to  .2  ohms, 
'^d CC\  vertically  downward,  equal  to  10.8 +  .2  volts.  Join  B'C^,  the 
•^^  B'C  representing  the  distribution  of  potential  throughout  the 
^Uery.  The  fall  of  potential  in  the  lead  CD  is  calculated  in  a  man- 
'•^^  similar  to  that  indicated  for  AB,  and  the  fall  of  potential  in 
'^<^ generator  DA  in  the  same  way;  and  thus,  in  the  left  hand  illus- 
tration, the  irregular  line  AB'C'DA  indicates,  for  each  of  the  various 
?3Jts  of  the  circuit,  the  distribution  of  the  generator  potential. 
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348.  The  Effect  of  Leakage.  —  In  the  preceding  section  the 
lines  AB'  and  CD  in  the  left  diagram  represent  the  distribution  of 
potential  along  the  conductors  AB  and  CD  that  unite  the  generator 
to  the  receivers.  It  is  evident,  from  the  reasoning  and  construc- 
tion employed,  that  these  are  straight  lines,  having  equations  of  the 
form—  y^ax-vb  (103) 

and  that  throughout  the  entire  length  of  each  conductor  a  constant 
and  uniform  current  existed.  This  condition  can  only  be  fulfilled  by 
assuming  that  the  conductors  are  perfectly  insulated  ;  for,  if  the  iiisu- 
lation  is  defective  in  any  way,  some  electricity  will  escape  sidewise 
between  the  conductors,  and  the  current  will  be  less  at  ths  point 
B  than  it  is  at  A  by  this  amount  of  leakage.  Consider  two  points 
in  the  conductor,  the  first  one  at  a  distance  x  from  the  origin,  and 
the  second  at  a  distance  x-^dx.  The  electro-motive  force  acting- 
between  these  points  is  dE,  while  the  resistance  of  the  conductor 
between  them  is  rdx,  when  r  is  the  resistance  of  the  lead  for  unit  ol 
length.     The  current  flowing  between  these  points  is  then  — 

nix 

If  the  conductors  were  perfectly  insulated,  this  value  would  be  con- 
stant throughout  the  entire  length,  and  equation  would  be  that  of  a 
straight  line.  If  the  conductor  leaks,  then  more  electricity  enters 
every  element  at  the  point  x  than  leaves  the  element  at  the  point 
X  ■\-  dx,  the  difference  in  the  quantity  which  enters  the  element  and 
that  which  leaves  it  going  to  supply  the  leakage.  If  r,  be  the  insula- 
tion resistance  per  unit  of  length,  r^jdx  is  the  insulation  resistance 
of  the  element  dx,  and  the  flow  of  electricity  sidewise  from  this 
dementis-  _,//=.^.  (lo.T, 

Eliminating  I  by  differentiating  equations  (104)  and  (lOo),  and  putting 


But  this  is  the  differential  equation  of  the  arc  of  a  catenary,'  which 
when  integrated  gives  rise  to  the  equation  — 


(104) 


K  =Ae-''-VBe    •.  {107) 

e  Kankins's  Appticil  MichanUs,  p.  175, 
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For  ordinary  transmission,  lines  of  moderate  length,  well  built,  care- 
lu!ly  insulated  and  maintained,  the  leakage  is  so  small  that  without 
Ncnsible  error  it  may  be  neglected.  For  very  long  lines,  such  as 
submarine  cables  or  overland  telegraph  or  telephone  lines,  the 
stravght  line  assumption  is  not  sufficient,  and  the  catenary  equation 
should  be  used. 

349.   Ck>ndiictance.  —  From  Ohm's  formula,  it  appears  that  the 
resistance  of   any  circuit  is  proportional  to  the  geometrical  dimen- 
sions of  the  conductor,  and  to  its  specific  resistance.     If  R  be  the 
lesistance  of  any  conductor,  the    reciprocal  of  R^  or  1/J?,  gives  a 
quantity  which  is  appropriately  denominated,  "The  Condnctance  of 
^k  Circuit,**  or  a  quantity  to  which  the  ability  to  transmit  electrical 
energy  is  proportional.     If,  between  the  terminals  of  any  generator, 
awwmber  of  conducting  circuits  be  extended,  having  the  resistance 
of  r,  r',  r",  etc.,  the  conductance  of  each  branch  will  be  1/r,  1/r', 
l,r",etc.      It  is  evident  that  the  total  conductance  is  equal  to  the 
5^um  of  the  conductances  of  the  individual  parts.     Thus,  representing 
bvt,  c',  i\  etc.,  the  individual  conductances,  and  by  C  the  total  conduct- 
ing power  of  the  circuit,  C=c-\-c^  +^">  etc.     But  c,c\  c'\  etc.  ;  are  re- 
spectively equal  to  1/r,  1/r',  1/r",  etc.,  or  the  conductance  is  equal  to 
the  sum  of  the  reciprocals  of  the  individual  resistances.      As  resist- 
ance is  the  reciprocal  of  conductance,  the  total  resistance,  therefore, 
o(  a  number  of  branch  circuits  is  equal  to  the  reciprocal  of  the  sum 
of  the  reciprocals  of  the  individual  resistances,  or  symbolically  :  — 

1 


R  = 


1  +  1,  +  J,  +  etc.  (1^»«) 

r       r  r 


360.  A  graphic  method  of  quickly  determining  the  resistance 
of  two  branch  circuits  is  given  by  Mr.  Preece.^ 

Assume  in  the  diagram.  Fig.  202,  the  line  AB  drawn  horizontally 
to  represent  the  resistance  of  one  of  the  branch  circuits ;  lay  off 
BCtothe  same  scale  equal  to  the  other  resistance,  and  at  C  erect  a 
perpendicular  CD  equivalent  to  BC.  Join  A  and  D,  and  at  B  erect 
a  perpendicular  BE,  which  will,  to  the  same  scale,  represent  the  joint 
resistance  of  the  two  resistances,  AB  and  BC.  By  drawing  the  line 
Bb,  and  dividing  AF,  BD,  and  BE^  according  to  the  proper  propor- 
tional scale  of  each  line,  joint  resistances  may  be  easily  found  in  the 

*  See  Manual  of  Telephony^  by  Preece  and  Stubbs,  p.  1(U. 
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following  manner  :  Select  upon  AB  a  number  representing 
one  of  the  resistances  ;    in  a  similar  manner,  select    xipon 
BD  a  number   representing  the  other  resistance.         Lay 
L     \       a  straight  edge  across  these  two  points,  and  the    niim- 
\       ber  given  upon  BE  at  the  intersection  of  the    straight 
\       edge  with  BE  is  the  joint  resistance  of  the   two  cir- 
\      cuits.     The  scale  on  AB  and  BE  is  a  simple    deci- 
mal scale  of  equal  parts.     The  scale  on  BE)  is  also 
a  decimal  scale  of  equal  parts,  and  is  related   to 
the  scales  on  AB  and  BE  in  the  proportion    of 
\      1  :  V2.      As  all  three  scales  are  decimal,   the 
^^      significant    figures    on    all    of  them   may    be 
\       multiplied   or  divided    at   pleasure    by    any 
^^      power  of    10,   and   thus  the  diagram    ex- 
\      tended  to  cover  any  desired  range  of  re- 
\      sistance.      The  geometrical  relation    of 
\      the  three  scales   is   self-evident.        In 
\      the  case  of  several  branch  circuits, 

, l....i....l....i....l....i....lMMi.,h>J_    the  joint    resistances    of    any    two 

may  be   found    by    the    diagran?, 
\      and    then   this   value    combined 
with  the  resistance  of  any  one 
\      of    the    remaining    branches. 
By    a    continuance    of    this 
process  any  number  of  cir- 
cuits   may,    by    the    dia- 
gram, be  calculated. 
351.  Distribution 
of     Potential      and 
\      Current  in  Branch 
Circuits.  —  The 
equations       for 
distribution    of 
potential    and 
current  so 


given 


far 
apply  sim- 
ply to  a 
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drcuit  consisting  of  a  single  source  of  electro-motive  force,  intro- 
jjced  in  a  circuit  consisting  of  a  single  conductor  extending  from 
P>Ie  to  pole  of  the  generator.  In  practice,  however,  actual  installa- 
nons  are  usually  very  much  more  complex,  frequently  consisting  of 
a  number  of  generators  placed  at  different  points  of  a  complex  net- 
work of  conductors,  which  ramify  in  all  directions  over  the  territory 
to  be  supplied.  To  determine  accurately  the  description  of  poten- 
tial and  current  in  a  complicated  network,  is  a  matter  of  exceeding 
importance  to  the  electrical  engineer.  While  calculations  of  this 
kind  are  based  on  simple  algebraic  applications  of  the  laws  of 
Ohm  and  Kirchhoff,  a  complete  solution  of  the  distributing  prob- 
iera  is  difficult  of  successful  solution,  owing  to  the  fact  that,  while 
the  principles  are  simple,  the  application  of  them  leads,  usually,  to 
exceedingly  complicated  and  intricate  equations.  Any  network  of 
circuits  may  always  be  resolved  into  one  of  four  elementary  cases. 

362.  Case  1.  —  Is  that  of  a  simple  circuit  embracing  a  generator 
placed  in  a  continuous,  straight  conductor,  extending  from  one  pole 
to  the  other  of  the  generator  without  branches,  and  may  be  treated 

directly  by  Ohm's  law. 

353.    Case  2.  —  This  consists  of  a  generator  supplied  with  a 

circuit  consisting  of  one  or  more  branches,  as  shown  in  Fig.  203,  in 

which  E  is  the  generator  or  source  of  electro- 

motive  force,  ab  and  ac  the  conductors  from 

the  generator  to  the  points  b  and  ^,  at  which 

points  the  circuit  branches  or  divides  into    p  •\  \[  \H 

two  parts  of  varying  resistance.     Let  E  de-         \  \         /  * 

note  the  E.M.F,  of  the  generator,  and  r^  its 

resistance.     Let   r^  be  the  resistance  of  ab 

^d  €LC^  and  r^  and  r,  the  respective  resist-  ^' 

ances  of  the  two  branches  from  b  to  Cy  then  the  combined  resistance 

between  be  is  — 

V^ ;  ^s]  =  ^^4^» .  (109) 

The  total  resistance  of  the  entire  circuit  R  is, 

R  =  r,  +  r,  +  '^^^,  (110) 

'-2  +  n 

Denote  the  respective  currents  in  the  various  parts  of  the  circuit 
by/,,  fjj  and  /j,  as  indicated  in  the  diagram,  then, — 
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J!0;  +  r,) 


Clll) 

(ll.i) 

f.  (114) 

If  there  are  «  branches,  «  similar  equations 


'in  +  nn 


h'-Vi  +  ^'r*' 


i^a  +  r 


Here  ^,  =  r, 
may  be  formed. 

354-  Case  3.  —  This  is  indicated  diagrammatically  in  Fig,  20-J, 
in  which  there  are  two  sources  of  electro-motive  force,  E,  and  K^. 
In  a  circuit  consisting  of  three  branches  that  are  respectively  a6. 
ad,  cb,  cd,  and  db,  let  r,  r,,  and  r,,  be  the  respective  resistance  of 
the  several  branches  as  indicated  in  the  diagram,  and  (',  i, ,  and  i^ , 


the  corresponding  currents.  Let  £",  and  E^  be  the  acting  E.M.F.s, 
then  the  applications  of  Kirchhoff's  laws  give  rise  to  the  following 
equations  for  the  current  values  :  — 


(115; 
(116) 
(117) 


When  the  double  sign  (±  or  =F)  is  used,  the  upper  sign  is  to  be  taken 
in  cases  where  the  E.M.F.s  oppose  each  other,  and  the  lower  one 
where  the  E.M.F.s  act  together.  Considering  these  equations,  it  is 
evident    that,    excepting    when    particular   values    are    assigned    to 
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ik  constants   of    the  circuits,  there  will  be  current  in  all  of   the 

bmnches. 


To  make  t  =  0,  — 
To  make  i^  =  0,  — 
To  make  /2  =  0,  — 


or  ^1  =  ^2  — 

^2 


— ^ —  ,  or  ^1  =  R^  — ^ — 


=  — 1 — i- ,  or  ^1  =  £2  — ■ — - 


(118) 


(119) 


(120) 


As  there  are  several  quantities  (E.M.F.s  and  resistances)  in  these 
expressions,  parallel  results  may  be  attained  by  changing  either  one, 


or  any  desired  combination,  of  the  variables  to  attain  the  desired 
ratios.  When  there  are  n  branches  in  the  network  and  n  E.M.F.s 
acting,  similar  equations  may  be  deduced. 

365.  Case  4.  —  The  last  elementary  combination  is  illustrated 
in  Fig.  205,  and  consists  of  an  E.M.F.  acting  in  a  circuit  of  seven 
branches,  ab^  ad,  be,  be,  dcj  de,  and  ec  as  shown.  As  above,  let  E 
represent  the  E.M.F,  t,  /,,  etc.,  and  r,  r, ,  etc.,  the  respective  currents 
and  resistances  in  the  several  branches  as  shown  in  the  diagram, 
then,— 

N  '^ 


N 


(122) 
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)       /,  =-  '''^'  +  ^■'•'  +  ^'^'  +  '''^'  X  £;  tl  Jn) 

)        i,  =  ^■''' -/'''' X  .g.  <-3  2fi> 

n  the  above  expressions,  — 

+  n''!''*  +  '■i''i''<  +  n^'i's  +  '■i''4''s  +  '■i''i''<  +  ''i''b''s  +  '■i''4''5- 
liquation  (126)  shows  that  in  the  branch  ec,  the  current  (j  becomes 
ero,  when, — 

r,r,  =  r,r„  or  ^  =  -^ ,  or  ^  =  -^  .  (127> 

356-  All  networks,  no  matter  how  complicated,  may  be  analyzed 
y  resolving  them  into  combinations  of  the  foregoing  elementary 
arms.  By  then  successively  applying  the  equations  given  for  each 
£  the  elementary  forms  and  summing  the  results,  the  distribution 
f  current  and  potential,  no  matter  how  complicated,'  may  be  finally 
rrived  at.  It  should  be  noted,  however,  that  algebraic  processes 
if  this  kind  are  exceedingly  complicated,  and  are  particularly  liable 
0  lead  to  error,  owing  to  the  multiplicity  and  complexity  of  the 
ymbols,  and,  therefore,  great  care  must  be  taken  to  avoid  numerical 
mistakes  in  attaining  the  final  result. 
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CHAPTER  VII. 

CONTnnJOUS  CURREITT  conductors.    (Continued.) 

PART  II. —THE   HEATING  OF  CONDUCTORS. 

Art.  367.  Joule's  Law.  —  A  portion  of  the  electrical  energy  de- 
livered to  any  conductor  is  found  to  be  expended  in  the  conductor 
itself,  and  by  some  mysterious  process,  sometimes  termed  by  investi- 
gators "molecular  friction,"  is  transformed  into  heat,  and  serves  to 
raise  the  temperature  of  the  material  forming  the  conductor.  Ex- 
periment has  shown  that  the  quantity  of  heat  thus  produced  is 
proportional  to  the  square  of  the  current,  the  resistance  of  the  cir- 
cuit, and  the  time  during  which  the  current  flows. 

To  Doctor  Joule  is  due  the  mathematical  expression  for  the 
amount  of  heat  thus  developed. 

Let  /  be  the^current  in  amperes, 
R  the  resistance  of  the  circuit, 

T  the  time  in  seconds  during  which  the  current  flows, 
H  the  heat  developed  in  calories  (gramme  degree), 
s  the  cross-section  of  the  conductor, 
d  the  diameter  of  the  conductor, 
/  its  length, 

P  the  specific  resistance  of  the  material  forming  the  con- 
ductor. 

Joule's  Law  indicates,  for  the  amount  of  heat  developed  in  any 

circuit.  — 

H=^.24.I^jRT.  (128) 

The  resistance  R  of  the  circuit  is  pljs,  which,  for  a  cylindrical  con- 
ductor, becomes  ^ipljird^.     Substituting  in  the  preceding  formula,  — 

If  /  and  T  are  written  as  units  of  length  and  time  respectively, 
then  the  above  expression,  formula  (129)  gives  the  amount  of  heat 
e\'olved  per  unit  of  length  of  the  conductor  per  unit  of  time.     The 


' 
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heat  thus  generated  augments  the  temperature  of  the  conductor  ;  and 
were  it  not  for  radiation  and  convection,  this  elevation  of  the  con- 
ductor temperature  would  increase  until  the  fusing-point  of  the 
circuit  was  reached,  and  the  current  interrupted  by  the  melting-  of 
the  conductor.  When  the  cooling  of  the  circuit  equals  the  heat 
evolution,  equilibrium  is  obtained,  the  conductor  remaining  at  a  con- 
stant temperature  above  its  surroundings,  as  long  as  the  current 
remains  constant.  To  safely  design  electrical  circuits,  in  order  that 
their  carrying  capacity  may  be,  on  the  one  hand,  such  as  to  e-xempt 
them  from  becoming  sources  of  danger,  and  on  the  other  hand,  to 
attain  an  economical  disposition  of  the  conducting  material,  is  a 
matter  of  supreme  importance. 

358.  Location  of  Circuit.  —  It  Is  necessary  to  consider  coti- 
ductors  under  the  various  aspects  in  which  electrical  circuits  may 
be  placed. 

First.    Bare  wires  may  be  freely  suspended  in  the  atmosphere. 

Second.  Bare  wires  may  be  inclosed  in  panel  molding.s,  or 
other  forms  of  interior  conduit. 

Thirti.    Insulated  wires  may  be  freely  suspended  in  the  air. 

Fourth.  Insulated  cables  may  be  buried  in  underground  con- 
duits, or  extended  under  water  ;  and,  as  a  corollary,  adjacent  under- 
ground conductors  may  exercise  a  mutual  influence  on  each  other, 
the  passage  of  the  current  in  one  cable  being  sufficient  to  cause  the 
temperature  of  the  conductor  to  seriously  influence  that  of  a  neigh- 
boring cable.     Each  of  these  cases  will  be  considered  successively. 

359.  First,  Bare  Wires  Freely  Suspended.  —  The  resulting 
temperature  to  be  attained  by  electrical  conductors  has  been  studied 
in  England  by  Professor  Forbes,  and  investigated  in  this  country  by 
Mr.  A,  E.  Keiinelly.  Both  of  these  investigators  have  based  their 
researches  upon  the  laws  for  radiation  and  convection  established  by 
Dulong  and  Petit.  Mr.  Kennelly's  experiments  have  been  the  more 
complete  and  exhaustive,  and,  forming  a  classic  paper  presented  to 
the  Edison  Convention  in  1889,  are  usually  assumed  as  indicating 
the  best  present  knowledge  on  the  subject, 

360.  Radiation  and  Convection.  —  Two  causes  are,  manifestly, 
operative  to  reduce  the  temperature  of  a  conductor. 

First.  Heal  may  be  lost  by  direct  radiation  from  the  surface  of 
the  conductor. 
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Second.    Heat  may  be  lost  by  convection. 

The  quantity  of  heat  radiated  by  a  conductor  is  proportional  to 
:be  amount  of  radiating  surface,  the  difference  in  the  temperature 
between  the  conductor  and  that  of  its  surroundings,  the  time  during 
which  radiation  takes  place,  and  to  an  arbitrary  coefficient  depending 
jpon  the  nature  of  the  radiating  surface. 

Thus,  if  K  be  the  coefficient  of  radiation  per  unit  of  area, 
6  the  temperature  of  the  surrounding  air, 
t  the  temperature  attained  by  the  conductor, 
the  radiating  power  of  length  /  and  diameter  d  is  KTrdl(t  —B)T. 

If  /  and  T  are  respectively  units  of  length  and  time,  the  expres- 
sion per  unit  of  length  per  unit  of  time  becomes  3.1416  Kd(t—0), 

Mr.  Kennelly's  experiments,  confirming  the  investigations  of 
Dulong  and  Petit,  indicate  that  for  radiation  the  quantity  of  heat 
Jissipated  per  square  centimeter  of  surface  is  given  by  the  expres- 
>ion  (1.0077^)  (1.007'~1)C,  in  which  C  is  a  constant  depending  upon 
:he  physical  character  of  the  radiating  surface. 

361.  For  highly  polished  metals  (the  poorest  radiators),  C  is 
equal  to  one ;  while  for  roughened  and  blackened  surfaces  C  has  a 
greater  value,  being  usually  assumed  as  two,  but  sometimes  rising  to 
a  higher  value.  For  electrical  calculation,  it  is  more  convenient 
to  express  the  energy  lost  in  the  conductor  in  watts,  instead  of 
thermal  units  or  calories. 

Denoting  then  the  total  energy  transformed  in  the  conductor 
into  heat  by  IV  watts,  and  that  portion  of  IV  lost  by  radiation  by 
IVr*  and  the  portion  lost  by  convection  by  IV^,  — 

Under  these  circumstances,  the  expression  for  the  radiation  per 
square  centimeter  is  — 

IVr  =  .0m25  (1.0077«)  (1.007'  -  1)  C,  (130) 

For  a  polished  wire  of  diameter  d  and  any  surface,  the  radiation 

becomes  — 

IVr  =  .05625  [(1.0077^)  (1.007'  -  1)  irr/C]  (131) 

per  unit  of  length  and  time. 

362.  Cooling  is  also  aided  by  convection.  The  amount  of  heat 
lost  from  this  cause,  as  determined  by  Mr.  Kennelly,  is  — 

PV,  =  .00175  (/  -  6);  (132) 
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and  the  investigation  indicated  that  this  relation  was  independent  o: 
the  amount  of  surface,  holding  true  for  a  wire  of  any  diameter  per 
unit  of  length. 

This  relation  is  found  strictly  applicable  for  still  air  in  an 
inclosed  location.  But  Mr.  Kennelly's  experiments  show  that,  for 
ordinary  aerial  lines,  even  under  the  most  unfavorable  assumption 
of  calm  weather,  the  above  quantity  can  be  increased  by  an  amount 

'"•"""°-  .013^  (/-«). 

Therefore  the  complete  expression  for  W^  becomes  — 

W,  =  (.00175  +  .013  d)  {t  -  6).  C^-^) 

363-  The  amount  of  energy  in  watts  W  developed  in  the  con- 
ductors,  per  unit  of  length  and  time,  is  PR.  As  soon  as  the  tem- 
perature of  the  conductor  ceases  to  rise,  there  must  evidently  be 
equilibrium  between  the  heat  evolution  in  the  conductor  and  the 
amount  lost  by  radiation  and  convection.     Then, — 

PR  =  .05625  [(1.00778)  (1.007'  —  1)]  Crd  +  [(.00175  +  .013  d)  (C  —  6)]. 

To  simplify,  let  [(.00175  +  .013  rf)  (/-  fl)]  =  a,  ^^'^^ 

and  .05625^  [d-OOTT")  (1.007'  -  1)]  =  ^; 

then,  /'j?  =  bdC  ->ra; 

but  ^^4p.(l+a/  +  ffl')^ 

at  any  temperature  above  0°  C. ;  hence,  as  the  temperature  attained 
by  the  conductor  is  a  function  of  the  resistance,  this  quantity  must 
be  substituted  for  R. 

,d*  ^  idC  +  a 


^     ■wd^  {bdC  ■{■  a)      ^  W*  ^ 

4p„(l+a/  +  /9/^)  4  p„(l+a/4-j3/^' 


As  both  C  and  /  enter  into  the  quantity  under  the  radical  sign,  /  can 
only  be  obtained  by  successive  approximations. 

364,    In  Tables  Nos.  22  and  23  will  be  found  the  values  of  — 

.^,   =^,(1+0/+^/*), 

.05625  w  (1.0077"), 
1.007'  -  1, 
and  0.00175  +  0.013//; 
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by  means  of  which,  by  simple  substitution,  the  carrying  capacity  of 
any  wire  in  amperes  may  be  found  for  any  surrounding  temperature, 
aad  any  determined  rise  of  temperature,  between  0°  and  200°  C. 

Table  No.  22. 
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366.   In  Table  No.  22  the  base  line  is  assumed  horizontally  op- 
posite 1  on  the  left-hand  vertical  axis,  the  relative  resistances  being 
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reckoned  positively  upward,  and  the  relative  conductivity  negativcly 
downward.  The  specific  resistance  is  a  positive  curve,  running  iij)- 
ward  from  the  point  1.589  on  the  left-hand  axis.     The  temperature 

Table  No.  23. 
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VALUES  OF  .0017B+.013d  ENLARGED 

scale  will  be  found  horizontally  along  the  bottom,  and  the  resistance 
scale  on  the  left  hand.  In  Table  No.  23,  for  the  curve  giving  values 
of  .00175  +  .01  Zd,  the  values  of  d  are  horizontally  along  the  top  of  the 
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rate  determinations  may  be  made  of  the  probable  temperature  to  1 
obtained  in  any  conductor  by  the  passage  of  any  current.  For  atrri; 
lines,  the  free  circulation  of  air  and  effect  of  wind  is  usually  to  rccliic 
the  temperature  below  that  indicated  by  the  formula.  For  a  g"t><"^ 
approximation,  the  Tables  Nos.  24  and  25,  deduced  from  Kenrn_-ll\'' 
experiments,  may  be  employed  for  determining  the  probable  temj^er 
ature  of  the  conductors. 

Table  No.  26. 
Safe  Curreats  for  Paneled  Wlras. 
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367.  It  should  be  carefully  noted  that  the  rise  of  temperature  of 
the  conductor  increases  its  resistance  a  very  notable  amount,  and 
should  not  be  forgotten  in  the  design  of  the  circuit.  To  compensate 
for  this  extra  resistance,  either  additional  conductor  section  must  be 
provided,  or  a  greater  pressure  at  the  terminals  of  the  generatoL 
See  Table  No.  2(j  for  full  data  for  proportioning  circuits. 
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368.  Second,  Paneled  Wire.  —  Interior  wiring  is  usually  either 
protected  by  ornamental  moldings,  or  run  in  interior  conduits  of  some 
description.  Being  thus  in  a  confined  location,  the  effects  of  radia- 
ti-)n  and  convection  are  reduced  to  a  minimum.  The  circuits  may 
L>'{  be  surrounded  by  inflammable  material,  so  that  particular  care 
nj>t  be  exercised  to  secure  safety.  The  consensus  of  opinion  of  the 
Xmcrican  and  Foreign  Underwriters'  Associations  limits  the  allowed 
cici-ation  of  temperature  in  paneled  conductors  to  a  rise  not  to  exceed 
^)-  C.  For  this  amount,  Mr.  Kennelly's  experiments  indicate  the 
safe  current  in  amperes  to  be  expressed  by  the  relations,  — 

/=560//i if  ^/ is  in  inches. 

/=     0.()1775^/i if // is  in  mils. 

/=138//i if  ^/ is  in  centimeters. 

/=     4.375// i if // is  in  millimeters. 

Reciprocally  — 

//=   0.0147/3 if // is  in  inches. 

//=  14.7/3 if  ^/ is  in  mils. 

^=   0.0374/3 if // is  in  centimeters. 

</=    0.374/3 if // is  in  millimeters. 

From  these  data,  and  as  a  result  of  his  experiments,  I\Ir.  Ken- 
nelly  gives  Tables  Nos.  26  and  27;  Table  No.  27  indicating  the  cur- 
lent  and  resulting  temperature,  in  paneled  wire,  up  to  300  amperes, 
ind  to  a  diameter  of  .450";  Table  No.  26  giving  the  minimum  safe 
Aameter  and  fall  of  potential,  up  to  1,000  amperes,  for  a  rise  of  tem- 
perature of  10°  C. 

369.  Third,  Insulated  Wire  Freely  Suspended.  —  Apparently, 
insulated  wires,  with  their  non-conducting  coatings,  would  be  sub- 
J^^cted  to  a  greater  elevation  of  temperature  than  bare  wire.  The 
insulation,  however,  increases  the  amount  of  radiating  surface  of  the 
conductor,  and  also  provides  a  surface  which,  from  its  physical  char- 
acteristics, is  a  much  more  efficient  radiator  than  the  polished  metal. 
It  seems  probable  that  this  increased  efficiency  and  size  of  the  sur- 
ke  fully  counterpoise,  at  least  in  most  cases,  the  non-conducting 
effect  of  the  insulating  covering.  From  Professor  Forbes' s  experi- 
ments, this  relation  would  seem  to  be  substantiated,  and  therefore 
ordinary  insulated  wires  may  usually  be  treated  as  if  they  were  unin- 
sulated. This  branch  of  the  subject,  however,  is  worthy  of  more 
extended  investigation. 
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370.  Rheostats  and  Heaters.  —  In  many  electrical  appliance 
it  is  customary  to  control  the  amount  of  energy  delivered  to  the  tria72J 
lating  device  by  the  aid  of  a  resistance  capable  of  being  varied  to  siii 

Table  No.  27. 
i   1%  amperes  through  wire 


the  demands  upon  the  receiver,  which  acts  as  a  dam,  or  valve,  inter- 
posed in  the  circuit  to  control  the  amount  of  current.  Such  resist- 
ances are  termed  rheostats,  and  dissipate  a  certain  amount  of  etierg)' 
as  electricity,  transforming  same   into  heat.     The  determination  of 
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the  size  of  wire  to  be  used  for  such  purposes  may  be  made  by  the  use 
if  the  preceding^  formulae.  Usually,  however,  rheostats  are  made 
cither  of  German  silver  or  iron  wire ;  and  for  either  of  these  materi- 
als. Tables  Nos.  28,  29,  and  30  may  be  used  to  obviate  calculation. 
A  number  of  devices  have  recently  made  their  appearance  for  heating 
by  electricity,  such  as  car-heaters,  flat-irons,  cooking-utensils,  and  the 
like.  Nearly  all  of  them  are  based  upon  the  transformation  of  elec- 
trical energy  into  heat  energy  by  the  interposition  of  the  resistance 
oi  a  bare  conductor,  usually  consisting  of  a  small  metallic  wire  em- 
bedded in  a  vitreous  enamel  of  high  melting-point. 

Table  No.  28. 

Safe  Current  for  GkJvanized  Iron  Wire.    Bheostata. 
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463 
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337 
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The  energy  supplied  by  the  device  is,  by  the  resistance  of  the 
wire,  transformed  into  heat,  and  serves  to  raise  the  temperature  of 
the  entire  apparatus  to  a  useful  limit.  All  such  devices  may  be  cal- 
culated by  the  methods  already  indicated,  due  consideration  being 
given  to  the  conducting  power  of  the  enamel,  in  which  the  heating 
part  of  the  circuit  is  embedded.  Some  heating  contrivances,  how- 
ever, designed  to  operate  upon  alternating  current  circuits,  take 
^^'antage  of  the  work  done  by  hysteresis  in  rapidly  alternating  mag- 
netic  cycles.  For  devices  of  this  kind,  it  is  hardly  necessary  to  state 
^hat  the  preceding  calculations  do  not  apply. 

371.  Cost  of  Electrical  Heating.  —  The  cost  of  electrical  heating 
in  its  various  forms  is,  probably,  the  most  important  factor  in  the 
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development  of  this  branch  of  industry.  Frobablyelectricai  heatin 
has  its  widest  development  in  the  warming  of  str«et-cars  during  the  ■ 
cold  season  of  the  year.  Car-heaters  operated  by  coal  cost  from 
*15.00  to  ii!25.00,  with  an  installation  expense  of  «1'30.  With  fuel 
at  $4.50  per  ton,  and  labor  *1.50  per  day,  the  cost  of  operating  coal 
car-heaters  is  about  lt>  cents  per  day  of  24  hours.  Per  contra,  elec- 
tric heaters  cost  from  iiSji.OO  to  4*40.00,  and  the  expense  for  current 
amounts  to  from  30  to  40  cents  per  day  in  moderate  weather,  and 
from  60  to  80  cents  per  day  in  the  coldest  weather.  These  figures 
are  based  on  fuel  at  $3.00  per  ton  at  the  generating-station.     For 

T.^BLE  No.  29. 

Safe  Ciurent  tor  Tinned  Iron  Wire.     Sheoalats. 
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cooking  by  electricity,  it  is  found  that  an  ordinary  oven  requires 
about  25  amperes  at  110  volts,  a  frying-pan  2J  amperes,  a  flat-iron 
from  2  to  3  amperes,  and  a  soldering-iron  from  2  to  3  amperes.  It 
is  claimed  that  ordinary  meat  can  be  roasted  in  an  electric  oven,  sup- 
plied with  25  amperes,  in  from  7  to  8  minutes  per  pound  of  meat 
introduced.  For  heating  water,  the  cost  under  the  present  rates  for 
current,  averages  about  2  to  5  cents  per  gallon  of  water  heated.  An 
ordinary  oven  is  entailed  with  an  expense  of  from  3  to  6  cents  per 
hour.  Under  these  circum stances,  if  the  electrical  current  be  esti- 
mated at  an  expense  of   «60.0lSt  per  H.P.  annum  of  400   hours,  it 
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Titriild  correspond  to  coal  at  #6.00  a  ton,  which  is  not  very  different 
rora  the  actual  expense  to  small  consumers. 

372.  Fuse  Wires.  —  Electrical  circuits  are  protected  against 
y.erloading,  in  the  majority  of  cases,  by  the  interposition  at  various 
points  of  short  pieces  of  fusible  metal  so  designed  that  a  .slight 
iccess  of  current  above  the  normal  amount,  for  which  the  circuit  is 

Table  No.  30. 

Safe  Cuxrent  in  Grerman  Silver  'Wire.     Rheostats. 
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calculated,  will  melt  the  fuse,  and  afford  protection  from  further  in- 
;ury  by  opening  the  leads.  The  first  experimental  determination  of 
the  constants  for  fuse  wires  was  made  by  Mr.  Preece  in  1884  ;  the 
investigation  showed  that  the  relation  between  the  diameter  of  the 
wire  and  the  fusing  current  is  expressed  by  the  equation,  — 

in  which  ^  is  a  constant  for  a  given  metal  or  alloy.  In  1890  con- 
tinued investigation  by  Mr.  Preece  (published  in  the  Electrical  En- 
^tuer)  showed  that  the  following  values  for  a  should  be  assumed  :  — 

Table  No.  31. 
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Alloy  (Tin  1 ,  Lead  2)  . 

325.5 

Lead 

340.G 

These  values  indicate  the  current  in  amperes  required  for  fusing 
a  cylindrical  conductor  of  one  centimeter  in  diameter,  of  each  of  the 
materials  named.    Still  more  recent  data  by  the  same  author  are  com- 
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Table  No.  33. 
Data  Commercial  Fiue  Wire. 
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Table  No.  34. 


NO.  OF  AMPERES 


to 

o 


00 

o 


o 


CI 

o 


o 


00 

o 


o 


Of— 

% 

k.                 ^^ 

C 

♦J 

c 

N 

^ 

s. 

"^•*-i 

9 

o 
c 

^   _ 

\ 

\ 

<^ 

o 

c  . 

O 

\ 

1 

K 

\ 

t 

■^ 

c 

:30 

-< 

\ 

'%. 

^ 

\ 

1 

z® 

2 

m 

z 
o 

\ 

• 

"^ 

\ 

> 
> 

o 

> 

■D 
> 

\ 

\ 

c 
> 

3 

o 

< 

\-t\ 
\-t\ 

\ 

\ 

2§ 

r 

« 

c 

Z 
0 
■n 

c 

\ — 0^ 

>      m 

CD 

■ 

ft 

Z 

o 

V 

\ 

C 

c 

CO 

\ 

kn 

o 
o 

c 

\ 

V 

c 

c 

»■ 

5 

4 

• 

7i 
7i 

m 

\ 

c 

c 

> 

4 

H 

CO 

\ 

\ 

f 

\ 

THE   ELECTRICAL    TKAAS.V/SS/O.V  OF  EXEA'GY. 


piled  in  Table  No.  32.  The  more  fusible  metals,  such  as  lead,  tin,  « 
bismuth,  or  alloys  of  various  proportions  of  them,  are  chiefly  used  f*. 
fuse  wires;  and  great  difficulty  has  been   experienced  in  obtainin 

Table  No.  35. 
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veritable  ratings.  As  each  manufacturer  used  different  proportions 
of  the  alloying  ingredients,  designating  them  simply  by  trade  num- 
bers, and  as  usually  different  batches  from  the  same  maker  possess 
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trying  melting-points,  owing  to  differences  in  composition,  no  rules 
uld  be  given  for  fuse  wires,  beyond  the  arbitrary  directions  of  the 

r.aker.      Mr.  Bathurst,  in  the  Electncal  Worlds  has  given  the  results 
li  recent  investigation  of  the  subject,  deducing  the  results  given  in 

Tu;les  Xos.  33,  34,  and  35. 

373.  The  terminals  to  which  the  fuse  is  connected  exercise  a 
.T\  marked  effect  upon  the  fusing-point,  especially  when  the  fuse  is 
f  short  length.     Some  experiments  made  by  Mr.  C.  P.  Matthews  of 

Cornell  University  indicate  the  relation  which  exists   between   the 

iength  of   a  fuse   and  the  amount  of   current    required  to  melt  it. 

Table  No.  36. 

Belation  between  Ijenfftb  and  Carrying  Capacity  of  Fuse  Wires. 


16    282834404652586470 

DIAMETERS 
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These  relations  are  plotted  in  Table  No.  36.  For  the  curve  A  in 
tWs  table  the  axis  of  X  indicates  the  length  of  the  fuse  between 
terminals,  while  the  axis  of  Y  gives  the  fusing  current  in  amperes 
^^•r  each  length.  For  example,  it  will  be  noted  that  a  fuse  eight 
inches  in  length  requires  a  current  of  6.6  amperes,  while  a  half-inch 
f^se  of  the  same  material,  tin,  carries  a  current  of  12.5  amperes  ; 
thus  showing  a  variation  of  more  than  100  per  cent  in  the  carrying 
capacity  of  the  fuse,  produced  simply  by  the  effect  of  its  length. 
^he  terminals  act  to  conduct  away  the  heat  developed  in  the  fuse  by 
the  passage  of  the  current,  and  to  dissipate  the  same,  so  that  the 
icat  energy  developed  is  not  allowed  to  act  upon  the  safety  device. 
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The  curves  B  and  C  in  Table  No.  36  indicate  the  effect  of  incltjsing 
the  fuse  wire  in  a  glass  tube,  in  order  to  concentrate  the  heat  action. 
The  inclosure  acts  to  check  radiation  and  convection,  and  so 
depresses  the  carrying  capacity,  causing  the  fuse  to  fail  with  a 
smaller  current.  Manifestly,  fuses  should  be  selected  with  reference 
to  the  kind  of  fuse  block  in  which  they  are  to  be  used,  as  a  closed 
block  would  evidently  require  a  larger  fuse  than  one  freely  exposed 
to  the  atmosphere. 

The  effect  of  time  during  which  the  current  acts,  also  exercises 
an  important  factor  in  the  behavior  of  fuse  wires.     Table   N'o.   ;)7 

Table  No.  37. 

Effect  on  Corrrins  Capacity  of  Fnae  WiiM  of  the  DumUoii  of  the  Current. 
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indicates  the  importance  of  this  factor.  Curve  A'  indicates  the 
behavior  of  a  fuse  under  a  current  causing  failure  in  twenty  seconds, 
B'  under  a  current  causing  failure  in  ten  seconds,  while  carve  C 
is  the  rating  of  the  fuse.  The  results  of  Mr.  Matthews's  e.vperiments 
on  tin-lead  alloys  are  embodied  in  Tables  Nos.  38  and  30.  The 
tests  on  the  actual  compositions  given  in  Table  No.  38  indicate  that 
the  mixture  used  quite  closely  folloived  the  formula,  —  I  =  ad^  from 
which,  for  the  alloys  given,  the  breaking  current  for  various  sizes  of 
wire  may  be  found.  The  fusing  constant  for  unit  wires  of  lead-tin 
alloys  was  determined  and  plotted  in  Tahle  No.  39.  From  this  cur\T, 
the  current  to  fuse  any  alloy  of  lead  and  tin  may  be  ascertained,  and 
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V;  substituting  in  Formula  (136)  the  limiting  current  deduced   for 
nv  wire. 
374.    It  has  also  been  ascertained  that  the  behavior  of  the  fuse 

Table  No.  38. 

CarryiBK  Capacity,  IJead  and  Tin  Fuse  Wires. 
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Table  No.  39. 

Fuse  Wire  Curves,  Ijead  and  Tin  AU078. 
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•^res  under  alternating  currents  appears  to  be  different  from  that 
^der  a  continuous  current. 

Experience  has  shown  that  the  action  of  the  alternating  current 
seems  to  have  a- disintegrating  effect  upon  the  fuses,  which  causes 
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them  to  blow  more  readily  after  use,  thus  necessitating  a  con- 
stant renewal  of  the  fuses,  and  supervision  over  the  circuits.  From 
investigation  by  Mr.  Sturtevant  of  Cornell  University,  it  would 
seem  that  the  alternating  current  exercises  an  action  upon  the  fuse 
wire,  which  causes  some  molecular  change,  probably  making  the  wire 
crystallize,  and  causing  the  fuse  to  become  brittle.  As  a  result  of 
this  change,  the  fuses,  after  a  short  time,  were  found  to  fail  with 
a  lower  current  on  an  alternating  circuit  than  caused  them  to  yield 
when  they  were  first  introduced.  These  experiments  indicate  a 
grave  objection  to  the  use  of  fuse  wires  as  protectors  for  alternating 
circuits,  from  the  fact  that  if  when  first  introduced  they  have  only 
such  a  reasonable  margin  of  safety  as  will  save  the  circuit  from 
injury  from  overloading,  they  will  inevitably  fail  after  a  short  use, 
thus  adding  largely  to  maintenance  expense,  and  to  the  interrup- 
tions to  the  service.  On  the  contrary,  if  the  fuses  are  introduced 
of  sufficient  size  in  the  beginning  to  have  a  long  life,  they  will 
not  protect  the  circuits  from  overloading  in  the  early  days  of 
their  introduction.  Other  investigators  question  these  conclusions, 
and  it  is  probable  that  additional  experiment  is  needed  to  settle  the 
question. 

376.  Fourth,  The  Heating  of  Insulated  Cables.  —  Mr.  Ken- 
nelley's^  investigations,  as  given  in  a  recent  paper  to  the  Association 
of  Edison  Illuminating  Companies,  have  also  extended  to  the  calcula- 
tion of  the  temperature  that  insulated,  sheathed,  or  armored  cables 
will  probably  attain  when  subjected  to  the  passage  of  a  current.  The 
simplest  case  is  that  of  a  solid,  cylindrical  conductor  having  a  radius 
r,  surrounded  by  an  insulated  covering  of  radius  r',  over  which  a  lead 
sheath  or  armor  wire  is  laid,  the  whole  cable  being  placed  in  such 
a  location  that  the  sheath  is  maintained  at  the  constant  temperature 
of  the  surrounding  medium,  as,  for  example,  in  the  case  of  a  subma- 
rine cable.  The  temperature  attained  by  the  conductor  will  depend 
upon  the  amount  of  energy  transformed  into  heat  in  the  core,  and 
on  the  resistance  offered  to  diffusion  of  this  heat  by  the  surround- 
ing envelope  of  insulating  covering.  If  the  insulator  had  no  thermal 
resistance,  the  heat  would  evidently  be  diffused  and  carried  away  as 
fast  as  it  was  produced.  The  transference  of  heat  energy  taking 
place  between  any  two  planes,  separated  by  a  uniform  medium,  is 

1  Paper  before  the  Edison  Uluminating  Companies,  August,  18U3. 
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:.vemed  by  laws  similar  to  those  that  apply  to  electrical  circuits. 
>'  the  amount  of  heat  passing  depends  on  the  difference  of  thermal 
tentiai  between  the  planes,  the  geometrical  form  of  the  medium 
parating  the  planes,  the  specific  thermal  resistance  of  the  medium, 
nd  the  time  during  which  the  thermal  potential  acts.  If  B  is  the 
tcmp-erature  of  the  coolest  plane,  and  /  that  of  the  warmest  one,  then 
.'  -  ^  is  the  thermal  potential  tending  to  cause  heat  energy  to  pass 
from  one  to  the  other,  which,  for  strict  accuracy,  should  be  referred 
t)  the  Centigrade  scale  of  the  air  thermometer.  If  /  be  the  distance 
between  the  planes,  S  the  cro^s-section  of  the  separating  medium, 
and  p '  the  specific  thermal  resistance,  then,  — 

9  ^ 

H  being  expressed  in  gramme  calories.     If  /  and   T  are  units  of 
length  and  time,  then,  — 

^^^(^Jllil,         and         (f^$)=:If£,  (137) 

The  similarity  between  this  formula  and  that  for  the  current  in 
iiv  electrical  circuit  is  evident.  In  fact.  If  can  be  termed  the  ffea( 
current.  For  a  cable  having  a  conducting  core  of  radius  r  and  a 
coating  of  insulation  r\  Mr.  Kennelly  shows  that  the  resistance  to 
the  heat  current  will  be  — 

^log,^=.159pMog,^;  (138) 

therefore,  the  heat  current  will  be  — 

H^ ^-^^ -,      /  -  ^  =  H(xm  p'  log,  ^  ;  (139) 

.150  p'  log,  — '  \  ''  / 

but  H  =  PR^  whence,  — 


I^J     /    //      ^A-  (140) 

'^0  simplify,  let  — 

A^t  —  e,  and         ^  =  .159  /log,  — ; 


then. 


/ 


-vS-  <^"' 
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376.  From  this  formula,  the  carrying  capacity  of  a  submarine 
cable  may  be  calculated  when  the  geometrical  dimensions,  thermal 
resistance,  and  permissible  core  temperature  are  known.  Unfortu- 
nately, data  on  specific  thermal  resistance  are  very  meager;  tests  on  a 
Siemens  cable  indicated  the  thermal  resistance  to  be  750  units,  while 
tests  on  cables  buried  in  sandy  soil  give  50  as  a  mean  for  specific 
resistance  for  the  earth.  Additional  data,  so  far  as  can  be  ascer- 
tained, are  given.  Table  No.  40.  With  due  regard  to  the  preserxa- 
tion  of  insulation,  the  core  temperature  should  never  be  allowed  to 
rise  over  60°  to  65°  C. ;  and  as  the  temperature  of  the  cable  environ- 
ment may  reach  30°  to  35°  C,  there  remains  a  possible  difference  in 

temperature  of  35°  C. 

Table  No.  40. 

Oivins  Spedfio  Thermal  ConductiTity  in  C.  O.  S.  Units. 


Namb  op  Substance. 


Vulcanized  Rubber . 
Beeswax     .... 

Felt 

Vulcanite  .... 
Cotton  Wool  .  .  . 
Sawdust      .... 

Sand 

Paraffine     .... 


Spkcikic 
Conductivity. 

.000098 
.000067 
.000087 
.000083 

.000043 
.000123 
.000131 
.000113 


Namb  of  Substance. 


(ilass 

Wood 

Caoutchouc  .  .  . 
Gutta-percha  .  .  . 
Sandy  Loam  .  .  . 
Bricks  and  Cement . 
India  Rubber .  .  . 
Sand  with  Air  Spaces 


Spkcifxc 
conductivitv 


.0005 

.0003 

.00041 

.000» 

.008 

.003 

UXXH 

.09 


377.  Conduit  Cables.  —  Conduit  cables  differ  from  submarine 
cables  to  the  extent  that  the  sheath  is  not  exposed  to  the  cooling  of 
a  water  circulation,  and  therefore  the  sheath  more  nearly  approxi- 
mates to  the  core  temperature.  In  other  words,  the  ground  or  con- 
duit interposes  an  additional  thermal  resistance  to  the  diffusion  of 
heat.     Calling  the  ground  thermal  resistance  B\  — 

A 


B  +  B' 
The  value  of  ^'  is  given  by  the  formula, — 


(145) 


B'  =  .159  p"  log,  V//*  -  n\  (143) 

in  which  p"  is  the  ground  thermal  resistance,  and  n  the  ratio  of  the 
depth  of  the  center  of  the  cable  below  the  top  of  the  soil,  to  the 
radius  of  the  outside  of  the  cable.  For  a  conduit  cable,  then,  for- 
mula (141)  must  include  B ',  and  will  stand,  — 


7=i/ d . 

V  R{B-{-  B') 


(144) 
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378.  The  Effect  of  Adjacent  Cables.  —  When  several  cables 
"Xcupy  adjacent  ducts  of  a  conduit,  or  are  buried  in  the  same  trench, 
the  temperature  attained  by  each  will  depend  in  part  on  the  amount 
•f  heat  it  receives  from  its  neighbors.  Each  cable  may  be  regarded 
i>  a  center  of  radiation,  the  surrounding  soil  being  imagined  as 
divided  into  a  number  of  cylindrical  layers  of  increasing  diameter 
and  decreasing  temperature.  The  effect  on  neighboring  cables  may 
be  ascertained  by  determining  the  temperature  of  the  cylinder  in 
which  the  affected  cable  rests.  For  this  purpose,  Mr.  Kennelly  gives 
the  following  Table,  No.  41,  the  left-hand  column  giving  the  prob- 
able temperature  to  be  found  in  the  successive  cylindrical  layers  in 
per  cent  of  the  sJieath  temperature  of  the  cable  at  the  center ;  while 
tk  right-hand  column  indicates  the  distance  in  centimeters  of  the 
layers  from  the  center. 

Table  No.  41. 


Temperature  RelationB  of  Neighboring  Undergrouiid  Cables. 
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Horizontal  Dis- 

Percentage 

Horizontal  Dis- 

Percentage 

Horizonul  Dis- 
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tance  between 

of  Sheath 

tance  between 

of  Sheath 

tance  between 

Elevation. 

Axes.    Cm. 

Elevation. 

Axes.    Cm. 

Elevation. 

Axes.    Cm. 

95 

3.16 

60 

14.58 

30 

56.0 
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3.93 

55 

18.16 

25 

71.2 

85 

4.88 

50 

22.65 

20 

91.8 

80 

6.07 

45 

28.88 

15 

121.5 

75 

7.65 

40 

35.38 

10 

169.1 

70 

9.40 

35 

44.38 

5 

269.6 

6 

11.71 

379.  Suspended  Cables.  —  There  only  remains  to  consider 
heavily  insulated  sheathed  cables  suspended  in  air.  Such  cases  are 
presented  by  cables  that  are  in  part  on  pole  lines,  or  that  are  com- 
pelled to  pass  for  some  distance  through  a  large  vault  or  subway.  The 
•imiting  current  for  an  aerial  cable  is  obtained  from  the  formula,  — 


/  = 


B  + 


!)• 


(145) 


in  which  e  is  the  total  heat  emission  per  unit  of  area  of  the  sheath, 
^Vith  due  regard  to  the  .safety  of  the  cable,  the  temperature  of  the 
sheath  should  not  rise  more  than  20"*  or  30°  above  the  atmosphere  ;  for 
that  range  e  may  be  assumed  as  sensibly  constant,  and  its  value  deter- 
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mined  from  equations  on  page  287,  and  /determined  by  substitutic 
in  (145). 

Concentric  Cablea — The  case  of  concentric  cables,  where  on 
conductor  is  entirely  surrounded  by  another,  heat  being  evolved  i 
both  conductors,  may  be  treated  as  an  aggravated  case  of  "Ad/ac£rf\ 
Cables"  and  calculated  accordingly.  Large  factors  of  safety  shouJc 
however,  be  allowed,  as  many  factors  enter  into  the  heating  problen 
that  are  as  yet  not  completely  determined. 
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CHAPTER  VIII. 

CONDTTCTORS  FOR  ALTERNATING  CURRENTS. 

Art  380.     G-enereJ   Considerations.  —  When   alternating   cur- 
rent circuits   commenced  to  attain  a  commercial   importance,  they 
i!cTe  proportioned  according  to  Ohm's  formula  and  Joule's  formula, 
as  given  in  the  preceding  chapter ;  but  results  experimentally  deter- 
mmed  indicated  wide  departures  from  these  laws.     Sometimes  the 
current  in  the  conductors  was  much  less  than  that  which  would  be 
expected  from  the  electro-motive  force  and  resistance  of  the  circuit. 
In  other  cases,  electro-motive  forces  absorbed  by  the  circuits  were 
i^  in  excess  of  the  product  of  the  current  and  the  resistance  of  the 
conductor ;  and  the  product  of  the  current  in  amperes,  and  the  elec- 
:ro-raotive  force  in  volts,  failed  to  give  the  amount  of  energy  in  watts. 
\\'here  more  than  one  electro-motive  force  operated  upon  a  circuit, 
:lie  resulting  electro-motive  force  was  sometimes  found  to  be  greater 
itan  the  algebraic  sum  of  the  electro-motive  forces,  and  in  other 
3ses  to  be  less.     When  branch  circuits  were  used,  the  currents  in 
ite  respective  branches  did  not  divide  proportionally  to  the  resist- 
ance, thus  causing  the  anomaly  of  the  sum  of  the  currents  in  the 
branch  circuits  to  be  sometimes  greater  than  the  total  current  in  the 
iGain  circuit,  and  sometimes  less.     In  other  peculiar  instances  it  was 
iound  that  the  electro-motive  force  at  the  terminals  of  long  lines  of 
mains  was  greater  than  the  impressed  electro-motive  force  given  by 
tte  generator  at  the  beginning  of  the  circuit.     It  became,  therefore, 
«sential  to  more   carefully  study  the  distribution   of  current   and 
potential  in  alternating  circuits,  in  an  endeavor  to  reconcile  these 
^omalies  with  the  laws  of  the  conservation  of  energy. 

381.  In  the  constant  current  circuit,  the  office  of  the  generator 
^  to  produce  at  one  point  in  the  conductor  a  constant  and  steady 
elemion  of  electrical  potential.  A  familiar  comparison  may  be 
made  to  the  case  of  an  air-blower,  or  fan.  The  office  of  the  fan  is 
to  create  a  certain  elevation  of  air  pressure ;  and  the  quantity  of  the 
resulting  current  of  air  depends  entirely  upon  the  friction,  oi*  resist- 
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ance,  of  the  pipes  or  ducts  through  which  the  air  flows.     If  the  pip< 
leading  from  the  fan  be  entirely  closed,  the  revolution  of  the    fan 
wheel  simply  increases  the  air  pressure  inside  of  the  fan-casing  ;  aiic 
as   the   inclosed   air  revolves   with  the  moving   wheel,  little    or    nc 
energy  is  consumed  beyond  that  required  to  overcome  the  friction 
of  the  bearings,  and  no  current  of  air  is  transmitted.     By  opening 
the  air-pipe  a  current  of  air  is  immediately  e.stablished,  the  quantity 
of  which  depends   directly  upon   the  resistance  of   the  pipe.       The 
energy  of  this  air-current  is  directly  proportional  to  the  product   of 
the  pressure  given  by  the  fan  and  the  quantity  of  the  air  flowing  ; 
and,  consequently,  the  energy  absorbed  by  the  fan  is  in  a  like  man- 
ner proportional  to  the  aforementioned  product.     A  dynamo    oper- 
ating upon  an  open  circuit  is  occupied  only  in  raising  the  electrical 
potential  between  the  brushes  ;  and,  as  the  circuit  is  open,  no  energy 
is  expended  in  the  circuit,  and  no  energy  is  absorbed  by  the  dynamo, 
excepting  that  necessary  to  overcome  the  frictional   resistances    oi 
the  machine  itself.     On  closing  the  circuit  through  a  varying  resist- 
ance, the  energy  delivered  by  the  generator  to  the  circuit  is  directly 
proportional  to  the  product  of  the  current  and  the  electro-motive 
force,  while  the  current  is  inversely  proportional  to  the  resistance ; 
also  the  energy  absorbed  by  the  generator  is  correspondingly  pro- 
portional to  the  same  quantities.     In  the  continuous  current  gener- 
ator, the  electro-motive  force  produced  is  a  constant  and  unvarying- 
quantity.     With  the  alternating  current  generator,  the  electro-motive 
force  is  a  constantly  varying  quantity,  causing  the  current  to  varj'  in 
a  like  manner,  in  which  variation  may  be  found  the  origin  of  the 
previously  mentioned  anomalies. 

382.  Classification.  —  The  apparent  discrepancy  between  the 
distribution  of  current  and  potential  in  an  alternating  current  circuil, 
and  the  apportionment  as  indicated  by  the  laws  of  Ohm  and  Joule, 
may  be  conveniently,  for  investigation,  divided  into  three  parts :  — 

Cask  1.    Skin  Effect. 
Case  2.    Inductance. 

Sec.  a.    Effect  of  Inductance. 

Sec.  b.    Kffect  of  Mutual  Inductance. 
Case  S.    Capacity. 
These  divisions  will  now  be  .separately  treated. 

383.  Case  1  :  Skin  Effect  —  CurreDt  Density.  —  According  to 
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the  latest  theories  regarding  the  nature  of  electricity,  it  is  believed 
rhit  electrical  disturbance  is  due  to  elastic  reactions  set  up  in  the 
L'.her.     In    dielectric  bodies  the  ether  is,  as  it  were,  confined  and 
preventetl  from  moving.     In  conductors,  on  the  contrary,  the  ether 
farticles  find  themselves  at  liberty,  and  are  more  free  to  move  under 
the  stresses  set  up  by  electrical  action.     A  conductor,  therefore,  may 
be  simply    regarded  as  a  hole  in  the  dielectric,  through  which  the 
>tresses  set  up  between  the  ether  particles  can  relieve  themselves 
more  freely.     Assuming  the  truth  of  this  supposition,  it  is  evident 
that  the  dielectric,  rather  than  the  conductor,  is  worthy  of  interest 
anl  investigation.     Thus,  in  the  case  of  an  alternating  current,  the 
dielectric   is  stressed  first  in  one  direction  and  then  in  the  other. 
With  a  continuous  current,  however,  the  stress  would  always  be  in 
\W  same  direction.     In  the  latter  case,  the  ether  particles,  finding 
themselves  in  the  neighborhood  of  a  conductor,  would,  so  to  speak, 
5<)ak  into  the  wire,  and  there  relieved  from  the  confining  action  of 
the  dielectric,  would  be  enabled  to  move  and  adjust  themselves  to 
the  stress  imposed  by  the  generator.     Evidently  some  time  must  be 
required  for  this  action  to  take  place.     With  an  alternating  current, 
however,   the  ether  particles  are  alternately   stressed  first   in   one 
direction  and  then  in  the  other ;  and  if  the  reversals  occur  so  fre- 
quently as  to  prevent  the  ether  particles  from  penetrating  the  con- 
ductor, it  is  obvious  that  the  interior  of  the  wire  will  not  be  subjected 
to  electric  action,  and  will  be  of  little  or  no  service  as  a  conductor. 
An  analogy  to  this  phenomenon   may   be   obtained    in  alternately 
heating  and  cooling  a  body.     Consider  a  round  copper  rod  (one  of 
the  best  conductors  of  heat)  to  be   alternately  plunged  with  great 
rapidity  first  into  a  furnace  and  then  into  a  freezing  mixture.     The 
first  effect  of  the  furnace  is  to  heat  intensely  the  exterior  of  the  rod, 
and  by  conduction  all  portions  of  the  metal  tend  to  assume  the  same 
temperature.     This,  however,  requires  time ;   and  if,  before  the  heat 
energy  can  proceed  to  the  central  portion  of  the  rod,  it  be  plunged 
into  the  freezing  mixture,  the  effect  of  the  furnace  is  annulled,  and 
the  conductor  tends  to  become  chilled.     Thus,  it  is  conceivable  that, 
if  the  alternations  be  sufficiently  rapid  in  proportion  to  the  speed  of 
conduction,  the  interior  of  the  body  could  never  be   affected,  no 
matter  how  intense  the  source  of  either  heat  or  cold.     So,  with  an 
alternating  current,  if  the  reversals  are  extremely  rapid,  the  outer 
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layers  of  the  conductor  only  are  affected,  and  the  electrical    action 
commonly  known  as  "A  Current"  is  confined  to  the  surface  of  the 
conductor.     If  the  conductor  be  large  and  the  reversals  quite  rapid, 
the  exterior  only  plays  a  part  in  the  transference  of  energy.       Owing 
to  this  restriction  of  the  current  to  the  surface  of  the  conductor,  it  i.s 
plain  that  the  interior  becomes  of  no  value  for  the  purpose  of  power 
transmission,  and  that  calculations  as  to  the  resistance  of  the  circuit 
must  be  based  solely  upon  that  portion  of  the  cross-section  that  is 
affected  at  each  reversal.     Evidently  the  resistance  is  increased    in 
proportion  to  the  restriction  of  the  conductor,  and  this  in   turn    is 
proportional  to  the  frequency  of  the  reversals.     The  extra  resistance 
entailed  by  lack  of  penetration  of  the  energy  into  the  body  of   the 
conductor  is  chiefly  noticeable  with  wires  or  cables  of  large  size,  and 
may  readily  be  practically  obviated  by  using  a  stranded  conductor,  in 
which  the  interior  strands  are  frequently  brought  to  the  surface,  or 
one  formed  of  strips,  in  which  the  various  component  parts  of   the 
conductor  are   brought  into   close  proximity  with  the  dielectric,    in 
order  that  they  may  be  more  fully  exposed  to  the  penetrating  influ- 
ence of  the  energy.     This  phenomenon  of  increased  resistance  has 
been  treated  from  a  mathematical  standpoint  by  Lord  Kelvin,  Lord 
Rayleigh,  and  Mr.  Heaviside ;  but  the  mathematical  discussion  tran- 
scends the  scope  of  this  volume.     Professor  Gray,^  in  his  AbsolMte 
Measurements  in  Electyicity  and  Magnetism,  shows   that   the   effec- 
tive resistance  to  rapidly  alternating  currents  may,  without  sensible 
error,  be  represented  by  the  ohmic  resistance  of  a  cylindrical  shell  of 
certain  thickness,  on  the  outside  of  the  conductor,  throughout  which 
the   current    density   is    sensibly   constant.     The    following.  Table 
No.  42,  gives  the  thickness  of  copper  and  iron  shells  to  be  assumed 
in  calculating  the  apparent  resistance  of  alternating  circuits  :  — 
Table  No.  42. 

ThickneM  at  Shell  O 


..„.. 

TmcKNBHOF  Shill  in  Cm. 

Copper, 

Iron, 

80 
120 

leo 

J109 

.0891 

n  EUclridly  and  Masntlinn,  v 
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A  consideration  of  these  data  indicates  the  futility  of  employing 
thick  wire  or  cable  for  high  frequency  currents,  as  the  center  of  the 
conductor  is  valueless.  Lord  Kelvin  shows  that  the  increase  in 
apparent  resistance  due  to  unequal  current  density,  for  the  same 
wes,  varies  as  the  square  root  of  the  frequency,  that  is  as  V«,  and 
^ives  the  following,  Table  No:  43,  showing  the  factor  for  virtual  or 
effective  resistance  for  periods  of  40  and  80,  and  for  wires  from  5 
cm.  to  10  cm.  in  diameter :  — 

Table  No.  43. 

Factor  for  Virtual  Benstance  in  Alternating:  Current  Circuits. 


1  Factor  for 
Virtual 

Diameter  in 

Centimeters. 

Factor  for 
Virtual 

Diameter  in 

Centimeters. 

Rksistancb. 

Frequency  80. 

Frequency  40. 

Resistance. 

Frequency  80. 

Frequency  40. 

liXXX) 

0^ 

0.71 

1.863 

4.5 

6.36 

\SfXA 

1.0 

1.41 

2.043 

5.0 

7.07 

1JKB8 

1^ 

2.12 

2.220 

5.5 

7.78 

1JO806 

2.0 

2.83 

2.394 

6.0 

8.48 

1.175 

2.5 

3.54 

3.096 

•         •         ■ 

11.3 

1.319 

3.0 

4.^4 

3.7W 

10 

14.1 

1.492 

3^ 

4.95 

5.573 

15 

21.2 

1.678 

4.0 

5.6G            1 

7.325 

20 

28.3 

To  use  this  Table,  find  in  the  column  headed  "  Diameter  '*  the 
size  of  the  conductor ;  opposite,  in  the  column  headed  "  Factor,"  will 
be  found  a  quantity  by  which  the  ohmic  resistance  is  to  be  multiplied 
to  obtain  the  virtual  resistance.  For  any  other  frequency,  multiply 
the  factor  by  the  V«. 

384.    Case  2  :  Inductance. 

Sec  a,  —  Effect  of  Inductance. 

Magnetic  Field  Due  to  Current.  —  If  some  iron  filings  be  sprinkled 
on  a  glass  plate  placed  over  a  small  magnet,  and  the  plate  gently 
tapped  to  overcome  the  frictional  resistance  between  the  surface  and 
the  filing.s,  the  particles  of  iron  are  seen  to  arrange  themselves  along 
a  series  of  lines  that  form  closed  curves  extending  from  pole  to  pole 
of  the  magnet. 

386.  To  Faraday  is  due  the  conception  that  the  entire  space 
surrounding  any  magnet  is  thus  filled  with  "Lines  of  Magnetic 
Force,"  the  filings  on  the  plate  merely  serving  to  render  the  state 
of  space  adjacent  to  the  magnet  visible  to  the  eye.  In  the  C.  G.  S. 
system   of  units,  a  magnetic  pole  is  defined  as  a  magnet  of   such 
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Strength  as  to  repel  an  equal  and  similar  magnet  with  a  force  of  on^ 
dyne,  when  the  two  poles  are  placed  one  centimeter  apart,  Coulom  t» 
expressed  the  law  of  magnetic  action  by  the  equation  — 

F=^^,  (14G;) 

in   which   F  is  the  mutual  attraction  or  repulsion,  m  and  w'    the 
strengths  of  the  two  poles,  and  d  the  distance  between  them.     This 
expression  is  equivalent  to  asserting  that  the  force  between  the  poles 
varies  as  the  product  of  the  pole  strengths,  divided  by  the  square  of 
the  distance  separating  them.     If  both  poles  have  the  same  sign,  the 
pro:Uict  is  positive ;  and,  as  repulsion  exists,  it  is  termed  a  positive 
quantity.     Conversely,  a  negative  sign  would  be  applied  to  the  force 
of  attraction  between  two  opposite  poles.     The  strength  or  intensity 
of  any  magnetic  field,  at  any  point,  is  estimated  by  the  effect  which 
the  field  produces  upon  a  unit  positive  magnetic  pole  placed  at  the 
point  in  question.     Imagine  a  unit  magnetic  pole  placed  at  any  point 
in  a  magnetic  field,  and  so  disassociated  from  all  matter  as  to   be 
perfectly  free  to  move.     The  direction   in   the  field   in  which  this 
hypothetical  pole  would  then  travel  is  termed  the  "  Positive  direc- 
tion "  of  the  lines  of  force ;  and  the  effort  which  the  unit  pole  would 
exert  in  its  motion  is  the  measure  of  the  magnetic  strength,  and  is 
usually  expressed  by  H.     //^  varies  from  point  to  point  in  all  mag- 
netic fields,  though  in  large  dynamos  the  field  is  so  strong  thai  H  is 
sensibly   uniform   through    the   space   under  consideration,   both    in 
direction  and  magnitude.     If,  in  every  square  centimeter  of  a  field, 
the  unit  pole  be  acted  upon  with  a  force  of  one  dyne,  there  is  said  to 
be  "one  line  of  Magnetic  Force  per  centimeter,"  and  the  field  is  said 
to  have  "one  unit  of  Intensity."      When  the  intensity  is  H,  there  are 
H  lines  of  force  to  each  square  centimeter ;  thus  the  intensity  of  the 
magnetic  field  is  conceived  of  as  proportional  to  the  number  of  lines 
of  magnetic  force  passing  through  each  square  centimeter  of  surface 
perpendicular  to  the  direction  of  the  lines  of  force. 

386-  Suppose  a  sphere  to  be  described  about  a  unit  magnetic 
pole,  having  a  radius  of  1  cm.  The  surface  of  this  sphere  contains 
4  b-  sq.  cm.  A.s,  by  definition,  the  unit  pole  emits  one  line  of  force 
through  each  square  centimeter,  4^  lines  of  force  will  emanate  from 
a  unit  pole  ;  and  from  a  pole  with  the  strength  m,  there  will  be  4  *  »/ 
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\bes  of  force.  In  air  the  number  of  lines  is  the  same  as  the  number 
of  lines  of  magnetizing  force,  and  for  many  other  substances  this 
proposition    holds  true. 

387.  Some  elements  possess  the  property  of  greatly  augmenting 
the  number  of  lines,  which  are  then  termed  "  Lines  of  Induction." 
This  is  notably  the  case  with  iron.  The  sum  of  all  lines  per  square 
centimeter,  normal  to  the  direction  of  the  lines,  is  termed  "The  Total 
Induction/'  and  is  denoted  by  ^.  In  a  non-magnetic  medium  B  —  H\ 
but  in  one  that  is  magnetic,  B  >  H^  and  the  ratio  of  BjH  is  called 
Ihe  permeability,  and  is  symbolized  by  /x. 

388.  Faraday  showed  that  every  circuit  carrying  a  current 
exc\les  a  magnetic  field  surrounding  the  conductor,  in  which  the  lines 
are  closed  circles  inclosing  the  conductor.  The  sum  of  all  the  lines  of 
force  passing  through  the  area  inclosed  by  any  electrical  circuit  is 
termed  "  The  Total  Induction  of  the  Circuit,"  and,  when  the  circuit 
is  placed  away  from  magnetic  media,  is  directly  proportional  to  the 
current. 

According  to  the  C.  G.  S.  system,  a  unit  current  is  one  which, 
flowing  in  a  circuit  of  1  cm.  radius,  acts  on  a  unit  magnetic  pole 
placed  at  the  center  of  the  circuit  with  a  force  of  one  dyne  per  square 
ctntimeter  of  length  of  the  circuit.     The  ampere  is  one-tenth  of  the 
C.  G.  S.  unit.     If  F  be  the  number  of  lines  threading  a  circuit,  and 
/  be  the  current,  then   F  varies  as  /,   or  F  =  L/,  in  which  L  is 
termed  the  coefficient  of  inductance,  and  may  be  defined  as  the  ratio 
of  the  total  inductance  to  the  current  producing  it.     Thus,  in  a  cir- 
cuit of  2  cm.  radius,  carrj'ing  two  units  of  current,  there  will  be 
2.5.12  lines  of  force  linked  with  the  circuit ;  for,  by  definition,  each 
unit  length  of  the  conductor  acts  on  a  unit  pole  at  the  center  with 
one  unit  or  one  line  of  force  per  unit  of  current.     As  the  conductor 
is  4  cm.  in  diameter,  the  length  of  the  circuit  will  be  12.56  cm. ;  and 
as  there  are  two  units  of  current  flowing,  there  will  be  a  total  of 
25.12  lines  of  force  linked  in  the  circuit. 

In  this  case  F  =  25.12  ;  /  =  2 ;  and  hence,  L  will  equal  -^i^^  or 
12.56.  Thus,  if  the  geometrical  dimensions  of  the  circuit  be  known, 
the  current  flowing,  and  the  permeability  of  the  surrounding  medium, 
it  is  possible  to  calculate  the  coefficient  L,  For  ordinary  cases,  L 
is  constant,  and  will  be  so  considered.  If  the  current  is  a  variable 
one,   changing  from  time  to  time,  the  relation  of  the   current  and 
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the    induction  during  any  small    interval   of  time   is  given   by   tht? 

dt  dl  ■ 

889.  Ekctro-Molive  Force  due  to  Varyiitg  Field.  —  Faracia>- 
proved  that,  when  a  conductor  is  so  moved  in  a  magnetic  field  as  tii 
cut  the  lines  of  force,  the  conductor  becomes  the  seat  of  an  electro- 
motive force  directly  proportional  to  the  rate  at  which  the  lines  art; 
cut,  and  acting  at  right  angles  to  the  direction  in  which  the  con- 
ductor moves,  so  as  to  oppose,  or  obstruct,  the  motion  of  the  con- 
ductor. From  this,  it  is  evident  that  to  move  a  closed  conductor 
in  any  magnetic  iield  requires  the  expenditure  of  energy.  Faraday 
further  showed  that,  if  the  circuit  be  maintained  stationary,  and  the 
magnetic  field  varied  so  as  to  increase  or  diminish  the  number  of 
lines  of  induction,  a  similar  result  is  obtained.  Thus,  at  any  instant, 
e  =  —  dF I  dl.  In  this  equation,  e  symbols  the  elect  ro-motive  force 
developed  at  any  instant,  while  the  negative  sign  indicates  that  the 
direction  of  this  electro-motive  force  is  such  as  to  oppose  a  change  in 
the  number  of  lines  of  induction  that  thread  the  circuit.  A  C.  G.  S. 
unit  of  E.  M.F.  is  developed  when  there  is  a  change  in  induction 
of  one  line  per  second  ;  and  as  this  quantity  is  too  small  for  conven- 
ient use,  the  volt  is  10'  times  the  C.  G,  S.  unit. 

890.  Equation  of  Energy.  —  In  Chapter  VII.  it  has  been  demon- 
strated by  Ohm's  law  that,  for  circuits  acted  on  by  constant  E.  M.  F.s, 
the  current  is  _ 


in  which  E  is  the  electro-motive  force  of  the  generator,  R  the  resist- 
ance of  the  circuit,  and  e  any  opposing  E.  M.  F.s.  When  a  variable 
current  exists  in  a  circuit,  the  preceding  paragraphs  show  that  there 
is  always  an  E.  M.  F.  set  up,  due  to  the  inductance  of  the  circuit, 
that  opposes  the  E.  M.  F.  of  the  generator,  having  a  value  numeri- 
cally equal  to^ 

'  =  f^  (U7> 

but,  JF_U, 

dt  dt 
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The  total  energy  supplied  in  a  time  7"  to  a  circuit  is  EIT  watts. 
B\'  Joule's  law,  it  is  shown  that  PRT  watts  are  transformed  into 
heat  and  dissipated  by  radiation.  Throughout  an  infinitesimal  of 
time,  any  E.  M.  F,  and  any  current  may  be  considered  constant. 
Also,  by  the  principle  of  conservation  of  energy,  the  total  energy  ex- 
pended in  a  circuit  in  any  time  must  be  equal  to  the  total  energy 
delivered  to  it.     The  energy  equation  is,  therefore,  for  the  time  dt  — 

eidt  =  Ri  Mt  +  Li  ~  dt ;  (149) 

dividing  by  idt,  ^  =  Ri  +  L~ .  (150) 

In  this  equation,  e  is  any  instantaneous  value  of  the  E,  M,  F.  im- 
pressed by  the  generator  on  the  circuit ;  Ri  is  the  E.  M,  F.  expended 

di 
in  overcoming  the  ohmic  resistance  of  the  conductor ;  Z  -7-  is  the 

E.  3/  F.  required  to  balance  the  counter  E.  M.  F,  set  up  in  the 
circuit  by  the  change  initiated  in  the  magnetic  field  by  a  constantly 
varying  current. 

391.  Expenditure  of  Energy.  —  As  the  current  variations  are  a 
consequence  of  the  varying  impressed  E.  M.  Fy  the  counter  E.  M.  F, 
of  inductance  is  directly  connected  with,  and  is  a  function  of,  the 
impressed  E.  M,  F,  As  the  current  varies  from  zero  to  a  maximum 
/,  the  energy  expended  in  heat  during  any  complete  current  cycle 
is  i  RP,  while  that  expended  in  the  magnetic  field  is  — 


/ 


7 


Lidi  ^  i  LI\  (151) 

o 

As  that  portion  of  the  energy  represented  by  i  LP  is  intimately 
connected  with  the  nature  of  the  vari- 
ations of  the  impressed  E.  M.  F,  it  is   """ 
now  necessary  to  closely  study  their  /       /  ^^ 

phenomena.  ^    I        J  <'   ^  N 

Let  the  diagram.  Fig.  206,  repre- 


sent  a   uniform    magnetic    field,    in  ^^  q 

which  the   lines    of   force   are    indi-       ffg-^oe.  Diagram  of  the  Motion  of  a 

Conductor  in  a  Magnetic  Field. 

cated    by    straight    lines    extending 

between  the  poles  N  and  S.  Suppose  A  to  be  the  cross-section 
of  a  closed  conductor  revolving  uniformly  in  the  direction  of  the 
dotted  circle.     The  rate  at  which  the  conductor  will  cut  the  force 
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lines  is  seen  by  inspection  to  vary  as  the  sine  of  the  angle  oi  ro- 
tation, being  a  maximum  when  the  conductor  is  moving  across  the 
diameter  NS,  and  a  minimum  when  it  is  at  right  angles  to  this  line. 
As  the  E.M.F.  initiated  is,  at  any  instant,  numerically  equal  to  the 
rate  of  cutting,  the  E.M.F.  is  a  sine  function  of  the  angle  of  rota- 
tion, passing,  in  every  revolution,  through  two  zero  points  at  Ji  and 
C,  and  then  through  a  positive  and  negative  maximum  at  the  inter- 
sections of  the  diameter  NS.  As  the  rotation  is  uniform,  the 
E.  M.  /^  is  a  sine  function  of  the  time  of  rotation.  In  practice,  the 
curves  of  alternating  electro-motive  forces  are  found  to  closely 
approach  the  preceding  proposition;  and  even  when  the  departure 
from  a  simple  sine  curve  is  considerable,  by  Fourier's  theorem,  it 
may  be  demonstrated  that  any  E.M.F.  curve  may  be  expressed   as 


Fig.  307.    Diagram  of  Harmonic  Motion. 


the  sum  of  a  series  of  terms,  each  of  which  is  a  simple  sine  function 
of  the  time  of  rotation.     Consider  now  the  curve  of  a  sine  function. 

392.  Hannonic  Motion.  —  In  the  diagram  of  "  Harmonic  Mo- 
tion," Fig.  207,  suppose  the  line  AB  to  be  pivoted  at  the  point  A, 
and  to  revolve  about,  in  the  plane  of  the  paper,  this  point  as  a  center. 
The  end  of  the  line  B  will  trace  the  circumference  FCDE.  Assum- 
ing F  as  the  starting-point,  the  projection  of  AB  at  any  time,  on  the 
diameter  CE,  is  AB  sin  BAF.  When  B  is  at  F,  the  projection  is 
zero.  When  B  is  at  C,  AB  coincides  with  AC,  the  projection  being 
a  maximum  equal  to  the  radius  of  the  circle.  If  the  diagram  be 
viewed  edgewise,  by  placing  the  eye  in  the  plane  of  the  paper  some- 
where in  the  prolongation  of  AF,  the  point  B  will  appear  to  travel 
uniformly  backward  and  forward  along  the  line  EC  from  E  to  C. 
Such  motion  is  termed  "  Harmonic."  The  radius  of  the  circle  is  the 
amplitude,  designated  by  a,  while  the  time   T  required  to  make  a 
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complete  revolution  is  termed  "The  Period."  Positive  rotation  is 
rc:koned  as  counter-clockwise,  in  the  direction  of  the  arrow.  The 
rank  of  a  steam-engine,  when  viewed  from  a  point  in  the  line  pro- 
'onging  the  piston-rod,  or  the  motion  of  the  bob  of  a  clock  pendulum, 
•^ben  seen  from  the  point  of  suspension,  are  familiar  examples  of 
harmonic  motion.  If  AB  describes  any  angle  <^  in  a  time  t  seconds, 
:he  angular  velocity  denoted  by  o>  is  — 

-^ ,         or         <^  =  ft)/, 

/ 

tihere  «  is  the  angle  described  in  a  unit  of  time ;  also,  as  the  entire 
circumference  is  described  in  the  time  7",  — 

ft)  =  _ ,         and         <^  =  -^ . 

The  number  of  revolutions  in  one  second  is  1/7*,  and  is  designated 
as  the  "  Periodicity,  or  Frequency,"  usually  denoted  by  «.  The  angu- 
lar velocity  may  be  expressed  in  terms  of  the  frequency ;  that  is  to 
say,  «  =  2  ir «,  and  <f>  =  2  ir  «/.  Reckoning  time  from  F,  when  the 
projection  of  AB  on  AC  is  zero,  and  denoting  the  projection  on  AC 

• 

^  ^^  y  -=  a  sin  (f)  =  a  sin  o)/. 

and  ^  is  a  sine,  or  harmonic  function  of  the  time.  If  the  time  inter- 
^•al  be  reckoned  from  some  other  point,  say  P,  then  there  is  an  angle  0 
between  this  point  and  the  point  of  zero  projection  F.  This  angle  is 
termed  "The  Angle  of  Epoch,"  and  the  angle  </>  -f  d  is  called  the 
phase.     In  this  case  .    ,.    i   a\ 

or,  y^as\n{fat  +  e),  (loL^ 

393.  When  0  is  positive,  measured  from  F  in  the  direction  of  the 
arrow,  it  is  often  called  the  "  Angle  of  Advance."  When  it  is  nega- 
tive, measured  clockwise  from  F  to  some  point  P",  it  is  termed 
"The  Angle  of  Lag."  It  is  readily  seen  that  when  the  angle  of  phase  is 
lero,  AB  coincides  with  AF,  and  the  projection  on  y  is  zero.  When 
the  phase  is  90^,  and  AB  falls  along  AC,  the  projection  is  a  positive 
maximum,  and^  =  +  a.  At  180^  j  is  again  zero,  and  AS  coincides 
with  AD,  and  lastly  at  270°,  y  ==  —  a,  z.  negative  maximum  AB 
coinciding  with  AE.  With  every  revolution  this  cycle  is  repeated. 
Conceive  now  that  while  AB  is  revolving  about  A,  the  paper  be 
moved  steadily  and  uniformly  in  a  direction  contrary  to  the  arrow 
mark,  while  A  remains   stationary.      The  point  A  will  trace  a  line 
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GH,  while  the  point  B  will  trace  a  sinuous  line  KRMSO.  As  tli- 
motion  of  the  paper  is  uniform,  the  distances  along  GH  will  reprt; 
sent  intervals  of  time,  while  the  vertical  distances  between  GH  £ii-ic 
the  points  of  the  curve  will  represent  successive  projections  of  J\^  l- 
on  AC,  In  the  diagram,  the  various  elements  of  the  curve  are  reprtf  ■ 
sented,  as  follows  :  — 

Generating  point  B. 

Circle  of  revolution  FCDK 

Axis  of  time  GH  or  axis  of  x. 

Amplitude  a  -  AB  =  AF  =  kI7=  LlT 

Angle  of  advance  6  =  PAF  =  Angle  of  epoch. 

Angle  of  lag  -  tf  =  FAP". 

Angle  described  in  time  /  =  *  =  PAB. 

Angle  of  phase  tf  +  ^  =  FAB. 

Time  of  epoch  K/'. 

Time  of  phase  i  +Kp'  =  KV. 

394.  The  point  B  in  the  diagram  may  represent  the  cross-section 
of  any  one  of  the  armature  conductors  of  the  common  dynamo,  and 
so  the  path  described  by  this  and  all  other  armature  conductors  will 
coincide  with  that  in  which  B  moves.  As  the  E.M.F.  initiated  in 
each  conductor  is  proportional  to  the  rate  at  which  the  lines  of  the 
magnetic  field  are  cut,  and  as  this  rate  varies  according  to  the  sine 
of  the  angle  of  rotation,  the  sine  curve  KRMS  is  representative  of 
the  periodic  variations  of  the  E.M.F.  set  up  in  the  conductor.  As 
the  E.M.F.  is  constantly  varying,  the  current  will  be  correspondingly 
periodic,  and  the  locus  of  its  curve  will  be  a  line  similar  to  the  curve 
KRMS. 

395.  Average  Values.  —  If,  in  the  equation  — 

J  =  .7  sin  (m/  4-  fl), 
jf  or  /  be  substituted  for  o,  y  becomes  the  value  of  the  E.M.F.  or 
current  at  any  given  instant. 

<f  =  £■  sin  (w/ +  tf) ;  (l-">;>' 

/■  =  /sin  (w/  +  Q).  (\:<X\ 

In  practical  work  the  average  values  of  these  quantities  are  much 

more  in  dematrd  than   the  above  instantaneous  values.     As  a  sine 

curve   is   a  succession  of   similar  and    equal    positive  and    negative 

cycles,  the  average  ordinate  for  any  period,  or  succession  of  periods, 


whence 
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•ii/j^ebraically  zero  ;  but  as  the  latter  half  of  each  period  is  the  same 
is  the  first  with  its  sign  reversed,  the  average  ordinate  for  any  half 
xtVxI  will  be  the  arithmetical  mean  ordinate.  During  a  half  period, 
i.iicated  by  T \  2,  a  certain  quantity  Q  of  electricity  will  flow  through 
i\ie  ciTcvut,  and  the  alternating  current  may  be  compared  to  a  steady 
current  which  would  deliver  the  same  quantity  of  electricity  through- 
Jt  the  same  circuit,  in  the  same  time.     If  3  is  this  current,  then  — 

0  =  3f  =  ///^^;  (155) 

kt,  /    =  /sin  (co/  +  &) ; 

%^=  fl /sin((o/  +  ^)///  =  — ; 

and  3  =  ^  =  .6369  L  (156) 

Thus  it  appears  that  a  continuous  current  necessary  to  deliver  in  the 
>ame  time  the  same  amount  of  electricity  as  an  alternating  one,  will 
bve  .6369  of  th^  value  of  the  maximum  ordinate  of  the  alternating 
atrent. 

396.  Alternating  currents  may  also  be  compared  to  continuous 
aneuts  by  noting  the  relative  thermal  or  chemical  effects  produced. 
Any  current,  whether  alternating  or  continuous,  in  traversing  a  con- 
liuctoT  evolves  heat  at  a  rate  which  is  measured  by  yRT.  The 
rfngs  of  a  Cardew  voltmeter  are  obtained  by  noting  the  heating 
effect  produced  in  a  long,  even,  high  resistance  wire.  As  the  ther- 
mal effect  is  proportional  to  the  square  of  the  current,  and  as  the 
current  is  proportional  to  the  voltage,  it  is  evident  that  the  instru- 
ment really  measures  the  mean  square  of  all  the  instantaneous 
current  values  that  occur  while  the  measurement  is  being  made  ;  and 
it  the  relation  of  the  mean  square  to  the  maximum  value  be  known, 
the  readings  of  the  voltmeter  will  furnish  the  necessary  data  to 
calculate  the  E,M.F.  curve.  By  Joule's  law,  the  heat  evolved  is 
HT\  hence,  during  half  a  period,  — 

» 

32yp^=   Cii'^/^dt',  (157) 

2       Jo 

replacing  i  by  its  value  from  equation  (154),  — 

%^R^  =  R  /2  ff  sin^  (o)/  +  &)  dt, 
2  Jo 

3  =  -4  =  .707  /.  (1^^) 

V2 
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Thus  it  appears  that  the  arithmetical  mean  electro-motive  force  or 
current  is  less  than  that  indicated  by  the  Cardew  voltmeter,  or  other 
similar  instrument ;  for,  from  equation  (156),  the  arithmetical  mean 
is  .6369 ;  and  from  the  preceding  equation  (158),  the  square  root  of 
the  mean  squares  is  .707,  and  the  difference,  .071,  is  about  ten  per 
cent.  Having  the  voltmeter  readings,  the  maximum  electromotive 
force  may  be  obtained  by  multiplying  the  voltmeter  value  by  1.415. 
397.    The  Solution  of  the  Energy  Equation, 

A.    CIRCUITS  CONTAINING  RESISTANCE  AND  INDUCTANCE. 

Having  thus  considered  the  elementary  properties  of  the  cur\'e 
of  harmonic  motion,  the  way  is  prepared  for  a  general  solution  of  the 
equation  representing  the  balance  of  energy  in  an  alternating  current 
circuit.  Referring  to  Fig.  207,  assume  /  to  be  reckoned  from  F,  and 
E  =  AB,  then,  ^  =  J?  sin  »/;  also,  as  has  been  proved, — 

hence,  Ri  ^  L^  ^  E  sin  oi/ ;  (159) 

transposing,  and  dividing  by  Z,  — 

'-^  +  ^,  =  t|sina)/.  (160) 

dt       L  L 

This  is  a  linear  differential  equation  of  the  first  order,  of  which  the 
general  type  is,  — 

ax 
The  solution  *  of  such  an  equation  is,  — 


^'=r/'*[/e^>"./^+c]. 


Substituting  the  values  of  the  coefficients  derived   from  equation 
(159),  and   performing  the  integration  indicated   in   the  exponents 

/  ==   -- ^    L  i  e^  sin  ft)/  ///  +  Ce    '-, 

Integrating  by  the  rules  for  exponential  functions,^  and  reducing  to 
simplest  form, — 

1  See  Carr's  Synopsis  of  Pure  hfathemaiics^  p.  472,  art.  3110. 

2  Carr,  Synopsis  of  Pure  Mathematics^  p.  .'^25,  art.  1998. 
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\\  can  be  sho>vn  ^  that  the  constant  of  integration  which  contains  the 
exponential  term  applies  to  the  circuit  only  for  a  minute  period  of 
::rae  immediately  succeeding  the  first  application  of  the  EM,F, 
This  term  may  therefore  be  disregarded  in  a  consideration  of  the 
constant  r^^itne  of  an  alternating  current  circuit ;  the  equation  there- 
fore reduces  to  — 


/  = 


VA''+rW  ^'"  (•"  -  '^""  "^  )  •  (^^1> 


308.    This  equation  indicates,  — 

First.  An  harmonic  impressed  E,M.F.  in  a  circuit  containing 
resistance  and  inductance  produces  a  current  that  is  a  sine  function 
<jt  the  periodic  time. 

Second.    The  current    lags    behind    the  E,M.F.  by  an   angle  of 

which  the  tangent  is  L&i  j  R, 

(  1  Lfsi\ 

Third.    When  sin  (  co/  —  tan~  *  —  j  =  1,  the  current  attains  the. 

maximum  value,  and  — 


The  quantity  Zw  is  called  "Reactance,"  and  the  quantity  Vi?^  +  ZW, 
/  the  apparent  resistance  of  the  circuit,  is  denominated  "  Impedance," 
often  symbolized  by  J;  and  will  be  more  fully  treated  under  the  sec- 
tions on  "  Graphical  Methods."  If  this  quantity  be  substituted  for  R 
in  Ohm's  formula  when  applied  to  alternating  circuits,  his  equation 
will  hold  true. 

Fourth.  If  Z  =  0,  the  equation  reduces  to  i  =  E  sin  tat  j  R 
which  accords  directly  with  Ohm's  law.  Impedance,  as  deduced 
from  this  expression,  causes  the  current  to  lag  behind  the  impressed 
E.MF.,  and  reduces  its  successive  values. 

E 
Fifth.    If  R  =  0,  i  =  Y"  sin  («/  -  90°),  indicating  that  when  the 

resistance  is  so  small  as  to  be  negligible,  the  current  cannot  exceed 
E I  Zo),  and  then  lags  90°  behind  the  impressed  E.M.F. 

Sixth.  If  either  R  or  L  become  indefinitely  large,  the  current 
reduces  to  zero. 

1  Fleming,  Alternate  Current  Transformer,  p.  102. 
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Sec.  b.  —  The  Effect  of  Mutual  Inductance. 

399.  If  a  circuit  A  is  placed  in  such  a  manner  as  to  be  in   clos< 
proximity  to  a  second  circuit  B,  that  carries  an  alternating  current, 
the  varying  magnetic  field  initiated  by  the  B  circuit  will  react     on 
the  A  circuit  and  set  up  therein  an  E.M.F.      If  it  be  imagined    that 
two  circuits  are  so  close  together  as  to  occupy  the  same  space,   it   is 
evident  the  total  induction  of  the  B  circuit  will  pass  through  the    A 
circuit,  and  the  E.M.F.  set  up  in  the  A  circuit  will  be  equal   to   the 
inductance  of  the  circuit,  and  may  be  represented  by  Lg.      If    the 
conditions  be  reversed,  and  the  current  be  assumed  in  the  A  cvrcuit, 
its  inductance  will  act  in  a  similar  manner  on  the  B  circuit,  with   an 
effect  to  be  measured  by  Z^.     Now,  if  current   flows   in  both    cir- 
cuits, each  will  react  upon  the  other,  proportionally  to  the  current   in 
each.      In  this  hypothesis,  the  two   circuits  are  assumed   to  be    so 
close  together  that  all  the  lines  of  force  generated  by  each  will   be 
linked  with  the  other,  and  the  coefficient  M  ol  the  mutual  inductance 
may  be  defined  as  "The  total  induction,  linked  with  both  the  cir- 
cuits, divided  by  the  sum  of  the  currents  in  both  circuits."      If,  as 

in  the  previous  supposition,  two  circuits  are  supposed  to  coincide  in 
space,  it  is  evident  that  — 

M  <.  at  =  L^, 

therefore,  Jf'^<  or  —  Z^Lg. 

and  the  maximum  possible  value  of  jl/is  the  square  root  of  the  pro- 
duct of  the  inductances. 

B.    THE  GENERAL  EQUATION  OF  ENERGV  FOB  MUTUALLY  INDUCTIVE  CIRCUITS. 

400.  For  a  simple  circuit  having  resistance  and  inductance  in 
series,  the  energy  equation  has  two  terms,  J?fl  denoting  the  portion 

transformed  into  heat,  and  Li  --r  measuring  the  amount  expended  in 

the  magnetic  field.  When  there  are  two  or  more  circuits  in  close 
proximity,  a  portion  of  the  magnetic  field  created  by  each  will  be 
employed  in  inducing  an  E.M.F.  in  the  other  circuits,  and  may  be 
measured  by  the  product  of  the  coefficient  of  mutual  inductance  and 
the  current.  Consider  the  case  of  two  circuits  A  and  B  with  im- 
pressed E.M.F.s  E^  and  Eg,  with  resistances  R^  Rg,  inductances 
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ij  L^y  currents  /^  I^^  and  a  mutual  inductance  My  then  for  circuit 
A  the  energy  equation  is  — 

E^dt  =  R^  I^^dt  +  Z^  l^dl^  +  MIJIs ;  (163) 

:r.d  for  B, 

^y//  =  R^  I^dt  +  Z,/^/,  +  M  I^Ij, ;  (164) 

idding, 

>£,  +  ^,)  /*  =  (^,7/  +  ^^/^«)  dt  +  LJ.dl^  +  Z,/^/^  +  M{IJI^ 
+  /^/.).  (165) 

T'^t  first  term  on  the  right-hand  side  of  equation  (165)  is  the  heat- 
ing effect,  the  second  and  third  are  the  energies  expended  in  induc- 
tance, while  the  fourth  is  that  due  to  mutual  reaction ;  but  the  second, 
third,  and  fourth  terms  form  the  exact  differential  of  — 

ar.d  the  equation  for  the  circuits  reduces  to  — 

^^  +  ^^  =  i  (LJj.  +  L^ Is)  +MI^I^+  RJJ^  +  R^I^\      (166) 

An  extension  of  the  same  process  may  be  used  when  there  are 
more  than  two  circuits.  Usually  alternating  circuits  can  be  so 
fiesigned  and  erected  as  to  reduce  mutually  inductive  effects  to  so 
small  values  that  they  may  be  neglected.  Exceptions  occur  in  the 
construction  of  dynamo  machinery.  Rarely  more  than  two  circuits 
are  involved,  and  usually  only  one  of  the  two  is  subjected  to  an 
impressed  E.M.F.  In  such  cases  the  presence  of  iron  renders  the 
'introduction  of  the  permeability  factor  /i  essential.  This  subject 
ftHl  be  further  expanded  in  the  sections  on  Graphical  Methods. 

401.  Coefficients  of  Inductance.  —  Conformably  with  the  C.  G.  S. 
system,  inductances  are  lengths,  and  theoretically  can  be  com- 
puted from  the  geometrical  relations  of  the  circuit.  As  the  process 
of  calculation  is  sometimes  tedious,  the  most  useful  values  are  here 
appended.  Several  units  have  been  in  vogue  for  inductance.  Eng- 
lish and  Continental  electricians  have  been  in  favor  of  adopting  the 
term  "  secohm  "  or  "  quad,"  being  the  equivalent  of  1,000,000,000  cm. 
of  length  or  an  earth  quadrant.  In  this  country  the  term  "  Henry  "  is 
authorized  for  the  same  value.  In  many  respects,  inductances  be- 
We  like  resistances,  absorbing  from  the  circuit  a  certain  amount  of 
energy.  Unlike  resistance,  this  energy  is  not  transformed  into  heat ; 
but  in  some,  at  present    unknown,  manner,  is  stored    in  the  mag- 
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netic  field,  and  when  the  circuit  is  interrupted,  appears  in  the  form 
of  the  well-known  extra  current.  In  the  following  values,  the  cir- 
cuits are  assumed  to  be  of  non-magnetic  material,  and  to  be  immersed 
in  a  non-magnetic  medium,  in  which  the  permeability  /x  =  1  ;  when 
the  composition  of  the  circuit,  or  when  the  circuits,  are  adjacent  to 
materials  in  which  the  permeability  differs  from  the  above  values, 
the  necessary  permeability  factor  must  be  introduced  in  all  of  the 
formulae.  In  the  expressions,  C.  G.  S.  units  are  employed,  1  (length), 
d  (distance),  r  (radius),  all  in  centimeters  ;  and  the  values  obtained  for 
the  coefficients  are  likewise  in  the  same  unit.  To  reduce  these  values 
to  "henrys,"  the  value  of  L  should  be  divided  by  1,000,000,000. 
The  currents  also  are  in  C.  G.  S.  units,  and  must  be  changed  where 
amperes  are  used,  by  multiplying  by  the  proper  value.  Mutual 
inductance  is  symbolized  by  J/,  and  self  inductance  by  Z,. 

First.    Inductance  of  a  circuit  of  two  long  parallel  copper  wires 
of  radius  r,  and  interaxial  distance  d  per  unit  of  length 

Z-/f.5  +  21og, 


^.5 +2  log,  ^^y 


When  the  length  of  the  circuit  is  /,  or  half  the  length  of  the  con- 
ductor measured  around  the  loop,  the  total  inductance  is  — 


=  2/r5  +  2  1ogcA 


Second,    Coil  of  a  single  layer ;  /  =  length  of  coil,  n  =  number  of 
turns,  r  =  radius  of  coil. 

/ 
Third,    Coil  of  several  layers  ;     /  =  length  of  coil,  R  =  radius  oi 
outer  layer,  r  =  radius  of  inner  layer,  n  =  number  of  turns. 

Fouft/i.    Coil   in  the  form   of  a  ring;     A  =  radius   of  the  ring, 
a  =  radius  of  the  coil,  //  =  number  of  turns. 


Fifth,    If  a  second  coil  be  formed  on  the  first,  having  m  turns  of 
wire,  the  mutual  inductance  is  — 


M=2  vnm  {A  —  V^^  —  d^. 
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Sixth.    Two  wires  wound  parallel  to  each  other,  having  a  length 
iand  radii  rand  r',  and  having  a  distance  between  centers  of  b. 


=  2/(.5  +  log.^). 


Seventh,    Mutual  inductance  of  two  concentric  coils  ;  /  =  length, 
:he  outer  one  having  in  turns,  the  inner  one  ;/,  and  a  radius  of  r. 

Eighth.    Two  circles  each  of  a  radius  r,  parallel  to  each  other,  and 
separated  by  a  distance  d,  have  a  mutual  inductance  of  — 

402.  Case  3  :  Effect  of  Capacity.  —  If  any  very  carefully  insu- 
bted  conductor  be  connected  to  any  source  of  electrical  energy,  a 
mform  distribution  of  potential  rapidly  takes  place,  all  parts  of  the 
conductor  presently  arriving  at  that  of  the  source  of  supply.  Exper- 
iment and  theory  indicate  that  the  change  in  the  potential  of  the 
different  parts  of  the  conductor,  necessary  to  accomplish  the  condi- 
tion of  potential  equality  with  the  source,  is  accompanied  by  the 
transfer  of  a  certain  quantity  of  electricity.  If  the  potential  of  the 
source  is  greater  than  that  of  the  conductor,  the  transfer  is  from  the 
source  to  the  conductor,  while  if  the  converse  be  true,  the  electrical 
movement  is  in  the  inverse  direction.  The  amount  of  electricity 
vWch,  under  these  circumstances,  can  be  received  by  a  body  meas- 
ures its  "  Capacity."  In  the  C.  G.  S.  system  the  capacity  of  a  body 
is  measured  by  the  quantity  of  electricity  that  is  absorbed  during  an 
increase  of  potential  of  one  C.  G.  S.  unit,  between  the  body  receiving 
the  charge  and  that  of  its  surroundings.  The  unit  of  capacity  is  the 
Farad,  and  is  that  amount  of  capacity  which,  when  charge:!  with  one 
coulomb  of  electricity,  will  exhibit  a  difference  of  potential  of  one 
volt.  So  large  a  capacity  as  a  farad  exists  only  in  imagination  ;  for 
the  capacity  of  the  earth  is  only  about  .0007  farad,  and  that  of  the 
sun  .076  farad.  Practically,  the  Microfarad,  or  the  one-millionth  of 
a  farad,   is  usually  employed. 

The  capacity  of  any  conductor  depends  upon  its  size  and  shape ; 
and  upon  the  size,  shape,  proximity,  and  state  of  insulation  of  neigh- 
boring bodies  ;  and  the  nature  of  the  dielectric  that  separates  them. 
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Also,  as  electricity  behaves  as  if  it  possessed  elasticity,  capacity  is 
not  a  constant  quantity,  but  depends  upon  the  potential  acting  in  the 
circuit.  By  increasing  the  surface  of  the  conductor,  and  decreasing 
the  distance  separating  it  from  neighboring  conductors,  capacity  is 
augmented.  Arrangements  of  conductors  to  attain  the  g^reatest  pos- 
sible capacity  are  called  "Condensers,"  of  which  the  common  Leyden 
Jar,  or  a  collection  of  metal  plates  separated  by  thin  sheets  of  dielec- 
tric, are  familiar  examples.  The  capacity  of  a  condenser  may  be 
determined  from  the  formula  ^  — 

in  which  S  is  the  area  of  the  plates,  d  the  distance  between  them, 
C  being  the  capacity  in  electrostatic  units. 

403.  Suppose  a  simple  circuit  containing  a  condenser  in  series 
with  resistance.     During  the  first  few  infinitesimals  of  time  succeed- 
ing the  establishment  of  difference  of  potential  at  any  part   of  the 
circuit,  electricity  flows  into  the  line  and  is  absorbed   by  the  con- 
denser.    During  the  time  of  charge,  the  difference  of  potential  at  the 
terminals  of  the  condenser  gradually  rises  until  it  equals  that  of  the 
generator,  and  then  the  flow  of  current  stops.     A  parallel  example 
could  be  drawn  by  imagining  a  steam-boiler  to  be  connected  by  a 
long  pipe  to  a  tank,  or  reservoir.     On  opening  the  valve  the  steam 
will  flow  into  the  tank  until  the  pressure  in  the  tank  equals  that  of 
the  boiler,  when  the  flow  will  cease.     Also,  the  higher  the  boiler 
pressure,  the  greater  the  quantity  of  steam  that  will  be  forced  into 
the  tank.     When  the  pressure   is  equalized   no  further    flow  takes 
place,  excepting  a  slight  transfer  necessary  to  compensate  for  con- 
densation or  leakage.     As  no  electric  circuit  is  perfectly  insulated, 
the  parallel  is  still*  closer,  as  after  the  condenser  is  charged  there 
still   remains   a  slight   flow  to  compensate   for  poor   insulation  and 
dielectric  leakage. 

404.  Now,  consider  the  case  of  an  alternating  current  circuit, 
under  an  harmonic  E.M.F.,  that  with  every  cycle  constantly  varies 
between  a  plus  and  minus  maximum.  Throughout  one  part  of  the 
cycle  the  current  is  gaining  strength  from  the  minus  maximum  to 
the  plus  maximum,  and  the  difference  of  potential  at  the  terminals  of 
the  condenser  is  thereby  being  constantly  increased.    Throughout  the 

1  See  Barker's  Physics,  p.  560. 


CONDUCTORS  FOR  ALTERXATfNG   CURRENTS.  331 

Other  half,  as  the  impressed  E.M.F.  is  decreasing,  the  condenser  is 
Jischarging  itself  into  the  circuit,  and  returning  some  of  the  energy 
pre\*iously  absorbed.  If,  in  the  steam-boiler  example,  the  pressure 
in  the  boiler  be  imagined  to  undergo  a  periodic  variation,  there  would 
be  backward  and  forward  flow  between  the  boiler  and  the  tank,  and 
the  tank  and  boiler,  in  each  cycle. 

Throughout  every  period  of  any  alternating  circuit,  a  certain 
quantity  of  electricity  is  set  in  motion  by  the  impressed  E.ALF. 
Manifestly,  if  a  condenser  of  sufficient  size  to  absorb,  under  the  poten- 
tial of  the  impressed  E.M.F.,  this  quantity  of  electricity,  the  presence 
of  such  a  condenser  in  the  circuit  will  not  effect  the  apparent  quan- 
tity of  the  current.  By  definition,  capacity  is  a  function  of  the  acting 
E.M.F.,  or  in  other  words,  the  potential  at  the  terminals  of  the  con- 
denser is  proportional  to  the  charge  it  contains.  Hence,  the  poten- 
tial at  the  condenser  terminals  in  any  such  circuit  is  an  harmonic 
sine  function  of  the  period  of  the  circuit ;  and  the  condenser  acts  to 
introduce  into  the  circuit  an  additional  E.M.F.^  of  which  the  account 
must  be  taken  in  a  consideration  of  current  and  potential  distribution. 

406.  The  Solution  of  the  Bnergry  Equation  for  Circuit  with 
Capacity. 

C.  CIRCUITS   CONTAINING  RESISTANCE  AND   CAPACITY. 

As  the  capacity  of  a  condenser  is  the  amount  of  electricity  in 
one  conductor,  when  there  is  a  unit  difference  of  potential  between 
the  pair  of  conductors  forming  the  combination,  the  charge  q  at  any 
other  potential  E  will  be—  . 

C  being  the  capacity  of  the  condenser.  The  energy  IV  expended 
in  charging  a  condenser  can  be  shown  ^  to  be  JF=  i^"^/C;  differ- 
entiating.-  ./,r=^.  (168) 

The  total  energy  delivered  to  a  circuit  in  a  time  dt  is  eidt.  When 
there  exist  resistance  and  capacity  but  no  inductance,  this  quantity 
must  be  spent   in   heat  and  in   charging  the  capacity.     The  heat 

expenditure  is  measured  by  Ri'^dt.     That  stored  in  the  condenser  is 

gdq  J 
plainly  -^  at ;  hence,  the  energy  equation  is  — 

eidt  =  RiMt  +  ^-'^  dt,  (169) 

^  Cdt  .   ^      ^ 

I  Barker's  Physics,  p.  566. 
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With  a  current  /  flowing  for  a  time  dt,  a  quantity  of  electricity 
idt  will  pass  into  the  condenser,  hence  — 

idi  =  dq,  or  q=   C/.//;  Cl'^'*,' 

therefore,  eidt  =  Jtn iH  +  —  Ut  Ci,(t; 

dividing  by  idt, — 

an  equation  resembling  that  applying  to  circuits  containing  resistance 
and  inductance.  Differentiating  to  get  rid  of  the  sign  of  integration, 
and  transposing, —        v'        i    / 

dt       Rdt       RC 
Remembering  that  e  =  E  %\\\  at,  and  employing  a  similar  method 
of  solution  to  that  indicated  on  p.  324,  and  neglecting  the  constanF 
of  integration,  — 

,  =  sin  {ct  +  tan  ')  -— -  . 

V  cw 

406.    This  equation  indicates  — 

First.  That  an  harmonic  impressed  E.M.F.  ia  a  circuit  contain- 
ing resistance  and  capacity  gives  rise  to  a  current  that  is  an  har- 
monic sine  function  of  the  periodic  time. 

Second.  The  current  is  in  advance  of  the  E.M.F.  by  an  angle  of 
which  the  tangent  is  1  /  RCm. 

Third.  When  sin  ( w/ +  tan~' 1  /  ^Cw)  becomes  unity,  the  cur- 
rent attains  its  maximum  value,  and  — 

The  quantity  -J R^  +  1  /  C'^^  is  the  apparent  resistance  of  the  cir- 
cuit, termed  "Impedance,"  often  symbolized  byy,  and  will  be  more 
fully  treated  in  the  sections  on  "  Graphical  Methods."  If  this  quan- 
tity be  substituted  for  R  in  Ohm's  formula,  the  equation  will  hold 
true  when  applied  to  alternating  currents.  1  /  (Tw  is  the  "  Reactance 
of  the  Circuit." 

Fourth.  When  C  diminishes  to  0,  ('  becomes  0.  Such  a  condi- 
tion obtains  when  the  size  of  the  conductor  is  indefinitely  decreased, 
or  the  thickness  of  the  dielectric  indefinitely  increased. 
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Fift/i.    If  ^  =  0,  the  equation  reduces  to 

E 


t  = 


^  ,      -  sin  (o>/  +  90°)  =  CfoE  sin  (w/  +  90^),  (174) 

1  /  Cm 

showing  a  current  90°  in  advance  of  the  impressed  E.ALF.,  with  a 
maximum  value  numerically  equal  to  daE.  If  the  resistance  of  the 
circuit  be  so  small  as  to  be  negligible,  the  above  condition  is  attained 
when  the  condenser  is  short-circuited. 

Slv/Zi.    If  R  increases  to  infinity,  t  reduces  to  0,  but   if   C  in- 
creases, tan~^  T^TT"  decreases,  and  at  C  =  00    the  formula  becomes 

CKoD 

:  =  E I R  sin  «/,  thus  reducing  to  Ohm's  equation,  with  the  current 
in  phase'  with  the  impressed  E.M.F,  Such  a  condition  occurs  when 
the  thickness  of  the  dielectric  is  reduced  to  zero,  and  the  condenser 
plates  touch  each  other.  The  interpretation  of  this  result  is  found 
in  the  statement  that  under  such  circumstances  no  charge,  no 
matter  how  large,  can  produce  any  difference  of  potential  between 
the  plates.  Making  the  condenser  infinitely  large  is  equivalent  to 
removing  it  from  the  circuit.  Compare  these  deductions  with  those 
denved  from  equation  (161). 

The  symbol  oj  has  been  employed  as  an  abbreviation  of  2ir« ;  but 
this  quantity  is  the  distance  traveled  by  the  generator  point  B  (see 
Fig.  207)  in  one  second  of  time,  when  the  radius  of  the  generating 
circle,  or  amplitude,  is  unity.  When  the  amplitude  has  any  other 
value,  it  must  be  introduced  into  the  above  expression.  As  both 
inductance  and  capacity  are  expressed  in  units  of  length,  the  expres- 
sions for  the  reactance  Zw,  or  2ir«Z,  and  1  /  C(a,  or  1  /  2irnCy  are  dis- 
tances. If  L  and  C  be  thought  of  as  the  radii  of  the  generating 
circle,  £©  and  1  /  Cm  are  values  of  the  speed  at  which  the  generating 
Pf>int  is  traveling.  Mr.  Kennelly  has  very  aptly  termed  these  values 
the  "Inductance  Speed"  and  the  "Reciprocal  of  the  Capacity 
Speed." 

D.   THE    ENERGY    EQUATION    FOR    CIRCUITS    CONTAINING    RESISTANCE, 

INDUCTANCE,   AND  CAPACITY. 

407.    In  the  energy  equation  for  a  circuit  with  resistance  and 

inductance,  — 

t  =  — n — z=n^-  sm  I  (at  —  tan  *  — --  ) . 
-yjR'  +  Z  V-         \  ^  J 
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Suppose  Zo)  to  be  equal  to  Z'w  +  Z'w  then  — 

E 


now,  for  L"(a  substitute  —  1  /  Cw,  and  — 


iz:  Sin  I  tat  —  tan  * ~- ] » 


408.    This  equation  indicates  — 

First,    That  both  current  and  charge  are  simple  harmonic  func- 
tions, and  may  either  lag  behind  the  impressed  E.M.F.  or  be   in  ad- 
vance of  it,  depending  as  to  whether  Z'w  >  or  <  1  /  Cw,  the  alg<^braic 
sum  of  these  quantities  determining  the  tangent  of  the  angular  rela- 
tion of  the  current  and  impressed  E.M.F. 

Second,    li  L'oa  =  1  /  Cat,  the  two  quantities  neutralize  each  other, 
and  the  current  is  in   phase  with   the  E.M.F.  ;    the  equation  then 

reduces  to  — 

/  =  —  sin  0)/. 
R 

It  is  thus  evident  that  a  judicious  relation  of  inductances  and  capaci- 
ties may  be  employed  to  adjust  the  angular  relation  of  current  ana 
E.M.F.  in  any  desired  fashion. 

Third.    When  the  sine  becomes  unity,  the  maximum  value  of  ^"^ 

current  is  reached,  as  — 

E 


/  = 


409.    The  quantity  — 


v/ 


6o) 


is  the  "  Impedance  of  the  Current,"  and  behaves  like  a  resistao^^ ' 
for  when  this   quantity  is  substituted   for  R  in   Ohm's  formula,  ^ 

applies  perfectly  to  alternating  circuits.      The  quantity  Z'w  -  ^ 

the  "  Reactance,"   to  be  more  fully  treated  in   the   paragraphs  ^^ 
"Graphical  Methods." 

Fourth.  Either  Ry  Z,  or  C  may  vary  from  0  to  oo  ,  and  result|^S 
current  determined  by  the  principles  already  indicated  as  app'y^"^ 
to  the  limits  of  these  quantities. 
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Fifth,  In  a  circuit  containing  resistance,  inductance,  and  capacity, 
ie  impressed  E.M.F,  is  expended  in  balancing  three  quantities :  the 
:cat  losses,  measured  by  RF^ ;  the  reactance  due  to  inductance,  esti- 
-iteJ  by  Lto/y  and  that  due  to  capacity,  equal  to  //  Cw.  It  is  easy 
:  see  that  1 1  Cm  can  have  such  a  value  as  to  cause  this  component 
.itho  E.M.F.  to  exceed,  numerically,  the  impressed  E.M.F, 

410.    Graphical  Methods.  —  While   the    preceding   paragraphs 
u'c  given  an  outline  of  the  algebraic  treatment  of  alternating  cur- 
:tru  circuits  essential  to  an  elementary  conception  of  the  subject, 
tie  same    problems    may   be   handled    geometrically   by   graphical 
methods.     In  many  cases,  these  methods  are  far  simpler  than  ana- 
r.ical  solutions,   and   always    present  the  advantage   of   appealing 
iirectly  to  the  eye  in  such  a  manner  as  to  insure  immediate  detec- 
livn  of   error.      Electrographics   has    already  received    considerable 
:rtention  from  many  eminent   electricians,^  to  which   the  reader  is 
:derred  for  more  detailed  descriptions.     As  alternating  current  prob- 
i^nis  are  most  conveniently  handled  by  the  use  of  vectorial  algebra, 
"  \s  advisable  to  define  the  elementary  uses'  of  vectors  before  pro- 
dding to  the  consideration  of  the  problems. 

411.  Vector  Quantities.  —  When  the  symbols  of  ordinary  alge- 
ra  are  assigned  a  definite  meaning,  they  usually  become  scalar 
quantities,  that  is,  quantities  which  simply  have  a  numerical  value, 
:  are  mere  numbers.  When  dealing  with  geometrical  magnitudes, 
It  is  not  only  necessary  to  consider  the  numerical  value  of  various 
'^cs,  but  also  to  consider  the  direction  of  each  line.  A  vector  quan- 
tity, therefore,  is  one  in  which  the  direction  of  the  quantity  is  con- 
^^^cred  as  well  as  its  scalar  magnitude.  Direction  is  considered  as 
;■  :>itive  when  it  is  reckoned  upwards,  and  negative  when  it  is  down- 
wards from  a  horizontal  base  line.  Right-handed  rotation  is  negative, 
i'lc  left-handed  positive.  Suppose  AB,  No.  1,  Fig.  208,  "  Diagram 
■1  Operations  on  Vectors,"  to  be  a  straight  line  of  two  units  in  length, 
^^ciined  at  an  angle  of  35°  to  the  base  line  AC.  Let  DE,  No.  2,  be 
^'^y  other  straight  line  inclined  at  an  angle  of  75°  to  the  same  base 
'^i  of  four  units  in  length.  These  lines  are  plain  vectors,  of  which 
t^e  scalar  magnitudes  are,  respectively,  two  and  four  units. 

^  See  Fleming's  Alternating  Current  Transformer ;  Blakesley's  Alternating  Currents ; 
*^pp$  Dynamos,  Alternators,  and  Transformers  ;  Gerard's  Lemons  sur  V^lectricite  ;  Kennelly 
T'«w.  A.  /.  E.  /?.,  April,  1893,  and  Electrical  World,  vol.  22,  p.  306  ;  vol.  23,  p.  17 ;  Rimming- 
'^-.Btdrical  Review  for  1893,  p.  (364  ;  Emmett's  Alternating  Current  Wiring. 
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412. — The  addition  of  vectors  is  accomplished  by  joining  them 
tnd  to  end  and  then  connecting  their  extremities  ;  the  line  connect- 
ing the  extremities,  being  the  vector  sum  of  the  two  vectors  to  be 
^Jded.  Thus,  to  add  AB  and  DE,  draw  A'B',  as  in  No.  3,  parallel 
2nd  equal  to  AB,  and  from  B'  draw  B'E'  parallel  and  equal  to  DE 
and  join  A'E'.  Then  A'E'  in  direction  and  magnitude  is  the  sum  of 
AB  and  DE.  In  this  case  AB  plus  DE  equals  5.7,  and  is  inclined 
to  the  base  line  at  an  angle  of  62°  30'. 

413.  —  Similarly,  subtraction  is  performed.  Thus,  to  perform 
the  operation  DE  —  AB,  draw,  as  in  No.  4,  D'E'  equal  and  parallel 
to  DE.  From  F  lay  off  FA'  equal  and  parallel  to  AB.  Join  DA'. 
Then  D'A'  measured  positively  is  the  desired  result ;  in  this  case 
DA"  =  2.8,  and_is  inclined  to  the  base  at  m°  30'.  To  perform 
the  operation  AB  —  DE,  draw,  as  in  No.  5,  A'B'  equal  and  parallel 
to  AB.  From  B'  draw  B'E',  negatively^  equal  and  parallel  to  DE. 
Join  A'E'.  In  this  case  A'E'  has  the  same  numerical  value  as  in 
No.  4,  but  it  is  a  negative  quantity,  and  not  a  positive  one,  as  in  No. 
4.  Also  in  No.  4  the  angle  of  inclination  is  positive  and  101°  30', 
while  in  No.  5  it  is  negative  and  is  78°  30'. 

414.  —  Multiplication  of  vectors  is  performed  by  multiplying  the 
scalar  magnitudes  and  taking  the  sum  of  their  angular  directions. 
Thus,  the  product  of  AB  and  DE  is  the  plain  vector  FG,  No.  6, 
equal  to  2  x  4  =  8  units  in  length,  and  inclined  35  +  75  =  110°  to 
the  base  line. 

416.  —  Conversely,  division  is  performed  by  dividing  the  scalar 
magnitudes,  and  taking  the  difference  of  the  angles.  Thus,  in  No. 
T,  DE  /  AB  =  4  /  2  =  2,  inclined  at  an  angle  of  75°  -  35°  =  40°  to 
the  base  line.  Also,  in  No.  8,  AB  /  DE  =  2  /  4  =  .5,  inclined  at  an 
angle  of  35°-  75°=  -40°. 

416.  —  The  reciprocal  of  the  vector  is  a  plain  vector  having  a  scalar 
magnitude  equal  to  the  reciprocal  of  the  scalar  of  the  original  vector, 
but  inclined  to  the  base  line  at  the  same  angle  as  the  original  vector. 

417.  — The  solution  of  the  following  problems  will  now  be  given  : 

1.  Composition  and  resolution  of  electro-motive  forces. 

2.  Electrical  properties  of  simple  circuits  with  one  resistance 
and  one  inductance  in  series. 

a.   The  resistance  variable. 
h.   The  inductance  variable. 
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3.  Electrical    properties  of    simple  circuits  with  several      resist' 
ances  and  inductances  in  series. 

4.  Electrical  properties  of  simple  circuits  with    one   resistance 

and  one  capacity  in  series. 

a.  Resistance  variable. 

b.  Capacity  variable. 

5.  Electrical   properties  of   simple  circuits  with    several    resist- 
ances and  capacities  in  series. 

6.  Electrical    properties  of    simple  circuits  with    resistance,    in- 
ductance, and  capacity  in  series. 

7.  Electrical  properties  of   simple   circuits  with    several    resist- 
ances,- inductances,  and  capacities  in  series. 

8.  Electrical  properties  of  circuits  with  resistance,  inductance, 
and  capacity  in  multiple  arc. 

9.  Electrical  properties  of  mutual  inductive  circuits. 

418.  1.  Composition  and  Resolution  of  Electro-Motive  Forces. 
—  For  continuous  current  circuits  it  has  been  shown  that  the  effect- 
ive E.M.F.  was  equal  to  the  algebraic  sum  of  all  the  E.M.F.s  acting 
on  the  circuit.  For  alternating  currents  it  must  now  be  proved  that 
a  similar  proposition  holds  true,  provided  the  vector,  or  geometrical 
sum,  is  taken. 

In  "Diagram  of  Composition  of  E.M.F.s,"  Fig.  209,  suppose  the 
line  AB  represents  one  E.M.F.  acting  on  a  circuit,  and  AB'  repre- 
sents another,  the  two  E.M.F.s  to  have  the  same  period,  and  sepa- 
rated by  angle  BAB*.  Draw  BB"  and  B'B"  respectively  equal  and 
parallel  to  AB'  and  AB,  forming  the  parallelogram  AB'B"B. 
Draw  the  diagonal  AB."  Since  BB"  is  equal  and  parallel  to  AB', 
the  projection  of  BiJ"  on  AC  is  equal  to  the  projection  of  AB' ;  that 
is,  y  y  —  Ay.  The  projection  of  AB  is  Ay,  hence  the  sum  of 
the  projections  of  AB  and  AB'  is  A/',  and,  from  the  geometry  of 
the  figure,  this  is  equal  to  the  projection  of  AB",  or  the  projection 
of  the  diagonal  of  the  parallelogram.  Suppose  the  parallelogram 
AB'B"B  revolves  about  A  as  a  center,  all  of  the  lines  retaining  the 
same  angular  relation.  The  sum  of  the  projections  of  AB  and  AB' 
will,  in  every  position,  be  the  projection  of  AB"  ;  and  as  these  lines 
revolve  harmonically,  they  will  trace  three  sine  curves,  indicated  by 
the  heavy  line,  the  light  line,  and  the  dotted  line,  numbered  I.  II, 
III.     As  BB"   is  equal  and  parallel  to  AB',  it  will  be  at  once  per- 
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usly  outlined  rules  for  vector  quantities,  that 
11  of  AB  and  AB' ;  hence  the  sine  curve  III, 

and  II,  and  at  all  points  represents  the  result- 
E.M.F.s  acting  on  the  circuit.  Should  more 
on  a  circuit,  the  same  train  of  reasoning  may 
;ting  any  two  E.M.F.s  and  combining  them 
.  curve.  This  resultant  and  any  other  E.M.F. 
ito  a  third  resultant,  and  the  process  repeated 
s  obtained.  In  a  like  manner  it  can  be  shown 
z.M.F.s  of  varying  periods  may  give  rise  to  a 
F.,  while  the  converse  of  this  proposition  is 
;ly,  that  a  single  E.M.F.  may  be  resolved  into 

The  similarity  between  this  construction  and 


209.    Diagram  of  Compoiltloii  of  E.U.F.i. 

science  of  mechanics,  in  the  parallelogram  of 
[,  therefore,  in  a  complex  circuit,  the  E.M.F.s 
es  are  given  in  magnitude  and  direction,  the 
that  which  it  is  necessary  to  impress  on  the 
jcible.  Given  the  electrical  properties  of  the 
1  compound  circuit  and  the  several  currents 
5ed  E.M.F.  may  be  decomposed  into  com- 
itudes  and  directions  suitable  to  produce  the 
;ach  branch ;  or,  finally,  given  the  resultant 
le  of  the  components,  the  missing  component 
?  electrical  relation  of  the  circuits  adjusted  to 
for  the  Energy  Equation,  as  applied  to  circuits 

inductance,  and  capacity,  it  was  shown  that 
to  the  circuit  split  into  three  parts,  the  RI 
'ith  the  current ;  Liaf,  90"  behind  the  current, 
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fig.  210.    DIagi 


and  //  Cm  90°  in  advance.  As  these  components  may  assume  a 
great  variety  of  values,  and  as  in  multiple  arc  circuits  other  phase 
relations  may  obtain,  it  is  easy  to  see  that  the  maximum  values  of 
the  components  may  be  greater,  equal,  or  less  (numerically),  than 
that  of  the  resultant.  The  geometrical  construction  will  always,  in 
a  clear  and  simple  manner,  elucidate  any  case  of  this  description. 

410.   2,    Blectrioal   Properties   of  Simple   Circuita  with    One 
Besistanoe  and  One  Inductance  in  Series.  —  Referring  to  Fig.  '2\)1 , 
"Diagram  of  Harmonic  Motion,"  assume  that  the  full  line  KRMSO 
represents  the  current  curve  due  to  an  harmonically  varying  E.^f.F, 
in  a  simple  circuit  having  resistance  and  self-induction.     The  counter 
E.M.F.,  due  to  self-induction  of  the  current,  originates  in  the  varying 
magnetic  field  set  up  by  the 
changing  current,  and    is  di- 
rectly  proportional     to     the 
rate  of  change  of  this   field. 
The  rate  of  variation  of  the 
current,    at     any    time,     is 
measured   by  a  tangent    to 
the    curve  at  the    point    of 
time    under     considerat  ion. 
A  simple  inspection  of  the 
curve  indicates  that  the  max- 
imum value  of  this  tangent 
occurs  at  the  points  O  and  ir,  while  at  »■  /  2  and  3  ir  /  2  ;  the  tangent 
is  horizontal,  and  its  value  0  ;  therefore  the  points  K  and  M  corre- 
spond to  the  maximum  ordinates  of  the  curve  of  E.M.F.  due  to  induct- 
ance, indicating  that  this  curve  is  similar  to  the  current   curve   in 
period  and  shape,  but  lags  behind  it  at  an  angle  of  90°.    Such  a  curve 
is  represented  by  the  dotted  line  cutting  the  axis  of  X  90°  behind  the 
current  curve.     It  is,  therefore,  possible  to  represent  geometrically 
the  relations  of  an  alternating  current  circuit  containing  resistance 
and  inductance,  by  a  right-angle  triangle.     In  Fig.  210,  "  Diagram  of 
E.M.F.  in  a  Simple  Circuit  Containing  Resistance  and  Inductance," 
draw  a  line  horizontally  from  A  to  B  in  a  positive  direction.     At  A 
lay  ofif  AB  to  any  convenient  scale,  equal  numerically  to  R.     At  B 
draw  BC  perpendicularly  and  positively  to  AB,  and  lay  off  BC  to 
the  same  scale  of  a  value  equal  to  La.     Draw  AC,  then  AC  to  the 
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same  scale  represents  the  V^^  +  ZW.  Considering  the  equation 
l\  R'  -|-  Lr^  =  Ey  it  is  seen  that  the  impressed  E.M.F.  may  be 
i/lvided   into  two  components  :  — 

First,  The  component  acting  in  the  direction  of  the  current  and 
expended  in  overcoming  the  ohmic  resistance.  This  component  is 
'vften  termed  "  The  Power  Electro-motive  Force,"  and  is  numerically 
equail  to  RL 

Second,  "The  Reactive  Electro-motive  Force"  in  quadrature 
w'lib  the  current,  and  employed  in  balancing  the  counter  E.M.F.  of 
inductance,  and  numerically  equal  to  Zw/. 

420.   Reactance.  —  The  quantity  Zw,  which  is  the  measure  of 
this  effect,  has  recently  been   denominated    "  Reactance "    by   the 
American  Society  of  Electrical  Engineers,  and  is  defined  as  "  numer- 
ically equal  to  the  component  of  the  impressed  E.M.F,  at  right  angles  to 
ike  current t  divided  by  the  current ^     The  reactive  E.M.F.  in  any  cir- 
cuit may  arise  from  inductance,  mutual  inductance,  capacity,  or  from 
the  introduction  of  a  counter  electro-motive  force  due  to  any  exterior 
cavkse ;   and  the  impressed  E.M.F.  may  always  be  regarded  as  the 
vector  sum  of  two  components,  one  of  which  transmits  power,  and 
the  other  which  balances  "reactance."    In  circuits  containing  mutual 
inductance,  the  reaction  due  to  the  current  in  the  secondary  coil  may 
be  resolved  into  two  components,  one  in  the  same  direction  as  the 
primary,  and  the  other  at  right  angles  to  it,  thus  obeying  the  fore- 
going definition.     Some  objection  to  this  broad  use  of  the  term  "  re- 
actance "  has  been  made  by  Continental  electricians,  who  hold  that 
the  employment  of  words  ending  in  ^'ance''  should  be  restricted  to 
apply  to  the  constants  of  a  circuit ;  thus  resistance,  conduc\.ance,  per- 
m\Xance,  are  invariables  for  any  given  circuit ;  while  under  the  above 
definition,  "  reactance  "  would  vary  when  applied  to  circuits  contain- 
ing motors  or  mutual  inductance.     For  such  circuits  all  confusion 
may  readily  be  avoided  by  using  the  term  "equivalent  reactance,"  or 
equivalent  resistance  in  cases  where  such  quantities  can  be  variable. 

Reactance  is  measured  in  ohms.  In  many  respects  it  closely 
resembles  resistance,  but  no  power  is  expended  in  overcoming  react- 
ance, as  it  is  at  right  angles  to  the  current ;  and,  therefore,  the 
product  of  this  E.M.F.  component  and  the  current  is  zero  watts. 
As  will  presently  be  shown,  reactance  may  arise  from  other  influ- 
■  ences  than  simple  inductance.     From  an  inspection  of  the  diagram, 
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it  will  be  seen  that  reactance  tends  to  produce  a  phase  difference 
between  the  impressed  electro-motive  force  and  the  current.  If  0 
represents  this  angle, 

BC  _       Reactance  Lta 


tanfl  = 


AB  Resistance 


the  current  being  in  advance  of  the  impressed  electro-motive   force 
when  S  is  positive,  and  lagging  behind  it  when  it  is  negative, 

421.  Impedance,  —  The   quantity  V^  +  L?^,  represented    by 
the  hypothenuse  of  the  triangle,  as  the  vector  sum  of  the  resistance 
and  the  reactance,  has  been  termed  "The  Impedance  of  the  Circuit," 
denoting  the  total  opposition  to  transfer  experienced  by  the  current. 
In  a  simple  circuit  containing  only  resistance  and   inductance,    the 
power  E.M.F.  is  equal  to  the  ohmic  E.M.F.,  or  RI,  and  the    reac- 
tive E.M.F.   is  equal  to  the   inductive  E.M.F.,  or  Latl.     This   may- 
he  indicated  in  the  diagram  by  simply  changing  the  scale  sufficiently 
to  introduce  the  numerical  factor  /.     As  an  example,  assume  in   the 
diagram.  Fig.  210  -     ^  ^  ^  ^  40  ,hms, 

BC  =  L  =  .08  henry, 
n  =  60, 
<u  =  377  ; 

then  Z  to  =  2  X  3.1415  x  60  x  .08  =  30.16  =  BC,  and  the  impe- 
dance AC  equals  V40'"T^0Te"  =  60.095  ohms,  say  50  ohms.  With 
a  maximum  impressed  E.M.F.  of  1000  volts  the  maximum  current 
will  be  ijg"  =  20  amperes.  The  power  E.M.F.  =  40  x  20  =  800 
volts.  The  reactive  E.M.F.  =  20  x  30.16  =  600  volts,  while  the 
current  will  lag  behind  the  impressed  E.M.F.  by  an  angle  whose 
tangent  is  ■'''J-a  =  ,755,  or  37°,  The  arrows  indicate  the  direction 
of  the  forces. 

Sec.  a.  —  The  Resistance  Variable, 

422.  Suppose  that  in  any  given  circuit  E  and  L  remam  constant, 
while  R  becomes  variable,  what  is  the  effect  on  It  With  a  constant 
cunent,  /  varies  directly  as  R  ;  but  in  an  alternating  current  circuit,  / 
varies  as  the  vector  sum  R  and  La,  or  as  V.^-  -)-  Dj.  From  in- 
spection, it  is  evident  that  when  j?  =  0,  I  =  E I  Lia.  Therefore, 
when  R  vanishes,  the  current  can  never  attain  a  greater  value  than 
E  j  Lia.     When  R  =^  aa  ,  /  becomes  0  ;  thus  these  values  indicate  the 


CONDUCTORS  FOR  ALTERNATING   CURRENTS. 


348 


!:3iit  of  /  in  both  directions.  To  determine  the  successive  values  of 
J  between  these  boundaries,  construct  a  triangle  of  energy,  as  shown 
in  Fig.  211,  "Diagram  of  Current  Values  in  Circuits  containing  Re- 
sistance and  Inductance  with  Variable  Resistance,"  by  drawing  AB 
^usitively  and  equal  to  RI,  BC  perpendicularly  to  AB  positively  and 

C 


%  ?n.  {^idjg^om  of  Current  Values  In  Circuits  containing  Resistance  and  Inductance  with  Variable 

Resistance, 


qual  to  Z(o/,  then  AC  =  /  x  V^'  +  ZW.     Divide  RI  by  R  to  find 
tke  value  of  /.     Suppose  this  to  be  AD,  then  by  similar  triangles  — 

Z(o/ 


DE  = 


R 


and 


AE  =  7X 


R 


423.  The  maximum  value  of  /is  E / La;  and  when  the  current 
"as  this  value,  the  power  component  of  the  impressed  E.M.F.  is  0, 
and  the  current  is  90°  behind  the  impressed  E.M.F,  When  R  is 
infinitely  large,  the   current    is    infinitely   smsill,   the   angle   of   lag 
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becomes  infinitely  small,  and  the  vanishing  current  coincides    witl 
the    impressed    E.M.F.       From    A    draw    AF    perpendicularly     tc 
AC  =  E I  Lta.     By  its  magnitude  and  direction,  this  line  represents 
the  maximum  value  of  the  current.     Also  the  point  A  represents  in 
direction  and  magnitude  the  vanishing  value  of  the  current,  and  coin- 
ciding with  AC  represents  the  minimum  value  of  the  current.        All 
other  values  must  lie  between  these  two.     On  AF  as  a  diameter, 
draw  a  semicircle  AGF.     By  geometry,  all  triangles  drawn  as   ADF 
on  AF,  and  limited  by  the  semicircle  AGF,  are  right-angled    at    D  ; 
but  the  maximum   and  minimum  limits  of  these  triangles   are    the 
maximum  and  minimum  limits  of  the  current  values,  hence  all    cur- 
rent values  may  be  represented  by  the  varying  values  of  the  vector 
As  a  concrete  example,  assume  — 


AD.i 


then, 


R  =  2.5  ohms, 
/  =  4  amperes, 
«  =  50, 
Z  =  .004  henry, 


0)  =  314.15, 
Zo)  =  1.25, 
RI=  10, 


E  =  /  Vi?"  +  ZV^  =  4  V2.52  '+  1/26'  =«  11.18. 

E        11.18       A  i-      ^         1118       oor     E/ 

=  4.4<  ;  -—  =  — — -  =  8.95  ;  — -  = 

Zw        1.2o  Zoi 


R 


2.5 
RI 


10 
1.25 


=  8. 


^"^  =  —  =  .5  =  26°  30'. 
10 


R 


90^  -  ^  =  63''  30^ 


Sec.   b,  —  Inductance  Variable. 

424.  When  L  varies,  the  current  limits  are  0  when  L  is  infinity, 
and  E I R  when  Z  is  0,  the  current  equation  then  reducing  to  Ohm's 
formula.  By  a  similar  train  of  reasoning  to  that  employed  in  Sec.  a, 
it  is  easily  shown  that  when  Z  is  variable,  the  current  variation  is 
given  by  a  vector  drawn  from  point  E  in  the  previously  mentioned 
diagram,  and  limited  by  a  semicircle  drawn  on  AE.  This  is  indi- 
cated in  the  illustration  by  dotted  lines.  The  arrows  indicate  the 
direction  of  the  current  variation  in  both  Sees,  a  and  b. 

426.  3.  Electrical  Properties  of  Simple  Circuits  with  Several 
Resistances  and  Inductances  in  Series.  —  In  the  case  of  a  circuit 
containing  a  number  of  distributed  resistances  and  inductances,  the 


1  This  proposition  was  first  demonstrated  by  Messrs.  Bedell  and  Crehore,  see  Alternating 
Currents^  p.  223. 
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impedance  is  calculated  by  obtaining  the  vector  sum  of  all  resistances 

and  the   suiTi    of   all  inductances.     This  is  most  conveniently  done 

cugraramatically,  as  indicated  in  Fig.  212,  "  Diagram  of  E.M.R  in  a 

Circuit  containing  Several  Resistances  and  Inductances  in  Series." 

T^xere  are  two    methods,  each  attaining  the  same  result,  though  the 

first  to  be  described  has  the  advantage  of  more  clearly  featuring  all 

points  of  the   circuit,  and  indicating  more  explicitly  the  distribution 

of  currents    and  potentials.      Assume  as  an  example  a 

circuit  having  the  following  properties :  — 


R   =  G  ohms. 

ca    =  188, 

Zo)  =4.52, 

^  =  3  ohms. 

Z    =.0024, 

Z'oi  -  8.29, 

R"  =  9  ohms, 

r  =.0044, 

r'<o  =  10.00. 

cJ 

»    =30. 

r'  =  .0053, 

Lay  off  ab  =  6.     From  d  draw  dd'  per- 
pendicularly and   positively,   and   lay  off 
bl/  =  Zo)  =  4.52.       Draw   ai/,    which 
will  be   equal   to 


VRT'  -h  ZW  =  Ve^  +  4.52'*  =  7.51  -=/, 

the  impedance    of    R    and  Zw. 
From  ff  draw  ^V  parallel  to  ^ 

ad,  and    make   it   equal   to 
R!  =  3.     From  ^/draw  TT' 
parallel  to  dff,  and  lay 
off  J7  =  Z'o)  =  8.29. 
Draw   h'c",    then   VT'' 
equals  — 


\R'^+  Z' W  =  V3«+  8.29«  '^'y-  ^1^' 

rt  r^o r/  Diagram  of  E.M.F.a  in  a  Circuit  Containing  Several  Resistances 

—  Q.GZ  —  y  .  ^^^  Inductances  In  Series, 

the  impedance  of  R'  and  Z'oj. 

Proceed  in  a  like  manner  with  R"  and  Z"©,  obtaining  point  e, 
then  c"e  will  be  the  impedance  of  R"  and  Z"«,  ory  =  13.45.  Join 
a  and  e.  Then  ^>  will  represent  y„  =  29.05,  the  impedance  equiva- 
lent to  the  vector  sum  of  all  resistances  and  all  inductances.  The 
same  result  may  be  gained  as  shown  by  the  dotted  lines,  by  which  the 
sumof  >?  +  ^'  -I-  R"  is  laid  off  horizontally,  positively,  as  ab  +  bc  +  cdy 
then  the  sum  of  Zw  +  L!(a  +  L"(o  is  laid  off  vertically,  positively,  as 


I 

■ 

J 


I 

I 
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db'  +  b'd'  +  d' c,  thus  reaching  the  same  point  e  as  in  the  previous 
construction,  obtaining  J^  =  29.05,  as  before.  The  angles  of  lag  oi 
the  current,  and  the  components  of  the  E.M.F.y  are  calculated  in  the 
manner  already  indicated.  By  the  latter  method,  the  total  impedance 
of  the  circuit  obtained  is  the  same  as  that  given  by  the  former  ;  and 
while  more  speedy  of  execution,  the  former  gives  a  much  clearer  and 
more  vivid  idea  of  the  component  parts  of  the  circuit. 

426.  4.    Electrical   Properties   of   Simple   Circuits   -with  one 
Resistance  and  one  Capacity  in  Series.  —  Turning  to  Fig.  207,  and 
remembering  that  the  tangent  to  the  current  curve  KRMSO  has  a 
maximum  value  at  the  points  O  and  ir,  it  is  evident  that  at  these 
points  there  will  be  the  greatest  difference  of  potential  exerted  on  I 
the  capacity  of  the  circuit,  and  a  maximum  current  will  flow.     It  is 
also  evident  that  the  condenser  current  will  oppose  the  line  current ;           ;. 
for  as  the  current  in  the  line  decreases,  the  charge  in  the  condenser            \ 
will  flow  out,  tending  to  continue  the  line  current  by  the  amount  of            ■ 
charge  due  to  the  capacity,  while,  when  the  current  is  increasing,            ■ 
the  condenser  will  absorb   electricity,  thus  tending  to  reduce  the            j 
line  flow. 

427.  As  an  aid  to  the  conception  of  the  role  played  by  a  con- 
denser, and  its  effect  to  introduce  an  E.M.F,  90°  in  advance  of  the 
impressed  E.M.F.,  consider  the  mechanical  analogy  of  the  common 
hydraulic  elevator  supplied  with  an  air  compression  tank.  The  ele- 
vator is  operated  by  a  piston  traveling  to  and  fro  in  a  cylinder.  As 
the  elevator  falls,  water  is  forced  into  the  tank,  and  the  air  com- 
pressed ;  while,  as  it  rises,  the  pressure  of  the  compressed  air  tends 
to  balance  the  weight  of  the  car.  To  stretch  the  analogy  a  little, 
suppose  the  elevator  to  make  regular  trips,  thus  moving  harmonically, 
and  suppose  that  when  it  is  at  mid-stroke,  the  air  in  the  tank  is  at 
atmospheric  pressure.  The  motion  of  the  elevator  will  be  swiftest 
at  mid-stroke  and  zero  at  either  end,  and  may  typify  the  current 
curve;  the  top,  middle,  and  end  of  the  stroke  corresponding  to  the 
points  tr  /  2,  TT,  and  Stt  /  2,  of  Fig.  207.  The  counter  E.M.F.  set  up 
by  the  condenser  has  its  analogy  in  the  air  pressure  in  the  tank,  while 
the  charge  is  represented  by  the  amount  of  water  forced  in.  When 
the  car  is  at  mid-stroke,  it  is  moving  most  rapidly,  the  air  pressure 
is  zero,  and  the  water  occupies  one-half  the  space  devoted  to  it  in  the 
tank.     This  state  corresponds  to  the  points  O  and  v  in  Fig.  207. 
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As  the  car  falls,  the  water  is  forced  into  the  tank,  the  air  pressure 
i-Tcreases,  the  tank  is  filled,  and  the  motion  of  the  car  decreases  to 
zero ;  corresponding  to  a  quarter  period  on  the  curve  from  O  to  f . 
At  the  points  O  and  v  the  charge  and  counter  E.M.F.  are  zero,  and 
the  current  is  a  maximum.  Between  O  and  w  /  2  the  current  de- 
creases ;  the  charge  and  counter  E.M.F.  increase.  From  mid-stroke 
to  the  end  the  increasing  air  pressure  opposes  the  fall  of  the  car, 
a>  the   increasing  counter 

E.^T.R^    opposes    the    cur-     {^ , ^  ~.~7    ~"  .V  V   <»     »        iC 

rent,  while   the  increasing 
Yolume   of    water   typifies 
the    augmenting    condenser 
charge.     As  the  air  pressure 
balances    the    car,  it   is   evi- 
dently equal,  and  opposite  to  it, 
and  must  be  90°  in  advance.    The 
effect,   therefore,  of  the  condenser 
is  to  introduce  an  E.M.F.  90°  in  ad- 
vance of  the  impressed  E.  M.  F.     This 
condition  is  indicated  in  the  diagram  by 
the  broken  line  III  or  VWYZ.     The  same 
relation  is  shown  algebraically  in  the  solution 
of  the  General   Energy  Equations.     Thus,  Ca- 
pacity introduces  a  Reactance  measured  by 

Remembering  the  negative  nature  of  this  Reactance, 
the  triangle  of  E.  M.  F.  may  be  constructed  vectorially, 
as  already  indicated   in  the   sections  applying  to    Resist- 
ance and  Impedance. 

428.  In  Fig.  213,  **  Diagram  of  Electro-Motive  Force  in  a  Sim- 
ple Circuit  containing  Resistance  and  Capacity  in  Series,"  draw 
AC  horizontally  and  positively  equal  to  R.  From  C  draw  BC  nega- 
tively, and  to  the  same  scale  equal  to  the  quantity  — 


G 


Draw 


AH,  then  AB  represents  y  ^'  +  j^^^.   Adopting  a  similar  notation  to 

that  employed  in  the  diagram  of  electro-motive  force  in  a  simple 
circuit  containing  resistance  and  inductance  in  series,  the  horizontal 
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line  AC  measures  the  resistance  of  the  circuit,  and  by  a  simple  change 
in  scale,  to  introduce  the  factor  /,  will  measure  that  component  of 
the  impressed  electro-motive  force  which  is  in  phase  with  the  current, 
usually  denominated  "  Power  Component."     The  line  BC  measures 

the  reactance  — -p^ ,  or  the  reactive  component  of  the  impressed  elec- 

tro-motive  force  --I I  Cfa\  while  AB  measures  the  \  R}  -\-  7:7-^1  and 

is  the  impedance  of  the  circuit.  When  the  factor  /  is  introduced  in 
the  two  sides  of  the  triangle,  the  hypothenuse  measures  the  total 
energy  of  the  circuit  EL  To  illustrate  by  a  concrete  example.  Sup- 
pose in  the  diagram  the  same  value  for  the  resistance  R^  40  ohms, 
and  ;/  =  60  as  was  assumed  in  the  diagram  of  electro-motive  force  in 
a  simple  circuit  containing  resistance  and  inductance,  then  o  =  377. 

Let  C  equal  .00000425  farad,  then  -.-!-==_  62.6  and  \^ R^^-pr- 

Cod  ^  C 


9  •» 
to- 


=  \^  40^  +  62.6^  =  74.3  ohms.     The    properties  of  impedance  and 

reactance,  as  given  in  this  diagram,  are  similar  to  those  described  in 

the  section  treating  of  resistance  and  inductance  in  series ;  namely, 

the  impedance  of  the  circuit  is  the  effective  resistance  or  opposition 

encountered  by  the  current,  and  which,  when  substituted  for  R  in 

Ohm's  law,  renders  his  formula  equally  applicable  to  the  alternating 

current  circuits.     The  reactance  of   the  circuit  also  possesses  the 

same  properties  as  indicated  in  the  previous  example ;  remembering, 

however,  that  the  effect  of   inductance    is   to  introduce  a  positive 

reactance,  while  the  effect  of  capajcity  is  to  introduce  one  which  is 

negative.     Thus,  it  is  apparent   that  capacity  tends  to  oppose  and 

neutralize  inductance,  and  by  proper  proportioning  of  these  quantities 

in  any  circuit,  one  may  be  so  designed  as  to  counteract  and  neutralize 

the  other. 

Sec.  a,  —  Resistance  Variable. 

Sec.  d.  —  Capacity  Variable. 

429.  In  the  paragraph  treating  of  electrical  properties  of 
simple  circuits  with  one  resistance  and  one  inductance  in  series, 
two  sub-headings  were  given,  indicating  a  method  of  geometrical 
construction  whereby  the  different  values  of  the  current  could  be 
ascertained  when  either  the  resistance  or  the  inductance  in  the 
circuit  was  supposed  to  vary  from  zero  to  infinity.     As  capacity  has 
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been  shown  to  introduce  a  negative  reactance  in  the  circuit,  it  is 
eddent  that  the  same  construction  may  be  used  to  determine  the 
vin'ing  current  in  a  circuit  containing  resistance  and  capacity,  by 
jcnstructing  a  diagram  precisely  similar  to  the  one  already  alluded 
\\  in  which  the  reactance  of  the  circuit  is  laid  off  nega- 
nvcly  instead  of  positively;  thus,  under  these  circum- 
stances, in  a  circuit  containing  resistance  and  capacity, 
when  these  quantities  vary  from  zero  to  infinity,  varying 
values  of  the  current  will  be  found  as  vector  quantities 
bounded  by  semicircles  drawn  upon  diameters  having  the 
values  of   E  j  \  j  Cm  when  R  is  variable,  and  upon  a  di- 

R 


'2    2 
01 


when    C  is   variable. 


-f- 

I 


Power  E.M,F,  R I 


Resistance  R-40  ohms 


I 


ameter  equal  to 

In  a.  construction  so 
obvious  it  is  not  ne- 
cessary to  repeat  the 
diagram. 

430.  5.  Electrical 
Properties  of  Simple 
Circuits  with  Several 
Hesistcuices  and  Ca- 
IMcities  in  Series.  — 
In  the  case  of  a  num- 
ber of  resistances  and 
capacities     in     series, 

the  diagram  of  electro-    ^,^  2U.    Diagram  of  a  simple  Circuit  containing 

motive  force  may  be 
constructed  as  indi- 
cated in  No.  3,  bearing  in  mind  the  negative  value  of  the  reactances, 
and  drawing  the  vectors  representing  them  negatively  downwards. 
In  every  other  particular  the  construction  is  precisely  the  same 
as  that  outlined  in  No.  3,  and  the  result  may  be  obtained  by  the 
directions  there  given. 

431.  6.  Electrical  Properties  of  Simple  Circuits  with  Resist- 
ance, Inductance,  and  Capacity  in  Series.  —  To  treat  this  case,  it 
is  requisite  to  recollect  that  the  reactance  of  the  circuit  must  be  the 
vector  sum  of  the  positive  and  negative  values  of  the  two  reactances 
developed  by  the  inductance  and  the  capacity.     The  case  is  illus- 


ResistancSt  inductance,  and  Capacity 
in  Series. 
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trated  in  F*ig.  214,  "Diagram  of  Electro-Motive  Force  in  a  Simpl 
Circuit  containing  Resistance,  Inductance,  and  Capacity  in  Series,' 
by  assuming  the  values  given  in  the  previous  examples,  Nos.  2  an< 
4,  namely :  — 


R  =40, 

C  =  .0000425, 


Zw  =  30.16, 
1  /  O)  =  62.6, 
.     CO  =  377. 


From  any  point  B,  draw  BD  perpendicularly  and  positively  equal 
to  Zw  =  30.16.  From  D  draw  DC  negatively  downwards  equal  to 
—  1  /  Co).  For  a  certain  distance  DC  will  coincide  with  DB,  but 
as  \  I  C(o  is  greater  than  Zw,  CD  will  be  longer  than   DB.      The 

difference,  BC,  will  be  equal  to  the  vector  sum  of  Zw -^  =  30.16 


-  62.6  =  -  32.44. 


Ci 


O) 


From  B  draw  BA  horizontally  and  equal  to  Ry  in  this  case  equal 
to  40.    Draw  AC,  then  the  vector  AC  is  equal  toy  R^  +  (  L<a — -  j  . 

In  this  diagram,  as  it  is  constructed,  the  vector  sum  of  the  three 
quantities  R  +  Zca -pr-    has    been    obtained,   which    is    evidently 


Co 

the  impedance  of  the  circuit  in  question.     As  in  the  previous  dia- 
grams, the  horizontal    line  AB    represents  the  resistance,  or  by  a 
change  of  scale  sufficient  to  introduce  the  factor  /,  represents  the 
power  component  of  the  impressed  electro-motive  force.      The  ver- 
tical line  BC  represents  the  net   reactance  of   the  circuit,   or  the 
vector  sum  of  the  positive  reactance  due  to  impedance  and  negative 
reactance  due  to  capacity ;  while  AC  represents  the  impedance  of 
the   circuit,   or  the  impressed  E.M.F.  when   the  factor  /  is   intro- 
duced. 

432.  7.  Electrical  Properties  of  a  Simple  Circuit  with  Sev- 
eral Resistances,  Inductances,  and  Capacities  in  Series.  —  By 
the  principles  already  laid  down,  it  is  evident  that  where  a  number 
of  resistances,  inductances,  and  capacities  are  joined  in  series  in  a 
single  circuit,  the  solution  of  the  problem  may  be  directly  obtained 
by  constructing  an  appropriate  triangle  of  electro-motive  forces,  giving 
the  vector  sums  of  all  the  quantities  producing  impedance.  Either 
of   the  methods  given   in   No.   3   may  be  used,   care  being   taken 
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tn  attribute  to  each  vector  its  appropriate  direction,  positively  and 
re-^tively. 

433.    8.  Electrical  Properties  of   Circuits  with  Resistances, 
Indactazices,  and  Capacities  in  Multiple  Arc.  —  In  the  previous 
chapter  it  has  been  shown  that  in  the  case  of  a  continuous  current, 
the  total  resistance  of  a  number  of  branch  circuits  joined  in  multiple 
iiTc  is  given  by  the  reciprocal  of  the  sum  of  the  reciprocals  of  all 
:'.ie  resistances.     It  has  been  shown  that  Ohm's  formula  applies  to 
alternating  current   circuits   when    the    apparent    resistance    or   im- 
pedance of  the  circuit  is  substituted  for  R  in  the  ordinary  formula ; 
so,  in   the  case  of  alternating  currents  when  traversing  circuits  in 
multiple  arc,  if   for  R    the   impedance   of    the  various   circuits'  be 
substituted,  a  correct  solution  is  immediately  arrived  at.     Therefore 
ift  in  accordance  with    the    principles   already  laid    down,   the    im- 
pedances of  a  number  of  multiple  arc  circuits  be  determined,  and  the 
sum  of  the  reciprocals  of  these  impedances  be  obtained,  the  total 
imptdance  of  the  circuit  will  be  the  reciprocal  of  this  sum.     To  illus- 
trate the  case  by  a  concrete  diagram,  suppose  in  Fig.  215,  "Diagram 
<^f  Electro-Motive  Forces  in  a  Complex  Circuit  containing  Several 
Resistances,  Inductances,  and  Capacities  in  Parallel,"  that  G  repre- 
sents the  diagram  of  the  circuit.     Here  X  is  the  generator  to  which 
five  circuits,  A,  B,   C,  D,  and  E  are  joined  in  multiple  arc.     The 
circuit  A  has  a  simple  resistance  of  60  ohms ;  the  circuit  B  has  a 
resistance  of  30  ohms  in  series  with  an  inductance  of  .06  henry ;  the 
circuit  C  has  a  simple  capacity  of  13  mf.  ;  the  circuit  D  has  a  resist- 
ance of  50  ohms  in  series  with  a  capacity  of  5  mf.,  and  an  induct- 
ance of  .18  henrys.     The  circuit  E  has  a  simple  inductance  of  .09 
nenrys.    To  determine  the  total  inductance  of  the  circuit,  assume 
any  base  line  as  ax.     On  this  base  line  lay  off  ab  equal  to  Ry  equal 
^0  60.    As  there   is  no  inductance,  the  impedance  in  this  circuit 
/.( =  60. 

At  any  other  point  on  the  base  line,  construct  a  triangle  of  the 
electro-motive  forces  for  the  second  circuit  B,  by  laying  off  cd  =  R  = 
^^;  ^(f  vertically  and  positively  =  Zw  =  45.24.  Join  be  to  obtain 
^he  impedence  J^  =  54.27.  Proceed  in  a  like  manner  with  the 
remaining  circuits,   C,   D,   and  E,  obtaining  the   inductances  — 

/.  =  102.02,  Jj,  =  138.7,  J„  =  67.86. 
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Each  of  these  are  plain  vectors.  Obtain  now  the  reciprocal  of  each 
L»ne,  remembering  that  the  reciprocal  of  at  vector  is  a  plain  vector 
hanng  a  scalar  magnitude  equal  to  the  reciprocal  of  the  original 
vector  and  lying  in  the  same  direction.     Thus,  — 


the  reciprocal  of  y^  =  .0166, 

/,  =  .0183, 
/^  =  .0098, 


the  reciprocal  of  Jo  =  .0072. 

/^  =  .0148. 


Assume  any  point,  a\  and  draw  a'b'  parallel  to  ab^  and  make  it 
:o  any  convenient  scale  equal  to  the  reciprocal  y^. 

From  b '  draw  b  V  parallel  to  ce^  making  b  V  equal  to  the  reciprocal 
}^  From  e*  draw  e' g'  parallel  to^,  making  e'g'  equal  to  the  recip- 
rocal of  ^.  From  g^  draw  g'  j\  parallel  to  kj^  making  it  equal  to 
the  reciprocal  oi  Jj^.  From  y  draw/'/'  parallel  to  w?,  making  it 
equal  to  the  reciprocal  oi  J^.  Join  the  points,  a'  and  i\  then  the 
line  a'i'  will,  in  direction,  represent  the  resultant  electro-motive  force 
acting  in  the  circuit,  and  in  magnitude  will  be  the  sum  of  the  recipro- 
cals of  all  the  impedances  in  circuit.  Obtaining  the  reciprocal  of 
this  sum,  in  this  particular  case  equal  to  30.5,  the  total  impedance 
of  the  circuit  is  given  as  30.5  ohms. 

The  phase  of  the  impressed  electro-motive  force,  with  reference 
to  the  currents  in  the  various  branches  or  parts  of  the  branches, 
may  be  found  by  the  previously  given  rules.  The  direction  of  the 
arrows  in  the  diagram  indicates  the  direction  of  the  current  in  the 
various  parts  of  the  circuit. 

434.  Method  of  Equivalent  Resistance  and  Inductance.  — 
When  a  number  of  circuits  in  multiple  arc  are  acted  upon  by  an 
electro-motive  force,  it  is  possible,  theoretically,  to  replace  the  several 
resistances,  inductances,  and  capacities,  by  an  equivalent  resistance 
and  inductance,  remembering  that  a  capacity  is  equivalent  to  a  nega- 
tive inductance.  The  equivalent  resistance  and  inductance  would  be 
such  a  resistance  and  inductance  as  would  cause  the  same  current 
(both  in  magnitude  and  phase)  to  flow  in  the  main  leads,  as  would 
pass  when  the  several  parallel  circuits  were  connected.  The  substi- 
tution of  such  an  equivalent  inductance  and  resistance  evidently 
produces  no  change  in  the  main  circuit,  and  could  displace  the 
branch  circuits  without  producing  any  variation,  either  in  magnitude 
or  in  phase,  in  the  original  current.      The  employment  of   such  a 
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hypothetical  substitution  as  this  simplifies,  in  some  cases,  the  soli 
tion  of  problems  in  alternating  currents,  when  applied  to  a.  numbe 
of  branch  circuits.     The  application  of  this  method  is  a  direct    coi 


k 


Fig.  216.    Diagram  of  the  Method  of  Equivalent  Resistance  and  Inductance. 


ollary  to  the  proposition  of  Art.  422,  and  can  be,  perhaps,  most 
clearly  described  by  the  use  of  an  example.  Suppose  in  Fig.  216 
the  generator  G  supplies  two  leads  A  and  A',  extending  from  the 
generator  to  a  center  of  distribution.     From  this  point  suppose  four 
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circuits  B,  C,  D,  and  E  to  be  placed  in  parallel  across  the  leads,  and 
let  each  circuit  be  respectively  denominated  by  its  appropriate  letter. 
Let  the  frequency  be  169.15,  so  that  w  =  1000.    For  the  circuit  B  :  — 

R^  =  3  ohms,  Z^  =  .002  henry,  L^  =  2. 

For  the  circuit  C  :  — 
R^  =  1.5  ohms,  Lc  =  .0043  henry,  Z^.  ca  =  4.3. 

For  the  circuit  D  :  — 
Rj^  =  2.5  ohms,     Cj,  =  .00006  microfarad,     Cj,(a  =  .06,     1  /  Cd(o  =  16.53. 

For  the  circuit  E  :  — 
-^£  =  1.5  ohms,     Cg  =  .00019  microfarad,      Cg<»  =  .19,      1  /  Cgt)  ■=  5.26. 

From  the  above  data  the  impedance  of  each  branch  circuit  may 
be  directly  calculated,  as,  — 

/,  =  3.60,  /c  =  4.66,  A  =  16.72,  A  =  6.47. 

Now,  assume  any  convenient  electro-motive  force  to  act  at  the 
center  of  distribution,  uniformly  affecting  all  of  the  branch  circuits. 
For  this  purpose  it  is  very  convenient  to  assume  100  volts,  as  then 
all  the  quantities  to  be  derived  from  the  solution  will  be  in  percent- 
a^ce,  and  may  be  conveniently  and  easily  handled.  With  the  assump- 
\\y^n  of  100  volts  as  the  electro-motive  force,  calculate  from  the 
impedance  as  above  obtained,  the  currents  in  each  of  the  branches, 
obtaining,  — 

7^  =  27.8,  7^  =  21.9,  7^  =  5.98,  7^  =  18.2. 

Now,  referring  to  the  diagram,  draw  any  line  AB  to  any  con- 
venient scale,  making  AB  equal  to  100  volts.     At   A  lay  off  Ac, 

making  the  angle  BA^  equal  to  tan~^— ^.    If  the  line  AB  represents 

the  electro-motive  force,  then  the  line  Ac  is  equal  to  Ig^By  ^"^^  ^^^ 
line  fB  is  equal  to  L^J^,  In  a  similar  manner  construct  other  tri- 
angles A^B,  A^B,  and  A//B,  remembering  that  in  circuits  containing 
inductance  the  angle  6  must  be  laid  off  from  the  line  of  electro-motive 
force  negatively,  while  in  circuits  containing  capacity  it  must  be  laid 
off  positively.  From  what  has  previously  been  demonstrated,  it  is 
obvious  that  the  points  e,  c,  B,  h,  g,  and  A  will  lie  on  the  circumfer- 
ence of  a  circle  drawn  upon  AB  as  a  diameter.  On  each  of  the 
lines  Acy  Ae,  Ag,  and  Ah,  lay  off  Ad,  A/,  Ak,  and  At,  respectively. 
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equal  to  the  currents  in  each  of  the  branches,  or  in  other    words, 
divide  these  lines  by  the  resistance  in  each  branch.     The  lines   A^/, 
A/",  Kk^  and  A/,  will  then  represent,  in  direction  and  magnitude,  the 
currents  in  each  of  the  branch  circuits.     From  what  has  previously 
been  shown,  it  is  evident  that  the  vector  sum  of  all  the  currents 
would  be  equivalent  to  the  resultant  current,  or  the  current    in    the 
main  lines  A,  A'.     To  obtain  this  resultant  current  select  in  the  dia- 
gram  any  current   vector  as   A/*.     From   the  point  /  draw    a    line 
parallel  to  the  next  current  vector  Kdy  and  lay  off  fb  equal  to  A^/. 
From  the  point  b  draw  bm  parallel  and  equal  to  A/.     From  the  point 
m  draw  7nn  equal  to  Kk.     The  broken  line  hfbmn  represents  the  vec- 
tor addition  of  all  the  lines  representing  the  currents,  or  in    other 
words,^orms  a  polygon  of  currents.     This  construction  is  parallel  to 
the  polygon  of  forces  in  mechanics.     To  find  the  resultant  current, 
namely,  the  vector  sum  of  all  the  component  currents,  draw  ;/A,  thus 
completing  the  current  polygon.     Then  the  line  ;/A  will  represent, 
both   in   direction   and   magnitude,  the  current   in   the  main    leads. 
Prolong  «A  until  it  intersects  the  circumference  drawn  upon  the  line 
AB  at  O.     Then,  evidently,  the  lines  AO  and  OB  represent  respec- 
tively the  product  of  the  current  in  the  main  leads  by  such  resistance 
and  such  inductance  as  is  equivalent  to  the  vector  sum  of  all   the 
inductances  acting  in  the  branch  circuits,  or  AO  =  ^/^  and  OB  = 
Zw/^.     By  dividing  these  lines  by  the  current,  the  respective  desired 
equivalent  resistance  and   inductance   is   immediately  obtained.      In 
this  particular  example  the  current  in  the  main  leads, — 

/^  =  39.4,  RIj,  =  94.3         R  =  2.27  =  equivalent  resistance. 

Zw/i  =  33,         Zoj  =  .838,        Zca  /  od  =  .000838  =  equivalent  inductance. 

The  tangent  of  the  angle  of  lag  is  obtained  in  the  usual  manner. 

436.  By  this  method  the  currents  in  each  of  the  branch  circuits, 
and  the  equivalent  resistance  and  inductance  necessary  to  produce  in 
the  main  leads  the  same  current  as  would  flow  with  all  of  the  parallel 
circuits  working  under  the  given  conditions,  are  obtained.  The  as- 
sumption, however,  has  been  made  of  an  electro-motive  force  of  one 
hundred  volts.  If,  now,  any  other  electro-motive  force  is  operative, 
it  is  simply  necessary  to  change  the  scale  of  the  entire  diagram  by 
the  proportion  which  100  bears  to  the  real  electro-motive  force.  To 
complete  the  solution  of  the  problem,  it  must  be  recollected  that  so 
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far  no  account  has  been  taken  of  the  circuit  AA',  extending  from  the 
jenerator  to  the  "  Center  of  Distribution.'*  The  entire  solution  of 
the  problem  is  evidently  obtained  by  taking  the  vector  sum  of  the 
resistance  and  inductance  of  the  main  leads,  together  with  the 
quivalent  inductance  and  resistance  of  the  branch  circuits,  as  given 
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F\q.  217.    Diagram  of  E.M.F.  in  Mutually  Inductioe  Circuits. 

by  this  problem.     The  method  of  obtaining  the  vector  sum  of  two 
inductances  and  resistances  in  series  has  already  been  given. 

^6.  9.  The  Properties  of  Circuits  oontainingr  Mutual  Induc- 
tance.—The  most  frequent  and  important  cases  of  mutual  inductance 
^re  to  be  found  in  the  construction  of  dynamo  machinery ;  the  com- 
mon transformer  forming  a  convenient  example.  Here  two  circuits 
^e  in  close  proximity  to  each  other,  in  one  of  which  an  impressed 
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E.M,F,  acts,  producing  by  mutual  inductance  a  useful  E.M'.jR.  in  the 
neighboring  circuit.  Mr.  Kennelly^  is  the  deviser  of  the  neatest 
method  of  graphically  solving  this  problem,  of  which  the  following 
example  is  an  illustration. 

Assume  two  circuits  A  and  B,  indicated  in  Fig.  217,  "  Diagram  oi 
E.M.F.  in  Mutually  Inductive  Circuits."     For  simplicity,  a  non-mag- 
netic medium  is  predicated ;  though  by  the  simple  introduction  of  the 
permeability  factor  ^  in  the  formulae,  the  same  treatment  will   apply 
to  any  media.     Suppose  the  circuit  A  to  consist  of  a  generator  sup- 
plying an  E.M,F,  denoted  by  E^  =  1000  volts.     Let  the  resistance 
and  inductance  of  the  generator  be  respectively  r^,  =  5  ohms,  and 
4i  =  .02  hen.     Let  the  line   have  a  resistance  of  r^  =  10    ohms, 
and  an  inductance  of  /^2  =  -^l  hen.,  with  a  capacity  oi  C^  =  15  mf. 
Let  the  resistance  and  inductance  of  the  primary  coil  be  r^,  =  40  ohms^ 
and  ^3  =  .12   hen.     Then  the  total   resistance  R„  =  r„i  +  r^<^  +  r^,^ 
=  5  -}-  10  -}-  40  =  55  ohms,  and  the  total  inductance  L^  =  /^j  +  /^o 
+  /^3  =  .02  +  .01  -}-  .12  =  .15  hen.     For  the  secondary  circuit,  sup- 
pose the  resistance  and  inductance  of  the  coil  to  be  r^^  =  15  ohms, 
and  4i  =  .18  hen.,  and  for  the  leads  ^^2=  10  ohms,  and  40  =  015  hen., 
with  a  capacity  of  C^  =  8  mf. ;  with  finally  a  resistance  and  inductance 
in  the  receivers  of  r^j  =  100  ohms,  and  ^3  =  .005  hen.     Then  the 
total  resistance  and  inductance  of  the   B  circuit  is  Rf,  =  r^^^  +  r^j 
+  r,3  =  15  +  10  -h  100  =  125    ohms,   and  L,  =  l,^  +  l,^  +  4,  =  .18 
+  .015  +  .005  =  .20  hen.     Let  the  mutual  inductance  be  M=  .12 
hen.,   and   the  frequency  159.15   (in   round   numbers  160),  so   that 
a,  =  2^«  =  2  X  3.14  X  159.15  =  1000. 

437.    As  a  preliminary  to  the  final  solution,  suppose  the  circuit 
B  to  be  absent,  then  in  circuit  A  the  impedance  — 


/,  =  \J R^^^  +  ^Z^o,  _  _L  j    =  Voo-*  +  83.42  ^  99  9  ^Yims, 


Denote  the  reactance  of  circuit  A,  (  Z^co  —  i:^—]  =  83.4,  by /»„.    The 

current  in  circuit  A  is  4  =  ^aUa  =  1000/99.9  =  10  amperes 
(about).  The  triangle  of  E.M.F,  is  drawn  as  at  C  by  laying  off  from 
A  AB  =  /?^  =  55  ohms.  From  B  draw  BC  perpendicularly  and 
positively  equal  to  Z^w  =  150.     From  C  lay  off  CD  perpendicularly 

1  Electrical  Worlds  vol.  xxii.,  p.  306. 
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nd  negatively  equal  to   -—  =  66.6,  thus  leaving  DB  =  p^  =  83.4. 
C^oi 

Dnw  AD,  obtaining/,  =  99.9. 

438-  Now  suppose  circuit  B  to  be  brought  into  such  relations 
A^  circuit  A  that  the  coefficient  of  mutual  induction  M  shall  have 
the  previously  assigned  value  of  .12  hen.  The  first  effect  of  the  cur- 
rent i^  in  circuit  A  is  to  initiate  an  induced  E,M.F,  in  circuit  B 
measured  by  ©  J//^  =  jf^  =  1000  x  .12  x  10  =  1200  volts ;  tend- 
\iil  to  produce  in  B  a  current  i^  =  E^  fj^.     But  — 


Mso 


( 


Z,a)  -  -!-     =  pft  =  200  -  125  =  76, 


/6  =  ^ Rk^  +  (^6«  -  ^)  =  A?125^  -  75^  =  145.8. 


and  hence 


1200       o  o 
*h  =  T7T-27  ==  8.2  amperes. 
145.8 


Construct  now  the  triangle  of  E.AT.F,  in  the  secondary  circuit  B,  as 
shown  at  D  by  the  methods  already  given.  The  current  in  the  cir- 
cuit B  will  react  in  turn  on  A,  tending  in  that  circuit  to  set  up  an 
E.M.F.  that  would  give  rise  to  a  current  superimposed  on  the  current 
/,  that  is  already  passing.  The  modified  primary  current  will  again 
react  on  the  secondary,  causing  a  new  adjustment  of  current  value, 
this  process  continuing  till  equilibrium  is  attained.  Denoting  by  i^ 
lie  final  value  of  the  current  in  the  A  circuit,  this  value  could  be 
derived  from  the  expression  /^  =  E^j/j^,  in  which  y"^  is  different 
'rom/,.  The  value  y"^  of  the  impedance,  which  will  give  the  trne 
amount  of  the  final  current  in  the  A  circuit,  may  be  termed  the 
"Effective  Impedance;"  and  is  shown  to  be  derived  by  increasing 
the  resistance  of  the  A  circuit  by  a  quantity  is^Rf, ,  and  diminishing 
the  reactance  by  ^p^ ;  in  which  ^  ==  w  -^ Ut  •  The  final  primary  cur- 
rent then  becomes  — 

U  =  ^"  .  (175) 

In  this  example,  s  =  1000  x  .12/145.8  =  .828  ;  ^R^  =  85.5; 
and  s^p^  =  51.5  ;  therefore, — 

1000  „ 

tj^  = ^::^^^:: — —         ^ =  7  amperes. 

V{r>rj  +  85.5/-^  +  (8.S.4  -  51.5)-^ 
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It  also  follows  that  the  true  secondary  E3LF.  will  be  equal    to 
(aMij^  =  1000  X  .12  X  T  =  840  volts,  and  the  current  in  the    circuit 
B  =  /^  =  Ei./J't,  =  jst^  =  840  / 145.8  =  5.8  amperes.     This  result    is 
graphically  shown  at  C  by  increasing  AB  to  AE,  making  AE  =  js^J^i,  ; 
and  decreasing  BD  by  FD  =  ^p^.     Then  the  effective  impedance  ^^ 
is   FE  =  143.6.     The  angles  of  phase   may  be  determined  in    the 
usual  manner. 

439.  In  this  example,  only  one  of  the  circuits  has  been  given  an 
impressed  E.M.F, ;  but  the  same  method  can  readily  be  extended  to 
embrace  an  impressed  E.M.F.  in  both  circuits,  by  taking  in  circuit  B 
the  vector  sum  of  the  impressed  and  induced  E.M.F,  No  allowance 
is  made  for  hysteresis,  which  will  doubtless  limit  to  a  certain  extent 
this  method. 

440.  Impedance  Tables.  —  From  the  preceding  considerations, 
it  is  perceived  that  inductance  and  capacity,  when  of  sensible  amount, 
play  an  exceedingly  important  part  in  modifying  the  current,  both  in 
magnitude  and  direction.  For  convenience  in  treatment,  the  subject 
may  be  divided  into  two  parts  :  — 

Case  I.  —  Circuit  containing  Resistance  and  Inductance. 

Sec  a.    Two  parallel  aerial  wires  as  a  complete  metallic  circuit. 
Sec  b.    One  aerial  wire  with  ground  return. 
Sec  c.    Concentric  cables. 

Case  II.  —  Circuits  containing  Resistance,  Inductance, 

AND  Capacity. 

Secs.  ay  by  and  c,  as  above. 

Sec  d.    Effect  of  adjacent  bodies. 

Case  I.  —  Circuits  containing  Resistance  and  Inductance. 

441.  Sec  a.  —  Two  parallel  overhead  wires,  as  a  complete  me- 
tallic circuit. 

From  the  energy  equation  the  general  value  of  the  impedance/ 
in  any  circuit  containing  resistance  and  inductance  is  y/ R}  +  ZV- 
If,  in  this  expression,  R  be  unity,  thus  becoming  the  value  of  the 
ohmic  resistance  for  a  unit  of  length  of  the  conductor,  the  value  of  / 
may  be  arranged  as  a  simple  numerical  factor,  to  be  used  as  a  multi- 
plier ;  and  if  /  be  the  length  of  any  circuit,  R  its  resistance  per  unit 
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of  length,  and  y  the  impedance  factor,  the  total  impedance  of  the  cir- 
cuit becomes  JRl.  The  values  of  J  may  be  determined  graphically, 
with  sufficient  accuracy  for  common  practice,  by  the  aid  of  the  ac- 
companying tables,  with  the  avoidance  of  much  tedious  calculation. 
As  the  tabular  values  are  given  for  commercial  copper,  it  is  only 
necessary,  when  the  impedance  factor  is  ascertained,  to  multiply  it  by 
the  resistance  of  one  unit  length  of  the  proposed  conductor,  and 
by  the  length  of  the  circuit,  to  determine  the  total  impedance. 

442.   The  coeflficient  of  inductance  L  for  two  indefinitely  long 

parallel  wires   is  given  on  p.  328,  as  .5  -}-  2  log,  -,  where  L  is  the 

value  per  centimeter  of  length,  when  d  is  the  distance  between  the 
centers  of  the  conductors,  and  r  the  radius  of  the  wire,  in  the  same 
units.  For  demonstrations  of  this  formula,  the  reader  is  referred  to 
Mr.  Kennelly's  paper  on  Impedance.^  The  resistance  of  the  con- 
ductor per  centimeter,  when  p  is  the  specific  resistance,  is  R=zp  j  irr^ 
Substituting  these  values  in  the  general  expression  for  impedance,  — 


/  =  v/l+^  =  v/l+^^'(.5  +  21og.^y.  (176) 

By  inspection,  this  expression  is  resolvable  into  four  parts  ;  viz. :  — - 


4..a 


4  ttV/ 


r 


4 


and 


Each  of  these  parts,  or  components,  may  be  plotted  as  a  curve,  and 
the  value  of  the  entire  quantity  obtained  rapidly  by  summing  the 
separate  parts.  It  is  the  object  of  Table  No.  44  to  facilitate  this 
process. 

443.  The  base  line  of  the  portion  of  Sheet  1,  on  the  right  of  the 
double  line,  is  divided  into  100  equal  parts  allotted  to  the  diameter 
of  the  conductor.  The  top  of  the  sheet  is  similarly  allotted  to  the 
distance  between  the  axes  of  the  conductors.  As  the  scales  are  deci- 
mal, either,  or  both,  may  be  multiplied  or  divided  by  any  power  of  10, 
in  order  to  extend  the  range  of  the  Table.  The  vertical  axis  in  the 
center  of  Sheet  1  gives  the  values  of  d j  r.  Thus,  the  portion  of 
Sheet  1  marked  a,  bounded  by  the  top  and  bottom  lines  of  the  sheet, 
the  vertical  axis  on  the  left,  and  including  the  diagonals  to  the  equal 
part  scale  on  the  base  line,  will  give  the  value  of  ^/  r  for  a  circuit  of 

1  Trans.  A.  I.  E.  E. ;  vol.  x.,  No.  4.,  p.  203. 
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any  size  of  wire  from  .001"  to  1"  in  diameter,  and  having   the    axes 
of  the  conductors  separated  from  .1"  to  100"  apart. 

444.    On  the  left  hand  of  the  double  line,  the  curve  b  on   Sheet  1 

gives  the  values  of  f  .5  +2  log,  -  ] ,  the  vertical  axis  and  scale    for 

this  curve  being  the  same  as  that  for  df  r.     On  Sheet  2,  curve  d  on 
the  left  hand  of  the  sheet  is  an  extension  to  higher  ranges   of   the 

curve  b  of  Sheet  1,  giving  extended  values  of  f  .5  +  2  log^  -  \  .       The 

curve  c,  Sheet  1,  gives  on  the  extreme  right-hand  scale  the  values  of 
r*  in  the  same  units  as  the  base  line  of  the  sheet ;  so  if  the  base  VmG^ 
be  multiplied  or  divided  by  any  power  of  10,  this  axis  must  be  simi- 
larly multiplied  or  divided   by  the  same  power  of  10  raised  to  the 
fourth  power. 

On  the  right  hand  of  Sheet  2  is  the  frequency  curve  e,  giving  the 
value  of  ^TT^n^  I  p\ 

446.   An  example  will  illustrate  the  use  of  the  tables.     Let  it  be 
required  to  find  the  impedance  factor  of  two  parallel  wires,  No.  18 
Am.  W.  G.,  one-half  inch  apart,  working  under  a  frequency  of  150. 
The  dotted  lines  on  the  tables  indicate  the  course  to  be  followed  in 
obtaining  the  components  of  the  factor.     The  diameter  of  No.  18 
wire  is  40  mils.     On  Sheet  1  find  the  diagonal  ending  at  40.      Fol- 
low this  diagonal  until  it  intersects  a  vertical  line  passing  through  .5 
of  an  inch,  on  the  top  base  line  for  the  distance  separating  the  wires. 
In  this  case,  the  vertical  through  .5  in.  does  not  intersect  the  diagonal 
through  40  ;  therefore,  take  the  vertical  through  .05,  or,  in   other 
words,  divide  the  distance  between  the  wires  by  10.     From  the  point 
where  the  vertical  through  .05  intersects  the  diagonal  through  40, 
follow  a  horizontal  line  to   the  left,  finding  in  the  column  marked 
"  Values  of  d I  r"  the  quantity  2.45.     As  the  upper  base  line  used  as 
the  distance  between  the  wires  was  divided  by  10,  the  value  found 
for  df  r  must  be  multiplied  by  10,  making  24.5  for  the  value  of  dj  r, 
thus  determining  one  of  the  desired  components  of  the  impedance 

factor.      As  the  curve  b  for  values  of  (  .5  -f  2  log,  -  j  on  Sheet  1 

does  not  run  as  high  as  24.5,  turn  to  the  extension  of  the  same  curve 
d  on  Sheet  2.  Find  24.5  on  the  scale  marked  dj  r\  follow  a  horizon- 
tal from  this  value  to  the  left,  to  the  intersection  of  the  cur\^e.    From 
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•:1s  point  follow  the  vertical  line  downward  to  the  base  line,  finding 
4^  as  the  value  of  f  .5  +  2  log,  -  j ,  corresponding  to  rtf /r=24.5,  giv- 

i-g  the  second  component.  To  find  the  value  of  r*,  return  to  the  diag- 
r:i2il  ending  in  40  on  Sheet  1.  From  the  foot  of  the  diagonal,  follow 
I  vertical  upward  to  the  intersection  with  curve  c,  then  follow  a  hori- 
:.nla\  to  the  right  to  the  vertical  axis  marked  "Values  of  r*,"  finding 
'  '>0006  as  the  value  of  r^  the  third  component.  To  ascertain  the 
aiue  of  4  -n^ti^  j  p^,  turn  to  the  frequency  curve  e  in  Sheet  2,  find 
:iie  frequency  (150  in  this  example)  on  the  vertical  axis  on  the  right ; 
follow  a  horizontal  to  the  intersection  with  the  curve,  and  then  a  ver- 
v^ai  down  to  the  base  line,  obtaining  the  value  of  4  vhi^  j  p^  as  3.1  for 
the  fourth  component. 

446.   To  recapitulate,  the  four  components  now  stand  :  — 

1st.     l!!:!^  =  3.1,         2d.      r*  =  . 000006, 

3d.     -  =  24.5,  4th.     K5  +  21og.  -  j  =  48; 

^^^»  /  =  VI  +  [3.1  X  .000006  X  48] , 

/  =  Vn)008928, 
/  =  1.000440. 

447-  When  the  decimal  part  of  the  quantity  under  the  radical 
sign  is  less  than  .1,  the  square  root  may  be  found  with  sufficient 
accuracy  by  dividing  the  decimal  part  of  the  quantity  by  2,  and  pre- 
nxing  1  to  the  quotient.  For  greater  values  than  this,  consult  any 
^^  table  of  square  roots.  The  value  of  J  thus  found  is  the  value 
tur  one  unit  of  length.  To  obtain  the  total  impedance  of  any  circuit, 
it  is  now  necessary  to  multiply  this  factor  by  the  resistance  of  the 
conductor  per  unit  of  length  (to  be  obtained  from  any  wire  table), 
and  by  the  length  of  circuit  expressed  in  the  same  units.  In  all  cir- 
cuits falling  under  this  case,  the  value  of  y  will  be  greater  than  unity, 
indicating  that  the  effect  of  inductance  is  to  increase  the  resistance. 
As/ varies  as  1  /  ^,  it  is  evident  that  this  factor  may  be  materially 
reduced  by  bringing  the  two  conductors  as  close  together  as  possible. 
Wth  uninsulated  aerial  lines,  the  wires  must  be  separated  at  least 
jix  inches,  or  more,  to  prevent  crosses.  In  conduit  lines,  with  care- 
ful construction,  this   distance  may  be  greatly  decreased,  while  in 
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concentric  cables,  d  may  be  reduced  to  a  fraction  of  an  inch.       Th^ 
table  may  also  be  applied  to  determining  the  impedance  of  circuits 
carrying  polyphase  sine  currents  of  equally  effective  intensity,  pro 
vided  the  component  parts  of  the  circuit  are  equally  distant    fron^ 
each  other.     The  assumption  is  also  made  that  the  current  density 
is  uniform  throughout  the  entire  conductor,  and  that  the    current 
waves  penetrate  equally  throughout  its  entire  mass.     For  currents 
of  ordinary  frequency,  this  supposition  is  essentially  true,  attention 
having  been  already  directed  to  "Skin  Effect."     The  determination 
of  the  impedance  factor,  by  this  method,  is  accurate  only  when  the 
form  of  the  current  wave  is  a  sine  curx^e.     Any  departure  from  this 
form  serves  to  increase  the  value  of  the  impedance  factor,  and   must 
be  calculated  from  the  particular  shape  of  the  wave  employed.      As 
the  departure  from  the  sine  curve  is  most  apparent  in  poor  dynamo 
machinery  working  on  a  light  load,  and  as  transmission  calculations 
are  always  made  for  full  load  with  good  machinery,  the  agreement 
of  the  current  wave  to  the  theoretical  form  is  very  close,  the  method 
may  be  regarded  as  practically  accurate. 

448.  Sec.  b.  —  An  aerial  line  with  ground  return. 

When  a  circuit  is  composed  of  one  aerial  wire  placed  at  a 
height  "  // "  above  the  ground,  and  the  earth  used  as  a  return, 
Mr.  Heaviside^  has  shown  that  by  the  method  of  "Images"  the 
ground  may  be  replaced  by  an  imaginary  wire  situated  at  an  inter- 
axial  distance  from  the  real  wire  equal  to  2>i.  Such  a  circuit  imme- 
diately reduces  to  Case  1,  by  making  "^/"  in  the  formula  equal  to 
twice  the  height  of  the  line  above  the  ground. 

449.  Sec.  c.  —  Concentric  cables. 

Suppose  one  conductor  to  be  rolled  out  into  a  thin  sheet  and 
formed   into  a  tube  surrounding  the  other  conductor,  this  forming 
a  concentric  cable,  in  which  the  same  amount  of  metal  is  employed, 
and  the  distance  from  the  central  conductor  to  the  surrounding  ring 
is  maintained,  the  same  as  in  the  case  of  two  parallel  wires.     Evi- 
dently, the   resistance  of   the  circuit  is  unchanged,  and,  also,  each 
element  in  the  ring  is  at  the  same  interaxial  distance  as  in  the  origi- 
nal circuit.     The  geometrical  relations  of  the  currents  of  the  two 
conductors  are  unaltered,  and  the  impedance  may  be  calculated  by 
the  preceding  methods,  by  substituting  for  d,  in  the  preceding  nota- 

1  SeQjottr.  Tel.  Eng.,  vol.,  vii.  )5.  303. 
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:••  T.,  the  value  r  of  the  radius  of  the  external  conductor  in  the  con- 
centric cable. 

Cv>E  II.  —  Circuits   containing  Resistance,  Inductance,  and 

Capacity. 

450.    Sec.  a.  —  Two  parallel  aerial  wires  as  a  complete  metallic 
dieuit. 

The  determination  of  the  impedance  factor  for  circuits  containing 
Tes\Ntance  and  inductance  has  been  shown  to  be  a  simple  matter. 
While  both  inductance  and  capacity  are  always  present  in  all  forms 
of  electrical  apparatus,  the  capacity  effect  is  usually  much  less  appar- 
ent, and  may  be  more  safely  neglected,  than  that  presented  by  induc- 
tance.    Moreover,  in  a  single  circuit,  inductance  always   manifests 
itself  in  series  with  the  rest  of  the  circuit,  either  sensibly,  concen- 
trated at  a  single  point,  as  in  the  case  of  a  very  short  line  supplying 
travsformers,  or  else  distributed  from  point  to  point  along  the  line, 
as  exemplified  in  a  pair  of  transmission  mains.     Contrariwise,  capacity 
tsualU*  exhibits  itself  as  a  high  resistance  shunts  acting  as  a  branch 
circuit  between  the  conductors,  and  must  therefore   be  treated  by 
the  law  of  divided  circuits.     Occasions  arise,  as  in  the  construction 
of  some  forms  of  dynamo  machinery  and  in  certain  telephone  circuits, 
where  a  large  amount  of  capacity  in  the  shape  of  condensers  is  placed 
iti  series  at  one  point,  in  the  circuits.     Such  cases,  however,  do  not 
fall  within  the  scope  of  transmission  problems  as  usually  understood, 
and  when  encountered  may  be  solved  by  direct  application  of  the 

fonnula  y /^^  +  fZw 7^)-     Consider  the  case  of  an  aerial  line. 

Here  are  two  indefinitely  long  parallel  conductors,  each  having  a 
surface  equal  to  the  length  of  one-half  the  circuit  multiplied  by  the 
circumference  of  the  conductors,  and  separated  by  a  stratum  of  air 
equal  to  the  distance  between  the  wires.  Evidently  this  combination 
p^si^esses  all  the  characteristics  of  a  condenser  placed  across  the 
conductors.  If,  now,  the  circuit  be  supposed  to  be  subdivided  into 
a  large  number  of  equal  parts,  each  of  one  linear  unit  in  length,  and 
each  part  on  one  conductor  be  conceived  of  as  joined  to  the  corre- 
sponding part  on  the  other  conductor  by  a  condenser  having  a  capacity 
equal  to  the  capacity  of  the  line  per  unit  of  length,  the  line  may  be 
represented  as  the  sum  of  a  great  number  of  branch  circuits,  each 
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containing  a  capacity  equal  to  the  capacity  per  unit  of  length.  Th< 
total  impedance  of  such  a  circuit  is  the  reciprocal  of  the  vector  sun 
of  all  the  reciprocals  of  the  branches.  Moreover,  as  even  dry  air  n 
not  a  perfect  dielectric,  and  as  aerial  circuits  are  rarely,  if  e\'er,  im 
mersed  in  even  moderately  dry  air,  there  will  also  be  a  certain  amount 
of  leakage  across  the  conductors  per  unit  of  length;  and  thus  the 
branch  circuits  along  the  conductor  may  be  regarded  as  circuits  hav- 
ing a  capacity  equal  to  the  capacity  per  unit  of  length  of  the  line,  in 
series  with  a  resistance  equal  to  the  insulation  of  the  line  per  unit  of 
length.  The  line  may  now  be  regarded  as  a  number  of  branch  cir- 
cuits, containing  resistance,  inductance,  and  capacity,  and  treated 
accordingly.  The  full  and  exact  solution  of  this  problem  leads  to  the 
use  of  hyperbolic  functions  and  complex  algebraic  quantities.      There 

> 

are  three  methods  of  approximation  which  avoid  mathematical   diffi- 
culties, and  which  may  be  quickly  and  rapidly  applied. 

461.  1.    When  the  line  is  not  over  three  to  five  miles  in  length, 
the  total  capacity  and  leakage  may  be  considered  as  concentrated  in 
an  equivalent  condenser  placed  across  the  center  of  the  line.      There 
are,  then,  two  parts  of  the  circuit  to  consider.     First :  The  portion 
extending  from  the  generator  to  the  center  of  the  line,  having  a  re- 
sistance and  inductance  equal  to  one-half  of  the  total  resistance  and 
inductance  of  the  line.     Second  :  At  the  center  of  the  line  is  a  branch 
circuit  consisting  of  two  parts  ;  one  having  a  resistance  and  inductance 
equal  to  one-half  of  the  total  line  resistance  and  inductance,  and  the 
other  a  resistance  and  capacity  equal  to  the  total  line  capacity  and 
line  insulation.     The  joint  impedance  of  these  branches  is  to  be  ob- 
tained by  either  the  method  given  on   p.  351   or  that   on   p.  353. 
Having  obtained  this  joint  impedance,  it  is  necessary  to  add  it  to 
the  impedance  of  the  first  portion  of  the  circuit,  remembering  that  the 
vector  sum  is  the  desired  quantity. 

462.  2.  A  closer  approximation  may  be  obtained  by  dividing  the 
line  into  any  desired  number  of  parts,  attaching  to  each  its  proper 
resistance,  inductance,  ai)d  capacity,  and  obtaining  the  joint  impe- 
dance of  all  these  branches,  as  above  indicated.  In  this  way  accuracy 
may  be  carried  to  any  desired  limit  that  the  patience  of  the  operator 
will  permit. 

463.  3.  As  capacity  is  equivalent  to  a  negative  inductance,  it 
can  be  shown  ^  that  for  an  aerial  line  uncomplicated  by  the  resistance, 

1  See  Traite  de  Telegraf'hie,  par  T.  Tomas.  p.  .313. 
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liuctance,  and  capacity  of  the  receivers  at  the  end  of  the  line,  the 
.r.iHrdance  may  be  expressed  by  — 


/  =  ^R^  +  (Z:  —  i  CR^f  co^  (177) 

454-  Tabular  Values.  —  For  all  these  methods,  the  capacity  per 
^r.it  of  length  of  the  line  is  required.  Unfortunately,  the  capacity  of 
1  circuit  is  a  function,  not  only  of  the  geometrical  relations  of  the 
onductors  and  the  potential  acting,  but  is  also  affected  by  the  geo- 
metrical relations  of  the  circuit  to  all  other  neighboring  bodies.  Thus, 
f  jr  the  simple  case  of  an  ordinary  aerial  line,  to  accurately  ascertain 
the  capacity,  consideration  must  be  given  not  only  to  the  two  con- 
ductors, but  to  the  presence  of  the  poles,  insulators,  and  cross-arms, 
or  other  supports,  and  also  to  the  earth  itself.  If  other  conductors 
are  in  the  immediate  vicinity,  the  results  are  still  further  involved, 
while  if  the  neighboring  wires  are  under  electrical  action,  the  mutual 
reactions  present  a  problem  of  the  greatest  complexity.  If  the 
mutual  effect  of  two  parallel  wires  of  a  radius  r  and  separated  by  a 
distance  d,  is  considered,  while  the  reaction  of  neighboring  bodies, 
the  earth  included,  be  neglected  (which  in  a  majority  of  cases  is  sen- 
sibly true),  Mr.  Heaviside  *  shows  that  the  capacity  is  determined  by 
the  expression  —  ^ 


4  log,  - 

r 

Here  the  value  of  C  is  in  electrostatic  C.  G.  S.  units. 

On  Sheet  3,  Table  No.  44,  f  and  f  are  plotted  for  this  value 
of  C,  To  use  these  curves,  the  ratio  oi  dj  r  \s  found  from  the  di- 
agonal scale  a.  Sheet  1,  and  the  value  of  C  is  ascertained  by  fol- 
lowing a  horizontal  line  from  the  value  of  d I  r  (found  as  previously 
described  on  Sheet  1),  on  the  left-hand  scale,  to  its  intersection  with 
the  curve  f  or  f ,  and  then  a  vertical  line  to  the  top  or  bottom 
of  the  sheet.     Here,  on  the  scale  marked  — 

1 

4  log,  - 

r 

will  be  found  the  value  of  C.  To  illustrate  :  Assume  two  bare  wires, 
Xo.  00,  are  placed  on  insulators  in  a  conduit  6"  apart.  As  the 
conductor  is  365  mils  diameter,  r  =  183  mils  (.463  cm.)  and  d  =  6" 

1  EUcirical  Paper Sy  vol.  i.,  p.  43. 
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(15  cm.).  On  Sheet  1,  as  already  explained,  find  the  value  of  ti  I 
as  32.4,  then  turning  to  Sheet  3,  find  32.4  on  the  left-hand  sea! 
marked  ^^ dj  r''  \  follow  a  horizontal  line  to  the  curve  f,  value  of 

1 


41ogi 


r 


then  follow  a  vertical  to  the  top  scale  of  the  Table  marked  Values  o 

1 


41ogi 


d' 


finding  .074   as   the  desired  capacity  of   the  wires   in  electrostatic 

C.  G.  S.  units,  per  centimeter  of  length. 

466.    Usually  capacity  in  microfarads  per  unit  of  length  is  a  more 

convenient  quantity  for  the  purpose  of  calculation.     The  following. 

Table  No.  45,  gives  the  necessary  multipliers  suflScing  to  transform 

E.  S.  C.  G.  S.  units  into  M.F.  for  each  of  the  customary  units   ol 

length. 

Table  No.  45. 

Multipliers  to  Transform  E.  S.  C.  G.  S.  UnitB  into  M.F.  per  Unit  of  Iienfirtli. 


E.  S.  C.  G.  S.  Units 
Multiplied  by 

Equals  M.F.  per 

E.  S.  C.  G.  S.  Units 
Multiplied  by 

Equals  M.  F.  per 

.19 
.036 

Mile  of  5280  feet. 
1000  feet. 

.000106 
.1206 

Yard. 
Kilometer. 

466.    Thus,  in  the  example,  .074  x  .19  =  .01405  M.F.  per  mile, 
it  will  be  seen  that  the  vertical  scales  djry  2  k  j  r,  and  2  hj  d  have 
two  sets  of  numbers,  one  in  heavy  type,  and  one  in  light.     There  are 
two  curves  for  each  expression,  one  drawn  with  a  heavy  line,  and  one 
with  a   light  line.     Also,  the    horizontal    scales  for  the  heavy  line 
curves  will  be  found  at  the  bottom  of  the  sheet,  and  for  the  light 
line   curves   at    the   top.     The    heavy  type  on    the  vertical    scales 
correspond  to  the  heavy  curves,  the  values  of  which  must  be  read 
off   on   the  scales  at  the  bottom  of   the  sheet,  while  the  light-face 
type  on  the  vertical  scales  corresponds  to  the  light  curves,  values  of 
which  must  be  read  on  the  scales  on  the  top  of  the  sheet.    The  hea\7 
curves  are  drawn  for  the  small  values  of  d I  r  from  0  to  20,  and  the 
small  values  of  2A/r  and  ^hjd  from  1  to  2,000;  while  the  light 
curves  are  for  larger  values  of  dj  r  from  20  to  500,  and  the  large 
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Tilues  oi2hl  r  and  2/il  d  from  2,000  to  20,000.  Having,  by  means 
:  the  Tables,  ascertained  the  value  of  the  line  capacity  per  unit  of 
.z^:^\  the  impedance  may  be  determined  by  either  of  the  above 
scthods  at  the  discretion  of  the  operator. 

457,    Sec.   b,  —  One  aerial  wire  with  ground  return. 
By  means  of    the  method  of  "  Images,"  as  indicated  on  page  364, 
i:  can  be  shoMrn  that  the  capacity  of  an  aerial  wire  with  a  ground 
return  is  given   by  the  expression  — 

1 


C  = 


^  d 

4  log,  '^- 


nd  the  value  of  this  formula  may  be  at  once  derived  as  just  de- 
scribed, by   substituting  id  for  d. 

468.    Sec.  c,  —  Concentric  Cables. 

When  one  of  the  conductors  is  rolled  into  a  cylinder  surrounding 

ine  other,  forming  a  concentric  cable,  the  geometrical  relations  of 

the  circuit  are  not  altered,  and  the  capacity  may  be  expressed  by  the 

^ame  formulae,  by  substituting  r\  the  radius  of  the  outer  conductor, 

for  d.     In  the  formula  — 

1 


C  = 


4  log,  - 
r 


the  value  of  C  is  for  one  unit  of  conductor  length,  and  the  total 
capacity  is  obtained  by  multiplying  by  the  entire  length  of  the 
circuit.  In  speaking  of  concentric  cables,  it  is  usual  to  consider  the 
ItHgth  of  the  cable^  which  is  only  one-half  the  length  of  the  circuit 
contained  by  the  cable ;  and  if  the  formula  — 

4  log*  — 
r 

used  to  give  the  capacity  of  a  cable,  be  multiplied  by  the  length  of 
the  cable,  the  result  will  be  only  one-half  the  desired  amount.  It  is 
necessary  that  the  value  of  C  be  multiplied  by  the  cable  circuit  or 
twice  the  length  of  the  cable  for  the  true  capacity,  and  the  formula 
reduces  to  the  common  expression  — 

c-      1 

2  logf  ^ 


I 
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469.    Sec.  d,  —  Effect  of  adjacent  bodies. 

In  the  consideration  of  capacity  effect,  attention  has  only  so  far 
been  given  to  the  mutual  reactions  of  the  two  conductors  forming 
the  circuit.  If  circuits  were  always  perfectly  insulated  so  as  to  be 
electrically  separated  from  all  other  bodies,  there  would  be  no  further 
modification ;  but,  in  view  of  defective  insulation,  it  becomes  neces- 
sary to  recognize  the  pressure  of  other  bodies.  Take  the  simple 
case  of  a  single  wire  of  radius  r,  set  at  a  height  //  above  the  ground, 
with  a  ground  return  as  modified  by  the  pressure  of  an  additional  wire 
of  the  same  size,  set  at  a  distance  d  from  the  first  wire.  Mr.  Heavi- 
side  shows  (in  the  article  above  referred  to)  that,  under  these  cir- 
cumstances, — 

.4343^2  log  — 

On  Sheet  3,  Table  No.  44,  there  will  be  found,  on  the  right-hand  side 
of  the  center  vertical  scale,  a  set  of  diagonals  a'  for  ascertaining 
the  values  of  2k  j  d  and  2/i  j  r.  The  height  above  the  ground  //  is 
on  the  top  horizontal  scale,  while  the  diameter  of  the  conductors  and 
the  distance  between  them  will  be  found  on  the  bottom  scale;  the 
portion  of  the  table  is  used  in  a  manner  similar  to  that  given  for  the 
a  on  Sheet  1.  As  an  example,  assume  a  No.  00  wire  10  ft.  from 
the  ground,  with  a  second  No.OO  wire  6"  from  it.  Here,  the  dia- 
meter of  the  wire  is  365  mils,  hence  r  =  183,  d  =  &'  =  //  =  10  ft. 
=  120".  Find  2///^=  40,  by  following  a  diagonal  from  6  on  the 
lower  bottom  scale  to  its  intersection  with  a  vertical  through  120  on 
the  top  scale,  and  then  a  horizontal  to  the  scale  marked  "  2//  /  rf," 
finding  40  as  the  desired  value.  Find  2/i  /  r  =  1,310,  in  a  similar 
manner.     Then  determine  the  values  of  — 

.4343  ^2  log -?'^')         and 

by  following  a  horizontal  from  1,310  to  the  intersection  with  the 
respective  curves  gl  and  h',  and  then  a  vertical  to  the  lower  scales, 
getting  respectively  2.7  and  38.8  as  the  desired  values.     The  value 

for  I  2  logi/l  +    ^     J    is  gained  in  a  similar  manner,  as  10.26. 
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by  following  a  horizontal    through  40  to  the  intersection  with  the 
X  -rve    i,  and   then   a   vertical   to  the  top   scale,    obtaining  10.26  ; 


±en. 


C  = 


2.7 


=  .094  electrostatic  C.  G.  S.  units. 


38.8  —  10.26 

In  a  similar  manner  the  effect  of  more  than  one  adjacent  wire 
TTiay  be  obtained.  The  problem,  however,  soon  becomes  so  complex 
25  to  be  very  diflficult  of  solution.  The  addition  of  a  second  wire 
Txreases  the  capacity  about  11  per  cent,  and  with  three  more  wires 
the  increment  is  about  24  per  cent.  Probably  the  most  important 
case  of  the  effect  pf  adjacent  bodies  is  the  consideration  of  the 
reaction  of  the  earth  on  a  complete  metallic  circuit.  For  this  com- 
bination Mr.  Heaviside  shows  that  the  capacity  is  given  by  the  ex- 
rression  —  r- 

.4343  /'21og0    '     ^"^ 


C  = 


( 


2  log 


2h 


-2  log 


(179) 


The  solution  of  this  formula  is  made  in  the  same  manner  as  given 
lor  the  preceding  case.  Assuming  the  same  data  as  in  the  last 
example,—   ^  1^39 


C  = 


=  .048  electrostatic  C.G.S.  units. 


38.8  —  10.26 

460.  Character  of  Dielectric.  —  In  the  preceding  formulae  for 
capacity,  the  value  of  the  specific  inductive  capacity  of  the  dielectric 
bas  been  assumed  as  1,  the  value  for  air.  Should  any  other  sub- 
stance be  used,  the  formulae  must  be  multiplied  by  the  proper  co- 
efficient ky  for  difference  in  specific  inductive  capacity ;  the  value  for 
i  will  be  found  in  Table  No.  46. 

Table  No.  46. 

Specific  Inductive  Capacity. 


NaMK  or  SUBSTANCS. 

Spkcipic  Induc-    ! 
TivK  Capacity. 

Namb  op  Substancb. 

Specific  Induc- 
tive Capacity. 

Air 

Glaw 

Shellac 

Sulphur 

Gutu-percha 

Ebonite 

India-rubber 

Turpentine 

Petroleum 

Paraffinc 

Carbon  Pi-snlphtde       .     . 

1 

1.90  to  3.013 

1.06  to  2.740 

1.93 

2.580  to  4.20 

2.284 

2.220  to  3.70 

2.100 

1.6  to  2.070 

1.98  to  2.00 

1.810 

Carbon  Di-oxide     .     .    . 

Hydrogen 

Vacuum 

Yellow  Wax 

Resins 

Hooper's  Composition  . 

Mica 

Flint  Glass,  extra  dense  . 
Distilled  Water .    .    .    . 

Ozokerite 

,    Pitile 

1.00066 

.99967 

.99M1 
1.86 
1.80 
3.10 
5.00 

6.55  to  10.10 
76.00 
2.13 
1.80 

I 
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CHAPTER   IX. 

BERIEB  DISTRIBUTION. 

Art.  461.  Origin.  —  In  the  earliest  attempts  to  distribute  en- 
ergy by  means  of  electricity,  one  source  of  supply,  or  generator,  was 
connected  directly  with  a  single  device  for  utilizing  the  energy  pro- 
duced. The  generator  and  receiver  were  separated  by  but  a  short 
distance;  and  thus  a  simple  circuit  of  wire,  sufficient  to  carry  the 
small  amount  of  current  produced  by  the  early  dynamos,  was  amply 
sufficient  for  the  purpose  required. 

462.  The  next  step  in  the  development  of  distribution  was  the 
introduction   of  two  or  more  receiving   mechanisms  placed  succes- 
sively upon  the  same  circuit.     From  this  as  a  starting-point  systems 
for  supplying  electrical  energy  have  gradually  grown  until  they  have 
attained  their  present  complexity,  involving  miles  of  mains  receiving 
from  central  stations  of  immense  size  amounts  of  energy  to  be  meas- 
ured by  thousands  of  horse-power,  and  distributing  the  same  over 
many  square  miles  of  territory.     So  long  as  a  single  generator  sup- 
plied but  one  receiver,  the  load  was  a  constant  one,  the  receiver, 
when  running,  absorbing  all  the  energy  delivered  by  the  generator, 
and  the  generator  operating  under  no  load  when  the  receiver  was  cut 
out  of  service.     In  modern  systems  the  load  not  only  varies  in  quan- 
tity from  time  to  time,  thus  varying  the  demands  placed  both  on  the 
distributing  system  and  upon  the  generators  ;  but  often  the  load  is  a 
movable  one,  its  position  with   reference  to  the   generating-station 
constantly  varying.     Thus  it  is  apparent  that  with  the  developments 
of  new  and  additional  methods  for  utilizing  electrical  energy  many 
complicating  factors  have  been  introduced  into  the  problem  of  distri- 
bution. 

463.  Classification.  —  The  quantity  of  energy  carried  by  any 
circuit  is  measured  by  the  product  of  two  factors,  one,  the  electro- 
motive force  or  pressure,  being  that  unknown  quality  of  this  form  of 
energy  by  means  of  which  it  is  enabled  to  overcome  resistance,  and 
the  other  the  quantity  or  amount  of  electricity,  which,  by  the  aid  of 
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Lie  electro-motive  force,  is  set  in  motion,  and  is  therefore  capable  of 
5.ing  work.      Three  methods  may  therefore  be  employed  for  varying 
tit  amount  of  energy  delivered  by  any  circuit.     If  the  quantity  of 
eiectricity  remains  constant,  the  quantity  of  energy  will  vary  directly 
as  the  electro-motive  force.     If  the  voltage  is  kept  constant,  and  the 
qjantity  of  current  varied,  the  amount  of  energy  transmitted  will  be 
Li  direct  proportion  to  this  variation.     To  state  the  relation  in  mathe- 
matical language,  if  Q  be  the  quantity  of  energy,    V  the  voltage  of 
the  circuit,  and  /  the  amount  of  current  in  amperes,  Q  varies  directly 
"ttthe  product  of  V  I.     Thus  it  is  apparent  that  by  yarying  either  of 
the  factors,  the  amount  of  energy  transmitted  to  any  point  may  be 
Cvmsequently  changed  in  any  desired  degree.     It  is  also  plain  that  a 
similar  change  could  be  effected   by  varying  both  the  current  and 
eiectro-motive  force.     For  most  purposes,  however,  the  variation  of 
toth  factors  introduces  undesirable  complications  to  such  an  extent 
that  this  latter  method  is  rarely,  if  ever,  adopted.     To  recapitulate, 
therefore,  circuits  may  be  treated  :  — 
First.    As  constant  current  circuits. 
Second,    As  constant  potential  circuits. 

The  problem  of  distribution  under  either  of  the  preceding  divis- 
ions may  still  further  be  varied  by  the  relative  position  of  the  gen- 
erator and  receivers.  Under  the  supposition  either  of  a  cofistant 
current  or  a  constant  potential  circuit,  the  receivers  may  either  be 
placed  at  a  constant  distance  from  the  generating-station,  or  may, 
from  time  to  time,  occupy  a  varying  position  with  reference  to  the 
same.  So  four  conditions  arise  under  which  distribution  may  be 
considered. 

1.  Constant  Current  Circuits  having  the  generators  and 
receivers  at  fixed  distances  respecting  each  other. 

2.  Constant  Current  Circuits  having  the  generators  and 
receivers  at  varying  distances  respecting  each  other. 

3.  Constant  Potential  Circuits  having  the  generators  and 
receivers  at  constant  distance  respecting  each  other. 

4.  Constant  Potential  Circuits  having  the  generators  and 
receivers  at  varying  distances  respecting  each  other. 

464.  1.  Constant  Current  Circuits  with  Generators  and  Receivers 
a^  Fixed  Distances.  —  From  the  first  attempts  involving  a  single 
generator   delivering   all   of   its    energy  to    one   receiver,  the    next 


874  THE  ELECTRICAL    TRANSMISSION  OF  ENERGY. 

Step  was  to  embrace  along  one  circuit  two  or  more  receivers,  placed 
one  after   the  other.     As  the  receivers  were   arranged   succeeding 
each  other,  having  the  same  current  pass  through  all  of  them,  this 
kind  of  circuit  came  to  be  known  under  the  name  of  "  Series  Dis- 
tribution."    The  current  through  the  entire  circuit  being  a  constant 
one,  this  method  is  particularly  adapted  to  installations  covering  a 
large  territory,  in  which  the  load  throughout  the  entire  area  is  essen- 
tially uniform.     Municipal    illumination,   whether  by  arc   or   incan- 
descent lamps,   is   properly  arranged   by  the  series  system.      The 
operation  of  motors  upon  series  circuits  is  perfectly  feasible,  espe- 
cially if  the  motor  load  be  so  reasonably  constant  that  the  machines 
may  run  steadily  and  uniformly.     As  all  of  the  receivers  are  traversed 
by  the  same  current,  the  conductor  that  successively  unites  them  is 
most   simply  arranged    along  the  sides  of  an  irregular   polygon   of 
which  the  various  receivers  form  the  apices.     The  location  of  the 
line  should  therefore  be  designed  by  a  careful  examination  of  the 
proposed  site  of  the  circuit,  in  order  to  select  among  all  of  the  possi- 
ble locations  that  which  will  give  a  polygon  having  the  shortest  total 
perimeter.     Frequently  the  arrangement  of  city  streets,  or  regula- 
tions of  city  authorities,  militate  against  the  selection  of  the  shortest 
and   most  direct   route  for  the  circuit.     The  dictates  of  economy, 
however,  indicate  that  special  attention  should  be  given  to  arranging 
the  circuit  with  a  view  to  attaining  the  minimum  length  of  conductor 
that  can  possibly  be  selected. 

465.  Location  of  Station.  —  After  the  location  of  the  circuit  is 
determined,  it  is  entirely  immaterial  at  which  point  upon  the  route 
the  central  station  is  placed.  Should  it  be  impracticable  to  locate 
the  plant  exactly  upon  the  line  of  the  route,  it  should  be  situated  as 
near  to  it  as  circumstances  will  permit ;  and  all  locations  giving  the 
same  distance  measured  along  the  line  of  the  conductor  from  pole  to 
pole  of  the  generators  are  equally  favorable.  This  latitude  in  the 
location  of  the  central  station  is  one  of  the  most  valuable  properties 
of  the  series  system ;  for  it  allows  the  selection  of  the  site  of  the  cen- 
tral station  to  be  entirely  controlled  by  such  conditions  as  economy 
in  cost  of  real  estate,  availability  of  fuel,  water  supply,  etc. 

466.  Current  Density  in  Main  Circuit.  —  As  soon  as  the  loca- 
tion of  the  circuit  is  selected,  it  becomes  possible  to  design  the  line. 
Here  the  engineer  must  make  such  a  selection  between  the  dimen- 
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IS  for  the  conductor  as  indicated  by  strict  rules  of  economy,  and 

these  proscribed  by  the  commercial  limitations  of  manufactured  goods, 

as  will  lead  to  the  best  and  most  economical  design.     The  nature  of 

:he  ser\'ice  to  which  the  plant  is  to  be  applied  is  usually  the  chief 

rneming  condition  ;  so  a  reasonably  accurate  knowledge  of  the  num- 

:cr  of  receivers,  the  current  and  electro-motive  force  of  each,  and  the 

resistance  of  the  line,  must  be  known,  together  with  a  parallel  knowl- 

clj^e  of  the  properties  of  the  generators  obtainable,  in  order  that  the 

>upply  and  demand  of  station  and  line  may  be  mutually  adjusted. 

As  the  plant  is  to  be  a  constant  current  one,  in  which  all  parts  of 

the  circuits  are  traversed  by  the  same  current,  it  is  apparent  that  all 

the  receivers  must  be  capable  of  operating  under  this  imposed  cur- 

leivt,  and  that  only  such  receivers  as  can  do  so  must  be  placed  in  the 

circuit.      Only  such   generators  as   can   supply   this   predetermined 

current  can  be  used  in  the  station.     By  varying  the  electro-motive 

force  at  the  terminals  of  the  receivers,  different  amounts  of  power 

can  be  supplied  to  different  customers. 

Let  /  =  the  current  selected  for  the  line  in  amperes. 

E  =  the  electro-motive  force  of  the  station. 
/,  /,  /',  etc.  =  electro-motive  forces  of  the  different  receivers. 
«,  «',  n'\  etc.  =  the  number  of  each  kind  of  receiver. 
R  =  the  resistance  of  the  line. 

Z  =  the  length  of  the  line  from  pole  to  pole  of  the  station. 
S  =  the  cross-section  of  the  conductor. 
p  =  the  specific  resistance  of  the  conductor. 

The  energy  demanded  by  the  receivers  is  evidently  — 

l./(ne  +  uV  +  a/V  -f  etc.).  (180) 

The  resistance  of  the  line  is  — 

R  =  -^. 

In  order  to  deliver  a  current  of  /  amperes  to  the  customers,  an 
amount  of  energy  equal  to  pZ/2  /  5  must  be  expended  in  the  line ; 
the  station,  therefore,  must  supply  energy  to  the  amount  of  — 

£/  =  2/  (ne  +  hV+  « V-f  etc.)  +  -^^  .  (181) 

The  number  of  receivers,  the  current,  and  electro-motive  force  required 
by  them,  with  the  length  of  the  conducting  circuit,  are  fixed  by  the 
general  condition  of  service  that  the  proposed  plant  is  intended  to 
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perform  ;  so  in  equation  (181)  there  remains  E^  p,  and  5  as  possible 
variables  whose  value  is  to  be  determined  by  the  designer  according 
to  the  best  economic  condition.     Experience  has  eliminated  all  mate- 
rials except  copper  from  circuits  designed  to  supply  power ;   p,  there- 
fore, may  always  be  assumed  as  the  specific  resistance  of  this   metal. 
In  the  selection  of  E,  the  engineer  is  limited  to  the  existing  commer- 
cial forms  of  dynamos,  or  some  combination  of  them.     It  is  advisable 
to  keep  E  as  low  as  possible ;  for  with  high  potentials  the    danger 
and  difficulties  to  be  encountered,  the  probabilities  of  interruption  to 
service,  and  the  expense  of  maintenance  are  largely  increased,  thus, 
in  reality,  5  becomes  the  important  variable ;  solving,  then,  for  S,  — 

Q  _. pEi cas^) 

E-^  (fie  +  //V  +  //V  +  etc.).  '  ^      ''^ 

For  an  exact  solution  of  this  equation  the  value  of  E  must  be  known. 
This,  however,  as  has  been  seen,  may  vary  within  what  may  be 
called  commercial  limits.  Now,  as  the  cost  of  the  line  varies  quite 
closely  with  S,  it  becomes  important  to  inquire  into  the  conditions 
governing  5  and  E  that  shall,  in  the  most  commercial  manner,  reduce 
original  outlay  and  maintenance. 

The  quantity  S  / 1  is  the  current  density  per  unit  of  area  of  the 
conductor,  and  is  frequently  used,  lines  being  simply  proportioned  so 
that  the  current  density  shall  not  exceed  a  certain  predetermined 
amount. 

467.    Eoonoinioal  Conditions.  —  So  long  as  electrical  distribu- 
tions were  comparatively  of  small  magnitude,  involving  but  a  single 
generator  supplying  one  receiver  and  requiring  but  a  limited  circuit, 
the  question  of  economy  in  the  conductors  occupied  but  a  small  and 
subordinate  field  of  consideration.     A  wire  amply  large  enough  to 
transmit  all  of  the  energy  was  introduced  with  but  little  thought  as 
to  the  cost  of  the  circuit.     As  soon,  however,  as  systems  of  distribu- 
tion commenced  to  ramify  over  areas  of  magnitude,  the  cost  of  the 
copper  conductors  immediately  arose  to  a  position  of  great  impor- 
tance, in  many  cases   equalling,  if  not  exceeding,   the  cost  of  the 
remainder  of  the  plant ;  therefore  rendering  it  imperative  that  their 
design  should  be  treated  with  the  utmost  care  along  the  lines  of  the 
most  rigid  economy. 

In  designing  a  system  of  conductors,  eight  points  must  be  care- 
fully considered  in  order  to  secure  the  best  results. 
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1.  The  conductors  nmst  be  so  proportioned  that  the  energy  trans- 
mitted through  them  will  not  cause  an  undue  rise  of  temperature. 

i  The  conductors  miist  have  such  mechanical  properties  as  to 
enable  them  to  be  successfully  erected,  and  so  durable  as  to  require 
I  minimum  of  annual  maintenance. 

3.  The  conductors  may  be  so  designed  as  to  entail  a  minimum 
irst  cost  in  line  construction. 

4.  The  conductors  may  be  designed  to  attain  a  minimum  first 
cost  for  station  construction. 

5.  The  conductors  may  be  so  designed  to  reduce  first  cost  of 
plant,  and  cost  of  operation  and  maintenance  to  a  minimum. 

6.  The  conductors  may  be  designed  to  secure  minimum  total 
iiist  cost  of  installation. 

I.  The  conductors  fnay  be  so  designed  as  to  secure  maximum 
conditions  of  good  service. 

8.  The  conductors  fnay  be  so  designed  as  to  attain  a  maximum 
of  income  with  a  minimum  of  station  first  cost. 

468.  Careful  consideration  of  the  foregoing  conditions  indicate 
such  a  degree  of  incompatibility  between  them  that  it  is  impossible 
to  fully  realize  all  in  any  one  plant.  The  skill  of  the  designer  is, 
therefore,  to  be  exhibited  in  such  a  selection  of  governing  conditions 
as  will,  in  each  particular  case,  develop  a  maximum'  service  with  a 
maximum  economy.  Compliance  with  the  first  two  conditions  is 
mcmry  in  all  distributing  installations  ;  for  if  either  the  safe  heating 
limit,  or  working  strength  of  the  conductors  be  exceeded,  the  lines 
become  positive  sources  of  danger  to  life  and  property. 

469.  1.  Desigrn  for  Heating  Limit.  —  In  every  conductor  a  cer- 
tain amount  of  energy  is  transformed  into  heat  and  wasted  by  being 
udiated  from  the  conductor  itself. 

The  most  economical  size  of  conductor  to  be  used  for  a  particular 
installation  will  then  depend  largely  upon  the  cost  of  producing 
*gy;  for,  if  the  station  operating  expenses  are  low,  so  that  the 
cost  of  production  is  small,  and  cost  of  the  conductors  comparatively 
'^ighj  it  is  obvious  that  the  least  metal  section  consistent  with  safety 
should  be  selected,  in  order  that  the  interest  on  the  cost  and  the 

■ 

^^^nlenance  expenses  of  the  conductor  may   be   a   minimum,   and 
Uance  the  cost  of  the  amount  of   energy  lost  by  transformation 

'^^to  heat 
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470.  On  the  contrary,  where  station  operating  expenses  are  high, 

and  cost  of  conductor  installation  is  comparatively  low,  the  converse 

» 

will  hold  true ;  it  being  under  these  circumstances  advisable  to  put  a 
larger  investment  of  capital  into  the  conductors  in  order  to  reduce 
the  losses  in  the  line  to  a  minimum. 

471.  It  is  conceivable  that,  under  the  first  conditions,  the  cost  of 
producing  the  energy  lost  in  the  conductors  may  be  so  great,  that  to 
attain  the  most  economical  arrangement  the  conductors  should  be 
so  small  that  the  energy  transformed  into  heat  would  be  sufficient  to 
raise  the  conductors  to  a  dangerous  temperature. 

Notwithstanding  the  masterly  investigations  of  Mr.  Kennelly  into 
the  subject  of  the  heating  of  conductors,  to  which  reference  has  been 
made  in  Chapter  VII.,  there  is  yet  hardly  as  much  experimental  knowl- 
edge on  the  subject  as  could  be  desired,  so  that  electrical  circuits  are 
often  located  in  situations  to  which  Mr.  Kennelly's  rules  do  not  fully 
apply,  or  in  which  the  service  is  of  unexpected  severity. 

The  case  of  concentric  conductors  is  one  of  peculiar  interest. 
Here  one  conductor,  being  entirely  within  and  inclosed  by  a  second, 
can  have  little  or  no  chance  for  radiating  the  heat  developed  in  it 
unless  the  limit  be  kept  to  so  low  a  point  that  the  heat  in  the  interior 
conductor  may  pass  through  the  insulating  envelope,  through  the 
second  conductor,  and  thence  through  the  exterior  envelope,  into  the 
air,  without  developing  in  the  central  conductor  a  destructive  tem- 
perature. Under  such  circumstances,  a  very  large  factor  of  safety 
must  be  allowed  in  the  heating  limit  assigned.  This  point  is  par- 
ticularly emphasized  in  Mr.  Kennelly*s  deductions.  Circuits  of  this 
kind  are  particularly  liable  to  injury  from  overheating,  as  they  are 
used  to  transmit  very  large  quantities  of  electrical  energy,  and  the 
pressure  brought  to  bear  on  the  designer  to  effect  a  saving  of  copper 
is  usually  severe.  Such  circuits  are  also  usually  inclosed  in  some 
form  of  conduit  structure  where  the  chances  for  radiation  are  ex- 
ceedingly poor.  It  is  true  that  the  conduits  being  buried  in  the  earth 
are  constantly  surrounded  by  a  low  mean  temperature,  which  greatly 
adds  to  the  safety  of  the  inclosed  circuits  ;  yet,  on  the  other  hand, 
the  lack  of  air  circulation  and  poor  conductivity,  of  either  the  earth 
or  conduit  structure,  must  not  be  lost  sight  of  in  planning  for  the 
dissipation  of  the  heat  inevitably  evolved.  For  interior  wiring, 
special  pains  should  be  exercised  in  the  design  of  the  conductors  to 
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fit^^  their  maximum  temperature  well  under  control.  While  the 
rules  of  the  various  boards  of  Fire  Underwriters  (See  Appendix  to 
Chapter  III.),  if  followed,  are  designed  to  afford  ample  protection  to 
'^viildings  carrying  electrical  circuits,  there  always  exists  a  temptation 
-n  the  part  of  the  designer,  as  well  as  of  the  contractor  and  builder, 
L»)  eflFect  economy  by  using  a  minimum  amount  of  copper,  protected 
by  a  low  grade  of  insulation ;  by  employing  the  cheapest  and  least 
efficient  forms  of  interior  conduits ;  and  to  reduce  the  number  of 
safety  appliances  to  a  minimum.  The  consumer,  on  the  other  hand, 
usually  plans  for  less  electrical  service  than  his  future  requirements 
are  certain  to  demand.  Thus  there  is  the  constant  tendency  on  the 
3iie  side  toward  insufficient  conductors  and  dangerous  installations, 
usA  on  the  other  toward  the  use  of  a  current  exceeding  that  even  for 
which  the  circuits,  conduits,  and  other  appliances  were  designed.  It 
i>  therefore  essential  to  use  particular  care  and  to  check  the  designs 
for  size  of  conductors  with  the  most  unfavorable  circumstances  that 
can  be  applied  to  the  location  in  which  they  are  placed,  as  indicating 
the  probable  temperature  that  may  be  attained  by  the  circuits, 

472.  2.  Mechaniccd  Strengrth.  —  It  frequently  occurs  that  the 
safe  heating  limit  indicates  a  wire  of  so  small  a  size  as,  mechan- 
ically, to  be  impracticable.  All  circuits,  whether  overhead,  under- 
ground, or  in  interior  conduits,  require  a  certain  amount  of  mechanical 
strength  in  order  that  the  conductors  may  be  introduced  in  their 
appropriate  places  with  a  minimum  amount  of  installation  expense, 
and  without  endangering  the  integrity  of  the  line.  The  lines  must 
likewise  have  sufficient  strength  to  withstand  for  a  reasonable  period 
of  time  the  natural  wear  and  tear  to  which  plants  of  this  kind  are 
subjected.  It  would  at  first  sight  appear  that  the  conductors,  after 
being  installed  either  in  underground  conduits,  or  as  house-wiring, 
should  be  exempt  from  disturbing  influences,  and  would  constantly 
retain  their  integrity.  On  the  contrary,  numerous  causes  are  oper- 
ative, constantly  exposing  the  circuits  to  disturbing  influences,  such 
as  settlement  and  shrinkage  of  the  structures  in  which  the  circuits 
are  inclosed,  the  mischief  done  by  rats  and  mice,  necessary  changes 
and  rearrangement  of  the  lines,  and  many  other  causes  of  similar 
description  —  all  tending  to  affect  the  mechanical  integrity  of  the 
conductors. 

In  aerial  circuits  unusual  snow  or  sleet  loads,  high  winds,  the 
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abrasion  of  tree  branches,  etc.,  are  constantly  tending  to  destroy   tHe 
conductors.      Thus,  in  many  cases,  the  safe  heating  limit  may   indi- 
cate  a    conductor    too  weak    from  a  mechanical    standpoint   to     be 
successful ;    and   the  introduction  of   such  a  circuit,  while  perhaps 
more  economical  in  first  cost,  will,  in  a  very  short  time,  prove  to   be 
enormously  expensive  from  the  standpoint  of  maintenance. 

473.  3.    Minimum  First   Cost   of  Line.  —  The    first    cost      of 
any  circuit  is  separable  into  three  distinct  elements : 

First.       The  actual  cost  of  the  copper  necessary  to  transmit  tY\^ 

required  amount  of  energy. 

Second.  The  cost  of  insulating  or  protecting  the  same  elec- 
trically. 

Third.     The  cost  of  installing  or  erecting  the  circuits. 

For   installations   simply  for  temporary  purposes,   such    as    the 
illumination    of,  or   operation   of   motors   for,    the    construction    of 
public  works,  etc.,  in  which  the  area  covered  is  of  small  extent,  and 
the  plant  only  expected  to  run  for  a  limited  portion  of  time,  the 
most  rigid  economy  should  be  exercised  in  the  design  of  the  circuit, 
and  in  the  provisions  made  for  its  introduction  ;  for  it  is  obvious 
that  the  circuit  being  in  use  but  for  a  short  period  of  time,  and  in 
a  location  where  the  wire  is  likely  to  undergo  considerable  injury, 
will  be  subject  to  but  very  little  salvage  when  the  work  for  which 
it  is  installed  is  completed.     Thus,  under  these  circumstances,  the 
cheapest  kind  of    pole-line,  with   meager  insulation,  sufficient   only 
for  purposes  of  safety  to  the  workmen,  and  embracing  the  smallest 
possible  amount  of  copper,  is  the  one  to  be  selected. 

From  such  circuits  it  is  rare  to  obtain  more  than  one-third  or 
one-fourth  of  the  value  of  the  line  as  salvage. 

The  generating-plant,  on  the  contrary,  so  far  as  dynamos  and 
engine  consist,  is  but  little  injured  by  service  of  this  kind,  and  may, 
at  the  end  of  the  work,  be  credited  back  at  almost  its  full  value. 
In  such  lines  it  usually  pays  to  waste  a  large  amount  of  energy  in  the 
conductors  in  order  to  reduce  the  first  cost  of  the  line  to  a  minimum. 

474.  With  permanent  distribution  plants  of  large  magnitude, 
such  as  are  usually  tributary  to  central  stations,  the  first  cost  of  the 
circuit,  while  it  should  receive  careful  consideration,  should  never  be 
allowed  to  militate  against  the  introduction  of  the  very  best  possible 
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^tyIe  of  conductors  adequately  designed  for  the  work  thrown  upon 
•icm,  and  protected  by  all  the  best  known  means,  either  in  under- 
r-.  und  conduits  or  on  the  strongest  and  most  substantially  con- 
strjcted    pole-lines. 

476.  4.  Minimum  First  Cost  of  Station.  —  The  minimum 
nrst  cost  of  station  is  obviously  incompatible  with  the  minimum  first 
cost  of  conductors,  for,  if  the  amount  of  metal  in  the  conducting 
circuit  be  reduced  to  the  lowest  point  of  safety,  a  very  much  larger 
namnt  of  energy  will  be  lost  in  the  circuit,  and  still  an  addi- 
::imal  amount  usually  escapes  through  leakage  due  to  defective  insu- 

To  obtain  minimum  first  cost  on  station  plant,  it  is  essential  to 
eipend  a  much  larger  capital  in  the  line,  in  order  that  the  station 
plant  may  be  enabled  to  deliver  the  requisite  amount  of  energy  to 
the  various  receivers,  without  being  loaded  with  line  losses. 

476.  In  city  locations,  where  underground  conduits  are  a 
necessity,  the  cost  of  the  circuits  is  the  largest  item  in  the  installa- 
lion  of  the  plant.  In  order  to  avoid  constant  reopening  of  the 
streets  to  accommodate  enlargements  or  extensions,  it  is  advisable 
to  work  out  the  design  of  the  conductors  on  a  sufficiently  large  scale 
to  meet  all  of  the  business  that  is  likely  to  accrue  for  several  years. 
The  conductors  under  these  circumstances  will  be  much  larger,  and 
will  cover  a  very  much  greater  territory,  than  the  immediate  demands 
of  the  business  will  indicate,  and  will  necessitate  a  corresponding 
investment.  Yet  a  structure  of  this  kind,  carefully  arranged  to 
reduce  the  annual  maintenance  to  a  minimum  is,  under  such  circum- 
stances, a  paying  investment.  The  station,  on  the  other  hand,  may 
be  planned  for  a  minimum  of  first  cost,  and  the  buildings  so  arranged 
that  additional  generating  units  may  be  added  from  time  to  time  as 
the  business  grows.  The  utility,  under  such  circumstances,  of  a 
iuper-abundance  of  copper  in  the  conductors  is  also  apparent,  as  it 
evidently  affords  to  the  station  the  ability  to  carry  the  load  thrown 
upon  it  with  the  least  expenditure  of  energy  lost  in  the  conductors 
Aeraselves,  and  with  the  least  initial  investment  of  capital. 

477.  5.  Minimum  First  Cost  of  Plant  and  Minimum  Cost  of 
Uaintenance  and  Operation.  —  To  reduce  the  initial  cost  of  the 
conducting  system  to  a  minimum,  it  is  necessary  to  employ  the 
smallest   mains   consistent   with    safety.     This  plan  causes  consid- 


88:2  THE  ELECTRICAL    7RAXSMISSION  OF  EuVERGY. 

erable  waste  of  energy  in  the  leads  by  transformation  into  heat, 
thus  increasing  the  cost  of  the  operating  expense  by  the  amount 
required  to  produce  this  lost  energy,  and  also  necessitating  such  an 
additional  expense  in  the  construction  of  the  station  as  is  required 
to  provide  the  additional  amount  of  plant  necessary  to  produce  the 
energy  wasted  in  the  conductors,  over  and  above  that  which  is 
essential  to  supply  the  demands,  of  the  customers.  Thus  undue 
economy  introduced  by  reducing  the  size  of  the  conducting  system 
may  increase  both  the  total  cost  of  the  plant  and  the  cost  of  opera- 
tion. On  the  contrary,  by  using  large  mains  of  low  resistance,  the 
lost  energy  and  cost  of  additional  station  capacity  may  be  reduced 
to  any  desired  amount,  but  only  by  a  corresponding  increase  in  the 
expense  of  the  conducting  system. 

478.  There  evidently  exists  in  every  plant  a  certain  relation  be- 
tween the  cost  of  station  equipment,  conducting  system,  and  lost 
energy  that  will  reduce  the  sum  of  these  three  quantities  to  a  mini- 
mum, indicating  the  conductor  that  in  the  long  run  will  be  the 
cheapest,  both  as  regards  the  gross  expense  of  installation  and  the 
cost  of  operation.  The  determination  of  this,  the  most  economical 
cross-section  of  the  conductor,  is  somewhat  complicated,  and  must  be 
made  for  each  plant  under  its  peculiar  conditions  of  operation,  with 
special  reference  to  the  following  considerations  :  — 

First,       Cost  of  station  per  watt  of  output. 

Second.    Cost  of  producing  energy  per  watt. 

Third.     Cost  of  conductor  per  unit  of  cross-section  and  length. 

Fourth.    Cost  of  conductor   insulation  per  unit  of   cross-section 

and  length. 

Fifth.       Cost  of  erecting  or  installing  the  line  (such  as  pole-line 

or  conduit  expense). 

Sixth.      Rate  of  interest  on  total  invested  capital. 

Seventh.  Rate  of  depreciation  upon  capital  invested  in  the  station. 

Eighth.  Rate  of  depreciation  upon  the  cost  of  the  metallic  por- 
tion of  the  conducting  system. 

Ninth.  Rate  of  depreciation  upon  the  cost  of  the  insulating  por- 
tion of  the  conducting  system. 

Tenth.      Rate  of  depreciation  upon  the  cost  of  the  conduit,  or 

pole-line. 
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47Q.  This  problem  was  first  proposed  to  electrical  engineers  by 
S\i  William  Thomson  in  1881.  The  solution  then  suggested  predi- 
cated that  the  total  cost  of  the  conducting  system  varied  directly  as 
the  weight  of  the  material  employed  for  the  conductors,  and  that 
::  w-as  simply  essential  to  make  the  annual  interest  and  depreciation 
jpon  the  cost  of  the  conducting  system  equal  to  the  cost. of  the 
ccergj"  wasted  therein.  Closer  investigation,  however,  indicates  the 
adnsability  of  considering  as  variables  all  of  the  afore-mentioned 
v\\iantities. 

480.  Scrutinizing  the  cost  of  conductors,  their  expense  may  evi- 
dtmly  be  divided  into  two  parts  —  one  the  cost  of  the  metal  em- 
?''»yed,  and  the  other  the  cost  of  the  insulating  material.  The 
expense  of  bare  wire  and  copper  strips  evidently  varies  as  their 
weight  or  cross-section ;  and  the  expense  of  the  material  for  uninsu- 
lated lines  may  be  expressed  by  the  equation  — 

y  =  bS,  (183) 

in  which  y  is  the  cost  per  unit  of  length,  5  being  the  cross-section 
of  the  conductor  expressed  in  any  desired  units,  and  b  a  constant 
depending  upon  the  varying  price  of  line  material  per  unit  of  weight. 
Stranded  cable  is  slightly  more  expensive  than  solid  conductors, 
but  this  simply  increases  the  value  of  b. 

481.  While  the  amount  of  insulating  material  necessary  to  pro- 
tect wires  and  cables  does  not  vary  exactly  with  the  area,  the  rate  of 
variation  for  all  of  the  more  common  forms  commercially  employed 
is  so  nearly  proportional  to  the  cross-section,  that  this  rate  may  be 
assumed  without  serious  error.  So,  for  any  given  class  or  kind  of 
iisulation,  the  expense  of  the  conducting  system  may,  with  sensible 
accuracy,  be  expressed  by  the  equation,  — 

y^a  +  bS,  (184) 

in  which  a  and  b  are  constants,  depending  upon  the  mode  of  manu- 
facture, and  the  kind  and  quality  of  the  insulation,  and  the  current 
market  price  of  the  material  used.  To  determine  the  constants  of 
this  equation  for  any  particular  make  of  conductor,  or  class  and 
quality  of  insulation,  the  prices  for  three  or  four  cross-sectional  areas 
should  be  obtained,  and  their  values  plotted  on  a  sheet  of  cross-sec- 
tion paper  by  assuming  the  axis  X  to  be  the  axis  of  the  areas,  and 
that  of  Y  the  axis  of  cost.     By  obtaining  three  or  four  points  in  this 
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way,  and  drawing  through  them  a  line,  a  curve  of  prices  is  obtained, 
the  tangent  to  which,  at  any  point,  is  expressed  by  the  equation, 
^  =  a  +  bS,  from  which  the  cost  of  any  desired  size  of  conductors 
may  be  readily  obtained.  Some  examples  of  such  curves  will  be 
found  in  Chap.  XII. 

482.  By  means  of  a  similar  train  of  reasoning  and  graphical  con- 
struction, the  cost  of  pole-lines,  conduits,  subways,  or  other  structures 
necessary  for  the  installation  of  the  conducting  system,  may  be  ex- 
pressed and  obtained  by  a  similar  equation  — 

y  =  rt'  +  b'S,  (185) 

in  which ^'  is  the  cost  per  unit  of  length  of  the  structure, and  a*  and 
b*  are  constants,  depending  upon  the  kind  of  line  to  be  built,  whiJe^ 
is  the  area  of  the  conductor  as  before. 

483.  The  cost  of  the  line  installation,  however,  cannot  be  nearly 
so  exactly  determined  for  variations  in  the  size  of  the  conductors,  as 
it  is  evident  that  the  style  of  installation  which  is  adopted  is  a  very 
large  factor  in  the  rate  of  vacation  of  the  cost.  In  the  ordinary  pole- 
line,  the  cost  will  be  almosj/precisely  the  same  for  a  very  large  varia- 
timvin^the  cross-sectipar^f  the  conducting  system  ;  for  a  single  line 
of  poles  maybeTnade  to  carry  either  one  very  small  conductor,  or  a 
great  many  of  large  cross-section,  the  only  additional  expense  en- 
tailed upon  the  additional  number  of  wires  being  that  necessary  for 
the  insulators,  and  the  labor  of  putting  the  lines  into  place.  Thus, 
for  pole-line  construction,  the  constant  a'  is  a  large  proportion  of  the 
value  of  J,  b^ S  being  relatively  small. 

484.  In  a  similar  manner,  that  fraction  of  the  cost  of  under- 
ground conduits,  which  is  embraced  in  the  items  of  paving,  excava- 
tion, construction  of  manholes,  etc.,  is  very  nearly  constant  over  very 
wide  ranges  of  conduit  capacity  and  line  area,  the  cost  of  the  ma- 
terial used  for  the  ducts,  and  labor  of  placing  the  same,  being  the 
chief  items  that  vary  to  any  great  extent  with  the  size  of  the  con- 
ductor. For  a  concrete  conduit,  for  example,  with  bare  wire  mains, 
the  value  of  ^ '  is  zero ;  for  this  description  of  conduit  can  contain 
any  desired  cross-section  of  conductor,  with  no  variation  in  the  ex- 
pense of  construction.  The  cost  of  placing  the  conductors  in  position 
should  be  included  in  the  term  b* y  and  will  also  be  found. to  be  sensi- 
bly constant  for  all  cross-sections,  excepting  for  conductors  of  very 


SERIES  DISTRIBUTION,  '  385 

irge  size,  but  will  vary  considerably  if  the  required  conductor  section 
5t%\t  into  several  parts. 

486.   Equations  for  minimum  first  cost  of  plant,  and  minimum 
:i:>\  oi  operation  and  maintenance. 

Let     /  =  the  rate  of  interest  charged  against  the  plant  in  per  cent. 
dx  =  the  rate  of  depreciation  charged  against  the  line  in  per  cent. 
4  =  the  rate  of  depreciation  charged  against  the  conduit  in  per  cent. 
L  =  the  length  of  the  conducting  system  in  any  desired  units. 
V"  =  the  annual  charge  against  the  line  for  interest  and  depreciation. 

The  cost  of  the  line  will  be  — 

Ly^L  [(^  +  bS)  +  {a!  +  //5)]  ;  (186) 

'Jien,         ^"  =  z  [(«  +  bS)  X  (/  +  ///)  +  (a'  +  b' S)  (/  +  ^,)].  (187) 

For  simplification,  let 

a  =  Z(«(/+//,)+'^'('  +  ^c)), 

and  y3  =  Z(^(/  +  ./,)+^0'  +  '^c)); 

to,  6^"  =  a  +  ^S,  (188) 

Let   /"=  the  number  of  hours  per  annum  that  the  plant  operates. 

K  =  the  cost  of  producing  energy  per  watt-hour,  K.VV.-hour,  or  H.P.- 
hour, 

then  assuming  the  notation  on  page  375,  pPL  /  5  gives  the  energy 
lost  in  the  line,  and  as  2/  (ne  +  etc.)  is  the  energy  supplied  to  the 
customers,  the  station  must  supply  — 

S  /(«<r  +  etc.)  +  J^^^  watts. 

The  cost  per  annum  of  the  energy  lost  in  the  line  will  be  FpPLK  j  S. 
K  K'  be  the  cost  per  watt  of  output  for  equipping  the  station,  and  i 
and  d^  the  rates  of  interest  and  depreciation  on  the  station,  then 

e^^  (/  +  d,) 

^ill  be  the  annual  charge  for  interest  and  depreciation  on  this  ex- 
pense.   If  U'  be  the  total  cost  per  annum  of  the  lost  energy,  then 

U'  =  B^  \FK  +K'  (/  +  d,)l  (189) 

For  simplification,  let 

A  =  pLP  [FK  +  K'  (/  +  ^^-)] ; 
then,  ^'  =  A. . 
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Let  £/  =  f/'  +  U'\  then 

6^=a  +  ^5  +  A;  (190) 

differentiating  with  respect  to  5, 

US 


dU=pdS'- 


•2    ' 


dS       ^       S' 

486.  A  consideration  of  this  equation  will  reveal  several  impor- 
tant deductions. 

First.  It  will  be  noticed  that  the  value  of  5  obtained  makes  that 
fraction  of  [/'  which  varies  with  5  equal  to  [/",  indicating  that  the 
most  economical  area  of  the  conductor  to  be  employed  is  that  in 
which  the  annual  cost  of  energy  expended  in  it  is  equal  to  the  sum 
of  the  interest  and  depreciation  on  that  fraction  of  the  total  capitaJ 
outlay  which  is  proportional  to  the  weight  of  the  conductor  employed. 

487.  It  is  also  to  be  seen  that  inasmuch  as  E  and  L  do  not  enter 
into  this  equation,  the  most  economical  section  of  the  conductor 
depends  simply  upon  the  amount  of  current  in  the  circuit,  and  is 
entirely  independent,  either  of  the  voltage  at  the  generators,  or  at 
the  distance  to  which  the  energy  is  transmitted. 

488.  In  selecting  the  values  for  the  various  constants  in  the 
preceding  discussion,  considerable  judgment  should  be  exercised. 

The  value  of  /,  the  rate  of  interest  upon  the  total  capital  invested, 
will  vary  according  to  the  location,  and  will  naturally  be  made  to 
conform  to  the  prevailing  rates  of  interest  for  money  at  the  location 
of  the  plant. 

489.  The  rate  of  depreciation  on  the  station.  ^/, ,  will  naturally 
subdivide  itself  into  four  constituents,  the  rate  on  the  building 
being  the  least  of  these,  which  for  fire-proof  construction  may  be 
taken  as  low  as  2  to  3  per  cent,  while  for  buildings  of  wood  or  o( 
less  permanent  character  this  constant  will  vary  from  5  to  8  per 
cent.  The  depreciation  on  dynamos,  provided  standard  types  of 
machines  are  selected,  and  are  not  allowed  to  be  dangerously  over- 
loaded, is  also  exceedingly  small,  varying  from  2  to  4  per  cent. 

490.  For  the  prime  movers,  whether  steam  or  water  motors  are 


SERIES  DISTRIBUTION.  387 

^eIected,  the  rate  should  be  considerably  higher,  varying  from  6  to 
10  per  cent,  while  on  the  boilers,  in  the  case  of  the  steam  plant,  the 
rates  of  depreciation  are  greatest,  and  should  be  assumed  at  from 
^  to  16  i>er  cent. 

4Q1.  For  the  constant  d^y  the  depreciation  upon  the  conduit  or 
py.e-line  part  of  the  conducting  system  also  varies  between  widely 
different  limits. 

4Q2.  Permanent  structures,  such  as  cement-lined  or  iron-pipe 
concrete  conduits,  or  earthen-pipe  conduits,  undergo  little  or  no  depre- 
ciation, and  for  these  structures  d^  may  be  assumed  not  to  exceed 
i  per  cent  per  annum. 

4Q3.     For  wooden  conduits  or  pole-lines,  on  the  contrary,  the 
value  of  d^  should  be  from  10  to  20  per  cent,  depending  on  the  loca- 
tion.     In  a  similar  manner  d^  the  depreciation  on  the  value  of  the 
circuits,   may  extend  over  a  wide  range.      For  lead-covered  cables 
with  the  highest  kind  of  insulation,  placed  in  underground  circuits, 
this  factor  may  be  almost  neglected.      For  rubber-covered  wire  in 
underground  conduits,  or  in  exposed   pole-lines  in  thickly  settled 
cities,  this  constant  should  have  a  value  of  20  per  cent,  or  more,  as 
the  insulation  is  very  rapidly  deteriorated  by  the  effects  of  gas  and 
water.      For  the  best  insulation  on  heavy  aerial  lines  di  should  vary 
fiom  5  to  10  per  cent ;  but  for  the  poorer  kinds,  such  as  underwriters* 
wire,  it  should  be  20  to  80  per  cent.     In  cases  where  there  are  many 
trees,  d^  may  be  as  high  as  40  to  60  per  cent. 

4Q4.  It  is  thus  evident  that,  in  determining  the  factors  entering 
into  the  interest  charge  upon  the  cost  of  the  plant,  much  careful  con- 
sideration must  be  given,  as  usually  the  tendency  is  to  place  these 
factors  so  low  that,  after  a  short  time  of  operation,  the  maintenance 
charges  are  found  to  be  very  much  larger  than  was  first  estimated, 
and  consequently  sad  inroads  are  made  into  the  net  profits  of  the 
plant. 

405.  The  determination  of  the  factor  K'  is  one  which  will  vary 
considerably  with  the  character  of  the  plant  under  consideration. 
Apparently  this  value  would  be  most  properly  computed  by  determin- 
ing the  cost  per  watt  of  output,  then  assigning  K*  such  a  fractional 
part  of  this  sum  as  is  represented  by  the  ratio  of  the  lost  energy  to 
the  total  output.  In  many  instances  this  value  is  correct.  However, 
in  the  case  of  a  large  station,  with  a  very  short  line,  this  would  proba- 
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bly  give  K*  too  great  a  value ;  while,  on  the  contrary,  in  the  case  of  \ 
small  station  with  a  very  long  line,  it  would  give  AT'  too  small  a  value 
It  is,  therefore,  essential  to  canvass  each  particular  instance  for  itself 
and  assign  to  K^  such  a  proportionate  assessment  of  the  total  statior 
value  as  seems  to  fit  the  particular  circumstances. 

496.  In  a  similar  manner,  in  assigning  a  value  to  AT,  considera- 
tion must  be  given  to  the  mutual  relations  of  the  line  and    station. 
Apparently  K  would  be  given  by  dividing  the  total  operating-  ex- 
penses by  the  total  output  in  watts ;  and  while  this  value   in    many- 
cases  is  partially  correct,  there  are  frequent  situations  in  which    it 
departs  widely  from  the  true  amount.     The  values  of  both  K '  and  K, 
and  in  fact  all  quantities  of  this  nature,  are  most  accurately  ascer- 
tained by  plotting  a  curve  as  indicated  in  Fig.  218,  in  which  the  axis 
of  X  indicates  the  varying  output  of  the  station,  and  that  of   K either 

(in  the  case  of  AT')  the  cost  of  installation, 
or  (in  the  case  of  K)  the  cost  of  producing 
energy,  and  selecting  for  the  desired  value 
of  K  or  K\  that  obtained  from  the  equa- 
tion of  a  tangent  to  the  curve  at  that 
particular  point,  representing  the  circum- 
Ivp  yj     stances  in  question.     By  this  process,  as- 

Ffg-  ii8.  suming    W  to    represent   the  capacity   of 

Diagram  toJ^rtaJn  m  Vatue  ^j^^    station,  dK'  j  dW  OV  dK  j  dlV    is    ob- 

tained,  instead  of  K/  W  or  K'  /  IV;  for 
in  all  such  calculations  the  rate  of  variation  of  the  factors  entering 
into  the  problem  is  the  true  value  desired. 

497.  Conduotor  Tables.  —  To  facilitate  calculations  for  the  most 
economical  conductor  cross-section.  Professor  Forbes  in  England, 
and  Professor  Cartwright  in  this  country,  have  calculated  a  series  of 
tables,  involving  the  cost  of  erecting  or  laying  one  ton  of  copper  and 
the  interest  and  depreciation  charges  allowed  upon  the  plant,  from 
which  the  most  economical  current  density  per  unit,  of  actual  cross- 
section  of  conductor,  can  readily  be  ascertained.  Extracts  from  the?e 
Tables  are  given  in  Table  No.  47,  A  and  B  (pp.  390  and  391). 

In  section  A,  the  left-hand  vertical  column  contains  the  rate  of 
interest  and  depreciation,  while  the  top  horizontal  line  gives  figures 
for  the  cost  of  laying,  or  erecting,  one  ton  of  copper.  This  cost 
is  supposed  to  cover  the  entire  cost  per  ton  of  the  wire  or  cable, 
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with  its    insulation,  pole-line,    conduit,  or   other    supporting   struc- 
t:re. 

In  section  B^  the  left-hand  vertical  column  indicates  the  cost  of 
-"'^rg)',  in  terms  of  one  electrical  horse-power,  at  the  terminals  of  the 
generating  station,  while  the  top  horizontal  lines  give  the  area  of 
::.e  conductor  in  square  inches,  or  in  circular  mils.  This  Table  is 
calculated  for  a  current  of  100  amperes. 

The  use  of  the  Table  may  be  best  indicated  by  an  example.     Sup- 
xise,  for  instance,  that  the  cost  of  laying  one  ton  of  copper  is  $600, 
ir.d  that  12  per  cent  is  allowed  for  the  sum  of  the  interest  and  depre- 
ciation upon  the  conducting  system.     Following  the  horizontal  line 
'Opposite  12  per  cent  in  the  left-hand  vertical  column  of  A,  until  this 
line  intersects  the  column  headed  $600,  the  number  .144  is  obtained. 
Assume  also  that  the  cost  of  producing  one  electrical  horse-power 
'^  ^60  per  year.     Taking  the  horizontal  line  opposite  $60  in  the  first 
left-hand  vertical  column. of  Table  B,  follow  the  horizontal  line  along 
cntil  the  nearest  corresponding  number  to  144  is  obtained  (in  this 
particular  example  the  number  is  exactly  144,  being  found  opposite 
60).     Running  up  this  column  to  the  top  of  the  table,  VW  of  a  square 
inch,  or  280,104  circular  mils,  is  obtained  for  the  requisite  cross- 
section  of  the  conducting  system  to  carry  100  amperes. 

If  the  desired  current  in  the  conducting  system  is  any  other 
quantity  than  100  amperes,  the  cross-section  of  the  conductor  is 
obtained  by  solving  a  direct  proportion  thus  :  — 

100  (amperes)  :  proposed  current  : :  (}^J  iSo  amperes)  '  ^^^  desired  area. 

408.  6.  The  Conductors  may  be  so  designed  as  to  secure 
a  total  minimum  first  cost  of  installation,  irrespective  of  operation 
and  maintenance. 

There  arises  frequent  occasion  to  use  an  electric  plant  on  work 
of  more  or  less  temporary  nature,  in  which  the  total  cost  of  the  ma- 
chinery and  operation  must  be  charged  against  the  work  in  question, 
35  the  circumstances  are  such  as  to  preclude  the  credit  of  any  sal- 
vage. Usually,  under  such  conditions,  the  cost  of  operation  cuts  too 
small  a  figure  to  be  regarded.  The  cost  of  line  and  generating-plant 
must  for  this  case  be  made  a  minimum.  Assuming  the  previous 
notation,  the  station  must  have  a  capacity  to  supply  — 

^/ watts  =  S  /(«^  +  «V  +  «V  +  etc.)  -f  -^^ ; 
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Table  No.  47.  —  Section  A. 

Cost  of  lAying  One  Additional  Ton  of  Copper. 
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Table  No.  47.  —  Section  B. 

Area  for  100  Amperes  in  Square  Inches  and  Circular  Mils. 
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if  AT'  is  the  installation  cost  per  watt  of  output,  — 

K'  fs  line  +  «V  +  «V'  +  etc.)  +  -^^1 

is  the  cost  of  the  station. 

The  cost  of  the  line  is  (see  equation  (186))  — 

Z[(^  +  ^5)  +  (a'  +  ^5)]; 

so  that  the  total  cost  of  the  plant  is  — 

£/=  AT'  rs/(«^  +  w'/  +  «'V'  +  etc.)  +  ^^Y~\  +  ^[(^  +  ^-^  +  (^'  + 

for  which  a  minimum  must  be  obtained. 

Differentiating,       dU  =  "^{P^^^^''  +d[L  {bS  +  l/S)^  ;  (193) 

Z  (*  +  b') 


W- 


A"p/' 


X  (« +  ^)  •  <"*> 

499.  The  value  of  5  thus  obtained  must  be  used  with  due  regard 
to  the  precautions  indicated  on  page  377.  It  is  also  necessary  to  con- 
sider carefully  whether  the  length  of  time  during  which  the  plant 
will  be  in  use,  and  whether  the  circumstances  of  operation,  are  such 
as  to  cause  interest,  depreciation  and  cost  of  lost  energy  to  become  ah 
appreciable  factor. 

500.  7.  Desigrn  for  the  Aocomplishznent  of  Best  Service.  — 
The  preceding  paragraphs  have  treated  at  length  the  method  for 
determining  the  minimum  cost  of  a  plant  to  accomplish  a  given 
service.  In  many  instances,  however,  this  factor  is  not  the  most 
important  one  in  the  solution  of  the  problem,  for  the  reason  that 
the  conditions  of  minimum  expense  will  militate  against  the  accom- 
plishment of  a  satisfactory  service  to  the  consumers.  In  series 
circuits^  where  the  line  is  intended  for  a  constant  current,  the  calcu- 
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jtion  of  the  conductor  can  usually  be  accomplished  along  the  lines 
hdicaled  under   the  previous  headings. 

501.  In  other  forms  of  distribution,  however,  as,  for  example, 
zyn  the  parallel  system,  the  conductors  must  be  so  arranged  as  to 
deliver  to  the  consumer  a  certain  definite  pressure.  Inasmuch  as  the 
variation  in  the  potential  at  the  different  points  along  the  mains  is  a 
mclion  of  the  amount  of  current  transmitted,  and  as  the  amount  of 
current  will  depend  upon  the  demands  of  the  conducting  system,  it 
kcomes  essential  to  so  design  conductors,  irrespective  of  economy, 
that  the  pressure  required  at  the  various  points  of  the  conducting 
system  shall  not  vary  too  greatly. 

602.  Under  such  conditions,  service  requirements,  rather  than 
the  dictates  of  maximum  economy,  must  govern  the  design  of  the 
conductors.  This  case,  however,  will  be  more  extensively  treated  in 
the  sections  upon  multiple  arc  distribution.  Other  circumstances, 
Wvever,  frequently  arise  in  which  service  conditions  should  govern 
the  size  selected  for  the  conducting  system.  The  endeavor  of  the 
capitalist  is  always  to  reduce  initial  investment  to  a  minimum,  but 
there  is  no  better  guaranty  of  a  paying  investment  than  uniformly 
successful  service. 

503.  8.  Minimum  Cost  of  Plajit  to  Attain  a  Maximnm  In- 
come.—  The  income  to  be  derived  from  a  distributing-plant  must 
not  be  lost  sight  of  in  the  design  of  the  conducting  system ;  and  in 
some  cases,  though  rarely,  this  becomes  so  important  a  factor  as  to 
govern  the  design. 

In  locations  where  power  is  cheap,  and  transportation  facilities 
are  such  as  to  largely  increase  the  cost  of  materials,  it  would,  from 
the  standpoint  of  economy  solely,  be  advisable  to  design  the  conduct- 
ing system  according  to  Sec.  3.  In  many  cases,  however,  this  might 
lead  to  the  expenditure  of  so  large  an  amount  of  the  station  output 
in  the  conducting  system  that  the  load  on  the  station  might  be  so 
close  to  the  total  station  capacity  that  the  losses  entailed  in  the  con- 
ducting system  would  prevent  service  to  the  maximum  number  of 
consumers  that  could  otherwise  be  placed  upon  the  line.  To  increase 
the  station  capacity  sufficiently  to  serve  a  very  small  additional  pro- 
portion of  consumers,  might  add  so  largely  to  the  station  cost  as  to 
be  prohibitive,  on  account  of  the  commercial  size  of  the  units  of 
machinery  obtainable.     On  the  contrary,  by  increasing  the  size  of  the 
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conductors,  so  as  to  reduce  the  losses  in  the  line,  the  station  may  b<i 
able  to  supply  sufficient  additional  power  to  accommodate  the  desired 
customers.  Under  these  circumstances  it  may  be  exceedingly  advis- 
able to  increase  the  size  of  the  mains,  and  correspondingly,  their  cost, 
to  such  an  extent  as  to  allow  the  station  to  supply  additional  custom- 
ers without  incurring  the  expense  of  a  large  building  and  additional 
prime  movers  and  their  generators. 

604.  Caloulation  of  Loads.  —  In  order  to  properly  arrive  at 
the  most  advantageous  proportion  for  the  relation  of  the  line  to  tl\€^ 
station,  it  is  essential  to  accurately  determine  the  conditions  of  load 
under  which  the  plant  will  operate. 

For  series  circuits  the  solution  of  the  problem  is  facilitated  by 
the  fact  that  the  amount  of  current  is  a  constant  quantity  during  the 
entire  time  that  the  circuit  is  under  operation.  Therefore,  to  obtain 
the  requisite  data  for  calculating  the  load,  it  is  simply  essential  to 
ascertain  for  each  day  in  the  year  the  number  of  hours  that  the 
circuit  is  likely  to  be  in  operation,  and  take  the  sum. 

As  series  circuits  are  chiefly  employed  in  lighting  installations, 
Tables  Nos.  48,  49,  and  50  are  given  as  indicating  the  average 
number  of  daily  hours  of  service  for  each  month  in  the  year.  Cir- 
cuit loads  can  by  this  means  be  easily  estimated. 

605.  Begulation.  —  Systems  to  work  under  series  distribution 
can  only  be  regulated  by  varying  the  voltage  or  the  pressure  at  the 
central  station  to  correspond  with  the  changes  in  load  thrown  upon 
the  distributing  system.  From  this  cause,  automatic  regulation  can 
only  be  perfectly  mechanically  attained  in  the  simple  example  of  the 
transmission  of  power  between  two  similar  dynamos,  one  serv-ing  as 
a  generator  while  the  other  acts  as  a  motor. 

606.  For  ordinary  distributing-plants  two  methods  are  adopted 
to  secure  regulation  under  the  varying  load.    If  it  is  desired  to  throw 
out  of  service  one  or  more  of  the  receivers,  it  is  necessary  to  short- 
circuit  those  whose  service  is  to  be  discontinued,  in  order  not  to 
interrupt  the  rest  of  the  Ime.     If  this  is  done,  it  is  evident  that  the 
resistance  of  the  entire  line  has  been  decreased  by  the  amount  due 
to  the  receivers  that  have  thus    been  short-circuited.      Thus,  the 
equilibrium  of  the  line  has  been  disturbed,  and  the  current  increased 
just  in  proportion  to  the  diminution  of  the  resistance.     It  is  practi- 
cable to  maintain  equilibrium  by  substituting  for  the  short-circuited 
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Table  No.  48. 

Hioan  of  Tighting.  —  Givtiig  Approziinate  Daily  Number  of  Hoots  from 
Smxriae,  and  from  Smuet  to  Midnight  for  each  Month  in  the  Tear. 
Time,  lAtitade  A^  N. 


Bimflet  to 
Standard 


Xamk  op  Month. 

No.  OP  Hours  from 

Namb  of  Month. 

No.  OF  Hours  from 

Sunset  to 
Sunrise. 

Sunset  to 
Midnight. 

Sunset  to 
Sunrise. 

Sunset  to 
Midnight. 

January 

FelKuary 

March 

April 

May 

Jane 

H.  M. 

14.20 
13.20 
12.12 
10.40 
9.37 
8.48 

H.  M. 

7.0 

6.28 

5JS0 

5.20 

4.50 

4.28 

July 

August 

September    .... 

October 

November    .... 
December     .... 

H.  M. 

9.11 
10.05 
11.33 
12.48 
14.00 
14.24 

Hb    Ma 

4.30 
5.10 
5.52 
6.40 
7.17 
7.26 

Table  No.  49. 

Showing  Hours  of  Idghtlng  Exclusive  of  Sundays  and  Four  Holidays. 
Taken  from  actual  records  of  the  average  time  of  lighting  during  three  years,  including  fogs  and  dark  days. 


PSRIOD  OF  THB   YbAR 

Total  Number 

OF  Hours 
of  lighting  per 

Hours  of  Lighting. 

During  which  Light  is  required 

at  these  hours. 

annum. 

6  A.M.  till  daylight. 

October  1  to  March  15. 

200 

Dusk  till  5.30  p.m. 

October  1  to  March  1. 

150 

Dusk  till  6.30  P.M. 

September  7  to  April  1. 

300 

Dusk  till  7.15  P.M. 

August  15  to  May  1. 

400 

Dusk  till  7.45  p.m. 

August  7  to  May  11. 

600 

Dusk  tUl  8  p.m. 

July  28  to  June  5. 

800 

Dusk  till  9  p.m. 

•\ 

1,050 

Dusk  till  10  p.m. 

1,440 

Dusk  till  11  P.M. 

1,800 

Dusk  till  midnight. 

y  All  the  year. 

2,150 

Dusk  till  2.15  A.M. 

3,000 

All  night. 

J 

4,300 

Table  No.  50. 

Showing  Hours  of  Lighting  Throughout  a  Tear  of  8,7S0  Hours. 


Daily  Lighting. 
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67 

• 
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< 
36 
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•         • 

5 
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H 
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21 

September. 

• 

g 

o 

■ 

s 

> 
o 

117 

• 

as 

s 

s 

5 

140 

Total  phr 
Annum. 

Frofflsuodown  to  8  p.M 

5I|    87 

742 

From  sundown  to  9  p.  M 

156 

117 

98 

66 

37 

20 

25 

52 

84    118 

147 

171 

1001 

From  sundown  to  10  p.  m 

187 

145 

129 

96 

68 

50 

56 

83 

114 

149 

177 

202 

1456 

From  sundown  to  11  p.M 

218 

173 

160 

126 

99 

80 

87 

114 

144 

180 

207    233 

1821 

From  sundown  to  midnight      .    .    . 

249 

201 

191 

156 

130 

110 

118 

145 

174   211 

237    2W  '  2186  | 

From  sundown  to  2  a.m 

311 

257 

253   216 

192 

170 

180 

207 

234   273 

297 

326  1  2916 

From  sundown  to  4  a.m 

373 

313 

315  1  276 

254 

230 

242 

269 

294 

335 

357 

388!  3G16 

From  4  a.m.  to  sunrise 

125 

92 

69 

32 

3 

•      • 

•      • 

24 

51 

75 

103    154      728 

From  5  a.m.  to  sunrise 

94 

64 

38 

2 

•      • 

a      • 

•      • 

a      . 

21 

44 

73  '  123  1     460 

From  6  a.m.  to  sunrise 

63     36 

1 

7 

•      • 

B           • 

■      a 

•      • 

.      • 

•      • 

13 

43     63      254 

1 
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receiver  ati  equivalent  resistance.  But  by  this  device  no  economy  is 
introduced,  for  the  entire  circuit  is  then  expending  precisely  the 
same  amount  of  energy  as  it  was  previously  called  upon  to  deliver. 
Even  in  cases  where  the  power  costs  little  or  nothing,  it  is  necessarj" 
to  complicate  the  installation  by  separate  pieces  of  apparatus  to 
accomplish  this  short-circuiting  that  shall  be  capable  of  absorbin 
and  destroying,  by  conversion  into  heat,  the  amount  of  energy 
usually  taken  by  the  receiver. 

607.  In  order  to  avoid  loss  of  power,  it  is  sometimes  practicable 
to  introduce  devices  for  short-circuiting  the  receivers,  which    shall 
substitute  for  the  receiver  an  apparatus  which  will  introduce    into 
the  circuit  an  opposing  electro-motive  force  equivalent  to,  or  produ- 
cing the  same  effect,  as  the  receiver  itself.     This  method  is  wideJy 
applied   to  alternating  current  circuits  under  the  various  forms   of 
choking  or  reactive  coils.     The  arrangement  consists  of  an  electro- 
magnet, having  a  divided  core,   preferably  with  a  closed  magnetic 
circuit.     The  self-induction  of  the  coil  is  so  calculated  as  to  produce 
at  its  terminals  an  electro-motive  force  of  opposite  sign  equivalent  to 
that  of  the  apparatus  which  has  been  short-circuited.     Under  these 
circumstances,  neither  the  current  nor  electro-motive  force  of  the 
generators  has  been  changed;    but  their  difference  of    phase   has 
been  slightly  altered,  thereby  effecting  a  saving  of  energy  equal  to 
that  previously  expended  in  the  short-circuited  receiver.     Alternat- 
ing circuit  devices  of  this  kind  practically  save  all  of   the  energy 
that  would  be  otherwise  expended  in  the  receivers,  excepting  the 
small  amount  absorbed   by  the   reaction  coil,  yrhich   is   usually  in- 
appreciable. 

608.  A  second  method  of  regulation,  which  is  less  simple  and 
less  economical  in  its  effect  upon  the  energy  dispensed  in  the  circuit, 
may  be  applied  to  constant  current  machines,  in  which  the  reactive 
coil  is  inoperative.     This  scheme  of  regulation  consists  in  applying 
to  the  dynamo  machine  a  regulating  apparatus  which  shall  affect  the 
potential  delivered  at  the  terminals  of  the  machine  itself.     All  de- 
vices of  this  kind  involve  an  electro-magnet,  which  is  excited  by  the 
current  delivered  by  the  machine.     When,  by  the  short-circuiting  of 
any  of  the  receivers,  the  resistance  of  the  line  is  decreased,  there  is 
a  proportionate  increase  in  the  quantity  or  current  sent  out  by  the 
generator.     This  addition  to  the  line  current,  flowing  through  the 
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:;ulator,  excites  the  electro-magnet,  forming  a  part  of  the  apparatus, 
'  a  greater  degree,  thereby  setting  in  motion  a  train  of  mechanism 
•rAch  may  be  arranged  to  accomplish  either  of  the  three  following 
results :  — 

509.  1.  The  regulator  may  be  so  arranged  as  to  shunt  or  dimin- 
A  the  current  flowing  through  the  field  magnets  of  the  generator. 
I'nder  these  circumstances,  a  decrease  in  the  current  flowing  through 
:he  fields  decreases  the  number  of  magnetic  lines  in  the  magnetic 
drcuit  oi  the  generator ;  and  this  weakening  of  the  magnetism  is  fol- 
cwed  by  a  proportionate  decrease  in  the  voltage  of  the  machine, 
ibereby  restoring  the  balance  of  the  circuit. 

610.  2.  The  regulator  may  be  so  arranged  as  either  to  increase 
tlie  air-gap,  or  to  short-circuit  a  part  of  the  magnetic  circuit  of  the 
Stueiator,  thereby  accomplishing  the  same  result  in  decreasing  the 
voltage  of  the  machine. 

&11.  3.  The  regulating  mechanism  may  be  arranged  so  that  on 
the  increase  of  current  flowing  through  the  circuit,  the  regulator 
shaft  automatically  shift  the  brushes  on  the  dynamo  away  from  their 
position  of  maximum  voltage  to  some  other  place  on  the  commutator, 
thus  giving  a  decrease  in  the  pressure  developed  by  the  machine. 

512.  While  many  of  these  devices  have  mechanically  been 
brought  to  great  perfection  and  are  eminently  successful,  yet  this 
Mhod  of  government  is  attended  by  difficulties  involving  a  loss  of 
economy  or  danger  to  the  commutator,  or  other  parts  of  the  gener- 
^OT,  to  such  an  extent  that  series  circuits  are  rarely  selected  for 
distribution  under  any  circumstances  excepting  those  involving  loads 
which  are  expected  to  be  reasonably  constant  during  the  greater 
part  of  the  time  in  which  service  is  expected. 

513.  Series  distribution,  therefore,  possesses  the  advantage  that 
the  amount  of  current  can  never  exceed  a  certain  predetermined 
bit  This  presents  security  against  the  chances  of  danger  from 
short-circuiting,  for  a  sensible  loss  of  current  is  immediately  in- 
dicated by  the  irregular  action  of  the  receivers  that  may  lie  between 
the  points  of  leakage.  This  quality  is  not  possessed  by  other  methods 
of  distribution.  On  the  contrary,  the  series  system  has  the  disad- 
vantage of  a  lower  efficiency  for  the  percentage  of  energy  expended 
in  the  circuits,  and  is  only  constant  so  long  as  the  resistance  and  the 
current  remain  mutually  unchanged.     Therefore  the  efficiency  falls 
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in  proportion  to  the  number  of  receivers  that  are  put  out    of   con: 
mission. 

614.  Automatic  Cut-outs  for  Series  Circuits.  —  A  great  num 
ber  of  devices  have  been  arranged  for  the  purpose  of  automatic  cut 
ting  out  of  the  various  receivers  on  series  circuits.  These  devices 
may  be  divided  into  two  classes. 

Lamp  Cut-outs,  —  These   devices,    operating   on   and    especially 
adapted   to  arc  lamps,  are  so  arranged  as  to  cut  the  lamp   out    of 
circuit   as  soon   as  the  carbons  are  entirely  consumed.     All    such 
contrivances  are  based  upon  a  differential  magnet,  so  planned    thdt 
when  the  resistance  of  the  circuit,  due  to  the  increase  in  the  \^ngth 
of  the  arc,  becomes  sufficiently  great,  a  portion  of  the  circuit  will  be 
shunted  into  a  fine  wire  coil  on  the  differential  magnet,  and  by  closing 
its  armature,  will  cut  the  lamp  out  of  series. 

616.    Time   Cut-outs.  —  Other  automatic   cut-outs  are   arranged 
upon  the  principle  of  allowing  the  translating  device  to  operate  for 
a  certain  number  of  hours,  and  then  cut  it  out  of  the  circuit.      These 
devices  are  usually  based  upon  the  application  of  a  clock  to  a  shunt 
operated  by  an  electro-magnet,  so  arranged  that  after  the  receiver 
has  operated    a   certain    number  of   hours,  the  clock  mechanicaJJ/ 
closes  the  shunt,  throwing  the  current  around  the  receiver.      Such 
devices  are  applied  to  cut  out  constant  current  motors,  and  also  to 
cut  out  arc  lamps   that  are  contracted   to   bum  a  certain,  definite 
number  of  hours  each  day. 

While  contrivances  of  this  kind  have  evinced  remarkable  ingenu- 
ity on  the  part  of  their  inventors,  and  while  on  some  circuits  they 
form  valuable  adjuncts,  they  add  so  great  a  degree  of  complexity, 
and  require  so  much  additional  maintenance  expense,  that  their 
utility  is,  in  many  cases,  quite  questionable. 

616.  Designs  for  Series  Circuits.  —  In  the  use  to  which  series 
circuits  are  most  frequently  applied,  namely,  for  municipal  illumina- 
tion, it  is  obvious  that  the  greater  part  of  the  plant  load  will  be 
thrown  on  at  about  sundown,  and  will  remain  essentially  constant 
throughout  the  entire  hours  of  the  night,  all  of  the  lamps  being 
simultaneously  extinguished  at  the  succeeding  sunrise.  Thus,  under 
these  circumstances,  the  plant  load  is  essentially  a  constant  quantity 
during  its  entire  time  of  service ;  and  while  during  different  periods 
of  the  year  the  varying  lengths  of  night  and  day,  or  the  demand 
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raised  by  cloudy  and  stormy  weather,  is  of  such  a  nature  that,  while 
:  Lncreases  or  decreases  the  length  of  time  that  the  plant  is  at  work, 
:  does  not  vary  to  any  appreciable  extent  the  load  which  the  plant  is 
nlied  upon  to  carry. 

5VT.  Arc-light  installations  are  frequently  designed  to  supply 
commercial  lights  in  addition  to  those  used  for  city  lighting.  The 
.ommercial  lights  in  interior  locations  may  be  called  upon  to  run  at 
ren'  dififerent  periods  of  time  than  those  demanded  for  municipal  illu- 
mination ;  but  the  conditions  giving  rise  to  the  demand  for  such 
lights  will  naturally  be  tolerably  constant  throughout  the  territory 
that  would  ordinarily  be  embraced  by  the  lighting  plant.  So  while 
tte  length  of  time  that  commercial  lamps  would  be  required  to  burn 
might  be  very  different  from  that  called  for  by  the  city  lighting,  yet 
^t\i  the  commercial  and  municipal  loads  would  be  reasonably  con- 
stant quantities.  Many  attempts 
have  been  made  to  so  plan  arc 
drcuits  that  the  commercial  load 
will  be  separated  or  rendered  dis- 
tinct from  the  municipal  load. 
This  can  always  be  done  by  run- 
ning independent  circuits  for  each 
kind   of    service;    yet    this    plan 

Tiaturally  entails  a  certain  amount  of  waste  conductor  material,  for 
while  the  commercial  lights  may  be  required  at  an  earlier  hour  than 
the  municipal  lights,  and  also  may  be  extinguished  at  an  earlier  hour, 
yet  for  the  great  proportion  of  the  time  both  kinds  of  service  are 
simultaneous. 

Any  design  of  circuits,  therefore,  which  can  be  made  so  that  at 
least  for  a  part  of  each  day  one  circuit  may  be  used  for  both  sets  of 
lamps,  will  result  in  a  corresponding  saving  in  copper  expense  for 
the  original  circuit. 

618.  One  method  for  introducing  a  saving  in  the  copper  required 
for  circuits  containing  both  commercial  and  municipal  arcs  has  been 
proposed  by  Mr.  Sharpstein,  in  the  Electrical  Engineer,  This  method 
is  shown  in  Fig.  219. 

Two  machines  were  installed  in  the  station  indicated  at  No.  1 
and  No.  2,  and  the  circuits  so  arranged  that  all  the  commercial 
lamps  were  on  wire  G,  while  all  the  municipal  lamps  were  on  wire  F. 


F\g,  219,    Diagram  of  Series  Lighting. 
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When  the  commercial  lamps  were  placed  in  operation,  machine  No.  1 
was  started,  and  with  the  switchboard,  cables,  and  plugs,  A  and  G  were 
connected,  and  B  and  E.     When  service  was  needed  for  the  munici- 
pal lamps,  machine  No.  2  was  started,  the  brushes  being  placed  at 
the  point  of  minimum  working  capacity.     Then,  by  means  of  the 
remaining  hole  in  the  terminal  B,  machine  No.  1  was  connected  with 
C,  and  by  means  of  the  remaining  hole  in  E  the  third  wire  leg  was 
connected  with  D.     As  a  result,  machine  No.  2  was  in  circuit  ^ith 
no  load ;  and  if  the  brushes  had  not  been  placed  at  the  point  of  mini- 
mum capacity,  a  burn-out  would  have  occurred.     Now,  by  connecting 
E  and  B,  both  machines  are  placed  upon  the  commercial  circuit,  and 
in  order  to  cut  E  out  and  get  F  into  circuit,  one  plug  of  the  cable, 
just  removed  from  the  switchboard,  should  be  placed  in  the  remain- 
ing hole  at  D.     The  other  plug  is  put  into  the  right  hand,  and  held 
near  F  until  the  plug  in  E  is  withdrawn  far  enough  to  draw  a  short 
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Fig.  220.    Arc-Lamp  Circuit 

arc,  when  the  plug  in  the  right  hand  is  put  into  one  of  the  holes  in 
F,  when  the  arc  at  E  is  extinguished,  and  both  lamp-legs  are  on  both 
machines. 

619.   There  are  many  obvious  objections  to  running  dynamos  in 
series,  as  is  required  by  the  preceding  method.     The  geographical 
location  of   the  respective  commercial   and    municipal   arcs  is  not 
always  such  as  to  enable  the  saving  of  an  appreciable  amount  of  cop- 
per.    Mr.  C.  G.  Young  has  indicated  two  methods,  as  shown  in  the 
accompanying   illustrations,  which    avoid   the  difficulties  of  placing 
the  dynamos  in  series,  and  yet  accomplish  a  notable  saving  of  copper. 
In  Fig.  220  three  dynamos  are  shown  as  operating  three  circuits, 
which  may  be  arranged  either  to  run  conjointly  or  independently, 
with  four  wires  instead  of  six.     A  little  study  of  the  diagram  will 
render  the  operation  of  the  currents  entirely  clear.     If  all  the  lamps 
are  in  operation  at  once,  it  is  evident  that  wires  Nos.  2  and  3  will 
carry  double  the  current  of  1  and  4.     If  the  dynamos  are  worked 
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idly  up  to  their  capacity,  an  extra  allowance  of  copper  must  evi- 
'iently  be  provided  in  this  part  of  the  circuit.  It  will  often  happen, 
bowever,  that  there  is  sufficient  spare  voltage,  or  the  extra  pressure 
may  be  obtained  by  a  slight  increase  in  speed,  so  that  no  extra  cop- 
per is  needed.  In  the  case  in  point,  No.  6  wire  was  used  throughout 
the  entire  circuits,  and  proved  entirely  successful. 

520.  Where  the  station  load  can  be  subdivided  into  three  parts, 
•,»perating  at  different  times  in  the  24  hours,  and  geographically  so 
located  as  to  be  separable  one  from  the  other,  the  arrangement 
shown  in  Fig.  221  effects  a  reduction  in  line  material.  Under  these 
nrcumstances  continuous  service  is  given  on  line  A,  day  service  on 
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Fig.  221.    Are-Lamp  CIrcuii. 

lines  A  and  B,  and  night  service  on  lines  A  and  C,  thereby  saving 
one-half  the  copper  that  would  be  called  for  by  three  independent 
circuits.  A  switch  introduced  at  S  serves  to  isolate  line  C,  in  order 
to  protect  the  trimmers. 

621.  Division  2,  Constant  Current  Circuits^  Embracing  Generators 
and  Receivers  at  Varying  Distances  from  each  other,  has  as  yet  re- 
ceived little  or  no  practical  development.  Several  attempts  have 
been  made  to  introduce  the  series  system  upon  electric  railways ; 
but  so  far  the  practical  difficulties  have  been  found  commercially 
insurmountable,  and  the  attempts  have  been  abandoned. 

Divisions  3  and  4  of  the  classification  of  circuits  on  page  373, 
treating  of  constant  potential  circuits,  covering  at  present  the  most 
important  electrical  plants,  will  be  considered  in  a  succeeding  chapter. 
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CHAPTER  X. 

PARALLEL  DISTRIBXmON. 

Art.  522.   The  Evolution  of  the  Parallel  System.  —  In  the  dis- 
cussion upon  series  distribution,  in  Chapter  IX.,  it  has  been  shown 
that  the  development  and  extension  of  this  method  are  Hmited  in 
several  directions.     As  the  current  in  a  series  system  is  constant 
throughout  the  entire  circuit,  a  variation  in  the  number  of  customers, 
or  in  the  amounts  of  energy  supplied  to  respective  customers,  can 
only  be  obtained  by  a  corresponding  variation  in  the  potential  of  the 
system.     Every  additional  receiver  increases  the  tension  proportion- 
ally to  the  amount   of   energy  required   to   supply  the   additional 
demand ;  and  the  practical  limit  of  possible  difference  of  potential  is 
reached,  when  a  comparatively  small  number  of  translating  devices 
have  been  placed  upon  the  circuit.     Experience  has,  thus  far,  demon- 
strated the  inadvisability  of  increasing  the  potential  of  direct  current 
circuits  beyond  4,000  or  5,000  volts.     Occasionally  installations  have 
been  operated  as  high  as  10,000  volts ;  and  though  the  tendency  is 
toward  higher  pressure,  such  tensions  require  more  careful  and  con- 
stant supervision  and  maintenance,  and  the  gravity  of  injury  arising 
from  an  accidental  short-circuit  is  very  largely  increased.      Again, 
the  series  circuit  finds  itself  at  a  disadvantage  when  widely  different 
amounts  of  energy  are  desired  by  various  consumers  along  the  line. 
As  the  quantity  of  energy  to  be  delivered  to  each  customer  can  only 
be  varied  by  changing  the  potential  between  the  terminals  of  the 
translating  devices  supplying  the  different  subscribers,  a  customer 
using  a  large  amount  of  energy  must,  necessarily,  receive  mains  hav- 
ing great  difference  of  potential.     This  has  always  been  found  to  be 
a  source  of  difficulty  and  danger ;  experience  having  shown  the  haz- 
ard to  the  community  at  large  of  introducing  high  potential  circuits 
directly  into  residences,  or  the  places  of  business,  of  the  subscribers, 
where  they  are  likely  to  be  under  the  management  of  those  little 
skilled  in  electrical  manipulation.     In  order  to  attain  any  reasonable 
degree  of  economy,  it  has  been  shown  that  the  load  upon  a  series 
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circuit  must  be  nearly  constant  and  uniform  throughout  the  whole 
time  that  the  circuit  operates,  and  that  a  series  plant  becomes  decid- 
edly uneconomical  when  applied  to  the  service  of  customers  demand- 
ing widely  varying  supplies  of  energy,  extending  over  different 
pperiods  of  time.  In  the  development  of  electrical  industries,  central 
stations  soon  reached  a  sufficient  magnitude  to  bring  the  limitations 
of  the  series  circuit  into  sharp  conflict  with  desired  business  exten- 
sions. To  enable  the  central  station  to  supply  a  large  number  of 
customers,  without  introducing  potentials  that  are  impracticable,  the 
first  step  in  electrical  evolution  was  to  equip  the  station  with  a  num- 
ber of  generators,  each  one  of  which  was  arranged  to  operate  upon  a 
separate  and  independent  circuit.  By  this  means  dangerous  poten- 
tials were  avoided ;  but  still  all  of  the  individual  circuits  were  open  to 
the  remiining  objections  of  the  series  method,  and  the  large  number 
of  independent  machines  proved  decidedly  expensive  in  operation. 
The  multiplicity  of  circuits  soon  became  confusing,  and  much  dupli- 
cation of  wire  was  necessary  in  order  to  cover  a  reasonable  amount 
of  territory.  To  improve  the  economy  of  the  station,  large  dynamos 
were  planned,  capable  of  supplying  a  number  of  different  circuits, 
upon  each  one  of  which  the  various  receivers  were  placed  in  series. 
Such  an  arrangement  is  indicated  in  Fig.  222. 

323.  It  should  be  noted,  in  the  examination  of  all  the  illustra- 
tions giving  diagrammatically  the  outlines  of  various  circuits,  that  the 
sketches  serve  merely  to  illustrate  the  principles  of  the  circuit,  with- 
out having  special  reference  to  the  kind  of  receivers,  or  translating 
devices,  which  may  be  employed  upon  installations  of  differing  design. 
Though  the  multiplication  of  circuits  from  one  machine  formed  a  step 
in  advance,  enabling  the  station  to  operate  somewhat  more  flexibly 
and  economically  than  the  single  series  circuit,  as  indicated  in  Fig. 
222,  in  so  far  as  losses  in  the  dynamos  themselves  were  concerned, 
it  in  no  wise  obviated  the  other  limitations  to  which  the  series  cir- 
cuit is  subjected.  As  each  of  the  series  circuits  from  the  generator 
is  supplied  with  the  requisite  number  of  receivers  to  exhaust  the 
potential  of  the  dynamo,  the  tension  of  the  system  may,  evidently,  be 
reduced  to  any  desired  safe  and  practical  limits,  by  multiplying  the 
number  of  circuits,  and  proportionally  reducing  the  number  of  re- 
ceivers which  are  placed  upon  each  one.  Another  advantage  accrues 
from  the  ability  to  arrange  the  differing  circuits  in  such  a  manner  that 


404 


THE  ELECTRICAL    TRANSMISSION  OF  ENERGY. 


they  may  be  thrown  in  and  out  of  commission,  in  a  way  to  allow  a 
much  greater  variation  of  the  load  upon  the  station.  In  the  case  ol 
an  electric  lighting  plant  intended  to  supply  both  municipal  and  com- 
mercial arcs,  it  is  feasible  to  arrange  a  multiple  circuit  generator  of 
sufficient  capacity  to  supply  the  current  required  for  both  circuits, 
placing  all  the  municipal  arcs  upon  one,  and  all  the  commercial  lights 
upon  the  other.  The  two  circuits  would  thus  be  entirely  separate 
and  independent  of  each  other,  and  could  be  operated  during  differ- 


Fig.  222,    Contrast  between  Plain  Series  and  Series  Multiple  Systems. 

ent  times  of  the  day  with  essentially  the  same  economy,  so  far  as  the 
losses  in  the  circuit  were  concerned,  as  would  accrue  provided  all 
the  lamps  were  placed  upon  a  single  line.  While  this  method  intro- 
duces economy  in  the  series  system  so  far  as  the  circuit  losses  are 
concerned,  unless  the  generator  be  worked  for  a  greater  proportion 
of  the  time  at  its  full  load,  the  dynamo  losses  tend,  to  a  considerable 
extent,  to  counterbalance  the  economy  gained.  While  this  method 
presents  a  partial  solution  of  the  problem,  it  in  no  wise  provides  any 
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ability  to  deliver  to  the  different  customers  varying  amounts  of 
energy,  or  to  render  the  various  customers  independent  of  each  other, 
Ln  order  that  they  may  throw  in  and  out  of  service,  at  pleasure,  their 
receivers.  This  is  really  the  most  important  disability  of  the  series 
circuit. 

52^  If  the  multiplication  of  separate  circuits  should  be  carried 
to  its  limit,  each  receiver  would  be  supplied  with  a  separate  and  inde- 
pendent wire  from  the  generating-station,  as  shown  in  Fig.  223,  and 
then  all  the  chief  objections  to  the  series  circuit  disappear.  In  this 
case  the  potential  of  the  generating-station  is  reduced  to  the  highest 
pressure  required  by  any  receiver  that  may  be  placed  in  service.  As 
each  receiver  is  supplied  with  a  separate  and  independent  circuit 
extended  from  the  receiver  to  the  generating-station,  every  translat- 
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Flq.  223.    Diagram  of  independent  Circuit  for  Each  Receiver. 

ing  device  is  entirely  independent  from  every  other  one,  and  may  be 
thrown  in  or  out  of  the  circuit,  without  interfering  in  the  slightest 
with  the  service  of  any  other  consumer. 

525.  From  the  independence  of  the  individual  circuits,  the 
amounts  of  energy  supplied  to  the  different  receivers  may  be  varied, 
by  varying  the  quantity  of  current,  without  changing  the  pressure  of 
any  of  the  circuits.  Thus,  any  subscriber  may  be  supplied  with  any 
desired  number  of  translating  devices  of  different  powers,  and  the 
amount  of  energy  supplied  varied  at  pleasure,  by  varying  the  quantity 
of  current  entering  each  translating  device.  As  the  various  receivers 
may  be  adjusted  to  work  upon  any  convenient  electrical  pressure,  the 
circuits  can  be  easily  designed  to  never  exceed  safe  limits ;  and  by 
increasing  the  quantity  of  current  supplied  by  the  station,  it  becomes 
possible  to  distribute  energy  over  a  very  large  territory  and  to  a  great 
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number  of  customers.  The  independence  of  the  receivers  also  allow 
the  customers  to  throw  their  loads  on  and  off  at  pleasure,  or  to  var^ 
them  to  any  extent.  It  is  now  evident  that  all  receivers,  instead  <> 
operating  under  a  constant  current  and  a  varying  pressure,  opeian 
under  a  constant  pressure  and  a  varying  amount  of  current.  The  evo 
lution,  therefore,  of  electrical  distribution  has,  evidently,  taken  p/acc 
by  a  differentiation  of  the  series  method,  the  early  single  circuit  bein^ 
finally  split  up  into  such  a  number  of  parts  as  will  practically  give  an 
independent  line  to  each  of  the  respective  customers.  To  serve  a 
large  territory,  however,  by  actually  giving  to  each  customer  a  circuit 


completely  his  own,  extending  from  his  receiver  back  to  the  gcnerating- 
station,  would  introduce  such  complexities  of  wiring  as  to  prohibit  the 
introduction  of  this  plan  in  installations  of  any  magnitude.  To  avoid 
this  objection,  the  next  step  consisted  in  uniting  the  adjacent  re- 
ceivers into  bunches,  the  various  groups  being  placed  in  parallel  to 
each  other  across  the  line,  the  system  finally  developing  into  the  plan 
indicated  in  Fig.  224,  in  which  the  essential  independence  of  the 
individual  receiver  is  manifest.  From  the  characteristic  parallelism 
of  the  individual  receiver  circuits,  the  system  has  derived  its  name  of 
the  "  Parallel "  or  "  Multiple  Arc  System." 

526.    Methods   of    Distribution.  —  The   arrangement   whereby 
each  translating  device  is  supplied  with  an  entirely  independent  cir- 
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cuit,  extending  from  the  generator  to  the  receiver,  gives  the  individ- 
ual customer  the  best  possible  service  and  the  greatest  independence. 
As  each  receiver  is  absolutely  separate  from  every  other  one  in  the 
entire  installation,  it  may  be  thrown  on  or  off  the  circuit,  or  the 
amount  of  energy  absorbed  varied,  without  affecting  in  the  slightest 
degree  any  other  customers.  With  the  individual  circuit  arrange- 
ment, provided  the  speed  of  th6  generator  at  the  station  be  main- 
tained constant,  and  the  dynamo  is  not  overloaded,  the  service 
delivered  to  all  of  the  customers  will  attain  the  greatest  uniformity. 
The  inconvenience  of  this  method,  giving  rise,  in  stations  supplying 
a  large  number  of  customers,  to  utterly  impracticable  multiplication 
and  complexity  of  circuits,  has  been  noted,  and  the  method  of  obvi- 
ating this,  by  uniting  the  various  receivers  into  groups,  and  placing 
them  in  parallel  across  a  common  set  of  conductors,  indicated.  A 
difficulty  here  arises  from  the  fact  that  the  fall  of  potential  along  the 
conductors  is  not  only  a  function  of  the  resistance  of  the  mains,  and 
so  an  inseparable  concomitant  of  the  distance  of  the  various  custom- 
ers from  the  station,  but  is  also  a  function  of  the  amount  of  current 
which,  at  the  time  being,  is  passing  through  the  mains.  Thus, 
referring  to  Fig.  224,  and  assuming  the  plant  represented  to  be  a 
lighting  circuit,  the  current  at  A  will  be  much  greater  when  all  of 
the  lamps  are  in  operation  than  when  the  group  at  C  only  is  in  ser- 
vice. As  the  fall  of  potential  depends,  not  only  on  the  resistance  of 
AC,  but  also  upon  the  amount  of  current  flowing  through  the  mains, 
the  decrease  in  the  pressure  at  A  will  be  much  greater  when  all  of 
the  lamps  at  A,  B,  and  C  are  lighted,  than  when  a  single  group  is 
alone  in  service.  On  the  supposition  that  the  generator  always  pro- 
duces a  constant  potential,  if  the  mains  are  so  calculated  as  to  give  B 
precisely  the  required  tension,  when  all  the  lamps  are  in  service,  the 
pressure  at  B  will  be  too  high  when  A  and  C  are  extinguished ;  or,  if 
the  mains  are  calculated  so  as  to  give  the  required  tension  at  B  when 
the  other  lamps  are  extinguished,  if  A  and  C  are  in  service,  the  ten- 
sion at  B  will  be  too  low,  and  the  lamps  will  not  burn  with  their 
required  brilliancy.  To  obviate  this  difficulty,  many  systems  of 
wiring  have  been  devised,  all  of  which  may  be  finally  reduced  to 
four  elementary  forms.  Before  giving  the  fundamental  systems  the 
necessary  careful  consideration,  it  is  advisable  to  review  hastily  the 
various  plans  of  wiring.    The  ordinary  features  of  the  parallel  system 


408 


THE  ELECTRICAL    TRANSMISSION  OF  ENERGY. 


are  exemplified  in  Figs.  224  and  225.    From  the  generator  two  or  mor< 
sets  of  mains  are  extended  through  the  district  to  be  served,   th€ 
various  receivers  being  placed  in  bunches  across  the  mains,  as  indi' 
cated  in  the  illustrations.     A  very  slight  consideration  of  the    dia- 
grams will  show  that  the  electrical  distance  from  the  generator  to 
the  various  receivers  varies  with  the  successive  translating  devices, 
and  that  the  simple  fact  of  the  variation  in  distance  from  the  receivers 
to  the  generator  would  preclude  the  possibility  of  supplying  a  uni- 
form pressure  throughout  the  entire  system.     Evidently  the  electri- 
cal distance  from  the  generator  to  the  group  A,  Fig.  224,  is    much 
less  than  it  is  from  the  generator  to  the  groups  B  and  C.     As  there 
is  no  known  substance  which  may  be  employed  for  the  conducting 
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Fig.  225.    Complete  Multiple  Arc  System. 


system  having  no  resistance,  it  is  impossible  on  this  account  to 
render  the  pressure  at  A  the  same  as  it  is  at  B  and  C. 

627.  The  Loop  System.  —  The  loop  system  is  an  endeavor  to 
so  design  the  conducting  circuit  as  to  render  the  electrical  distance 
from  the  generator  to  each  of  the  receivers  the  same  throughout  the 
entire  circuit. 

Thus,  in  Fig.  226,  one  of  the  conducting  leads  aa\  from  the 
generator  A,  extends  directly  away  from  the  dynamo  to  the  end  of 
the  system,  having  the  receivers  placed  in  succession  along  its  length. 
The  main  BC^,  on  the  contrary,  extends  from  the  generator  to  the 
most  remote  point  of  the  circuit  b'y  without  being  attached  to  any  of 
the  receivers.  At  the  point  b^  it  returns  upon  itself,  toward  the  gen- 
erator, having  upon  this  branch  the  connections  to  all  of  the  receiv- 
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ers.  An  inspection  of  the  diagram  will  show  that,  under  thes< 
circumstances,  the  distance  from  the  pole  A  of  the  generator  to  th€ 
pole  B,  throughout  any  of  the  translating  devices,  is  precisely  the 
same ;  so  the  pressure  in  all  of  the  receivers  is  not  affected  by  their 
proximity  or  remoteness  from  the  generating-station  ;  and  were  it  not 
that  the  fall  of  pressure  is  a  function  of  the  amount  of  current  flow- 
ing, the  receivers  would  always  obtain  a  constant  potential. 

628.    The  Spiral  Loop.  —  Another  loop  arrangement     is     indi- 
cated in  Fig.  227,  in  which  the  parallel  conductors,  A  and    B,   are 
extended  in  the  arcs  of  spirals  from  the  generating-station  through- 
out the  territory  to  be  served,  both  spiral  arcs  extending  from   one 
pole  of  the  generator  nearly  to  the  other  pole.     In  both  of  the  loop 
systems  the  amount  of  material  required  for  the  conducting  system 
is   considerably  increased,   with,   however,   the  advantage  of    much 
greater    constancy    in    the    electrical    pressure    delivered     to     the 
receivers. 

629*    The  Tree  System.  —  Nearly  all  of  the  earlier  installations 
upon  the  parallel  system   were  laid  out  upon  the  so-called    "  Tree 
System,"  indicated  in  Fig.  228.     The  origin  of  the  name  is   made 
quite  evident  by  the  illustration,  from  which  it  will  appear  that  the 
main  conductors  in  the  system  resemble  a  tree  trunk,  from   which 
the  auxiliary  leads    branch    in    various    directions,   quite   after    the 
fashion  of  a  spreading  tree,  the  receivers  occupying  the  places  of 
the  twigs,  leaves,  and  fruit.     As  the  fall  of  pressure  throughout  the 
installation  is  augmented  by  the  varying  electrical  distance  of  the 
receivers    from  the  source  of  supply,  the  plan  is,  in  this   respect, 
defective. 

630.    The  Closet  System. — The  "Closet  System"  was  an  at- 
tempt to  minimize  the  effect  of  electrical  distance  by  collecting  the 
various  receivers  into  groups,  each  one  of  which  was  supplied  with  a 
separate  and    independent    circuit    back   to   the   generating-station. 
This  design  is  indicated  in  Fig.  229,  the  receivers  being  collected 
into  four  groups,  those  of  each  bunch  equally  placed  in  a  circle  around 
a  center  of  distribution.     From  each  distributing  center,  a  set  of  leads 
is  carried  back  to  the  generating-station,  thus  rendering  each  group 
independent  of  the  other  groups.     This  method  is  chiefly  used  in 
interior  wiring,  and  may  have  formed  the  basis  for  the  development 
of  the  famous  "  Feeder  and  Main  System,"  to  which  detailed  refer- 
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cnce  will  be  shortly  made.  The  detail  of  a  single  group,  in  the 
Qoset  System,  is  given  in  Fig.  230.  Here  the  receivers  are  placed 
in  a  circle  around  two  circular  mains,  which  receive  their  special 
circuit  to  the  generating-station  at  two  points  diametrically  opposite 
each  other.  A  little  consideration  of  the  diagram  indicates  that  the 
electrical  distance  of  all  of  the  receivers,  with  reference  to  the  attach- 
ments of  the  feeding  circuits,  is  the  same. 

531.  Conical  Conductors.  —  Referring  to  Figs.  224  and  225, 
it  is  evident  that  the  greatest  current  in  the  conductors  occurs  in 
the  section  immediately  between  the  generator  and  that  of  the  first 
consumer ;  and  as  the  distance  from  the  station  increases,  thus  pla- 
cing more  and  more  consumers  be- 
tween the  station  and  the  point  of 
the  mains  under  consideration,  the 
current  in  the  conductors  decreases 
in  direct  proportion  to  the  number  of 
receivers  that  lie  towards  the  station. 
It  needs  but  little  consideration  to 
perceive  that,  if  the  cross-section  of 
the  mains  is  kept  constant  through- 
out the  entire  system,  the  conducting 
material  in  the  circuit  is  not  disposed 
to  the  best  advantage.  Either  the 
current    density  near  the    station  is 

too  great,  and  the  mains  are  in  danger  of  becoming  overheated,  or,  at 
the  more  remote  portions  of  the  systems,  the  current  density  is  too 
small,  and  the  conducting  material  is  wasted.  To  proportion  the  mains 
to  attain  a  constant  current  density  throughout  the  entire  system  is 
evidently  the  remedy.  Such  an  arrangement,  when  carried  to  the 
limit,  would  produce  a  conical  conductor  having  the  greatest  cross- 
section  at  the  station,  and  gradually  tapering  to  zero  at  the  extrer  ity 
of  the  system.  Under  such  a  design,  the  rate  of  fall  of  the  potential, 
due  to  the  resistance  of  the  conductors,  evidently  becomes  much 
more  uniform  throughout  the  entire  length  of  the  circuit.  Such  an 
arrangement  of  conductors  is  indicated  in  Fig.  231. 

632.  Another  attempt  to  equalize  pressure  throughout  the 
system  has  resulted  in  the  employment  of  two  conical  conductors,  so 
placed  that  the  apex  of  one  of  the  conductors  is  connected  to  one 


Fig.  280, 
The  Closet  System,  Detail  of  Qroup. 
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of  the  poles  of  the  generator,  while  the  base  of  the  other  conductor 
is  connected  to  the  other  pole.  Such  an  arrangement  is  shown  in 
Fig.  232. 

Though  this  plan  tends  to  equalize  the  total  resistance  of  the 
conductors  to  the  receivers  from  pole  to  pole  of  the  generator,  it 
produces  quite  an  unequal  variation  in  the  "drop"  to  which  the 
various  receivers  are  subjected.      The  resistance  of  AB  is  less  than 


Flq.  231.    Conical  Conductors. 


CD,  though  the  current  is  the  same  in  both.  Hence  there  will  be 
more  drop  in  CD  than  in  AB,  and  of  the  total  drop  due  to  conductor 
resistance  a  greater  proportion  will  occur  in  CD  than  in  AB. 

633*  Anti-Parallel  Feeding.  —  In  the  diagram  of  the  loop 
system,  Fig.  226,  one  conductor,  in  extending  away  from  the  station, 
ran  to  the  extremity  of  the  line  and  then  returned  upon  itself.  A 
modification  of  the  loop  system  is  shown  in  Fig.  233,  in  which  this 
extension  of  the  conductor  is  split  between  both  mains.     In  this 
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Fig.  232.    Anti-Conical  Conductors. 

illustration  the  current  enters  the  mains  at  opposite  extremities, 
flowing  in  reverse  directions  through  the  two  conductors.  Such  a 
method  is  termed  "Anti-Parallel  Feeding,"  and,  as  is  shortly  to  be 
shown,  is  attended  with  some  considerable  advantage. 

634.  The  Distribution  of  Potential  —  Satisfactory  service  in 
all  systems  operating  under  the  parallel  method  can  only  be  accom- 
plished by  preserving,  under  all  conditions  of  loading,  an  essentially 
constant  pressure  throughout  the  entire  circuit  of  conductors.  Theo- 
retically, the  pressure  at  the  terminals  of  all  the  translating  devices, 
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x  they  what  they  may,  should  be  perfectly  uniform  at  all  times  and 
:nder  all  conditions  of  loading,  whether  the  load  be  that  on  the 
nnslating  device  in  question  or  that  of  the  entire  system.  Practi- 
dly,  under  no  circumstances  is  it  possible  to  attain  an  exact  equality 
n  the  electrical  pressure  under  all  conditions.  To  reach  this  result 
h  e\en  a  manner  to  secure  satisfactory  service,  requires,  with  the 
best  exercise  of  the  greatest  skill  in  proportioning,  an  expenditure  of 
enormous  amounts  of  copper  in  the  conducting  system.  All  of  the 
fonns  of  wiring  may  be  reduced  to  four  elementary  forms  ;  and, 
therefore,  a  very  careful  consideration  of  the  distribution  of  potential 
through  each  of  these  elementary  forms,  becomes  a  matter  of  prime 


6 


6 


0 


6 
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fig,  288.    Anti-Parailei  Feeding. 

importance  to  the  successful  designer  of  a  parallel  system.  In  order 
to  simplify  this  investigation,  the  four  primary  forms  of  wiring  may 
be  dassified  as  follows  :  — 

First.      Cylindrical  conductors,  parallel  feeding* 

Second,  Coniccd  conductors,  parallel  feeding. 

Tkird.     Cylindrical  conductors,  anti-parallel  feeding. 

Fourth.    Conical  conductors,  anti-parallel  feeding. 

To  further  simplify  investigation,  let  it  be  assumed  in  all  of  the 
lour  cases  now  to  be  considered,  that  the  conductors  are  two  straight 
fees,  supplied  with  an  indefinite  number  of  receivers,  uniformly  and 
equally  distributed  along  the  entire  length  of  the  conductors,  each 
receiver  taking  the  same  amount  of  current,  which  is  equivalent  to 
assuming  that  the  current  supplied  by  the  station  flows  between  the 
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two  mains  in  a  thin,  uniform  sheet,  extending  from  end  to  end  c 
the  conductors.  Such  an  assumption  has  a  mechanical  analogy  i 
the  replacement  of  a  set  of  steps  by  an  inclined  plane  having  th 
same  pitch.  The  load  on  the  mains,  in  this  connection,  is  supposes 
to  be  a  constant  one  and  uniform. 

Case  I.  —  Cylindrical  Conductors  —  Parallel  Feeding. 

536.  In  Fig.  234,  let  AB  and  CD  be  the  two  parallel  cylindrica 
conductors  connected  to  the  source  of  supply  at  A  and  C,  the  current 
flowing  in  the  direction  of  the  arrows. 


■B 


Fig.  234.    Diagram  of  Potential  Distribution  In  Case  /. 


Let  Z  be  the  length  of  the  mains  in  any  desired  units ; 
lo  and  —  /(,  the  currents  at  the  station  in  each  main , 
i  and  —  /' '  the  currents  at  any  point  x  in  each  main  ; 
Vo  and  zfo  be  the  potentials  at  the  station  assumed  to  be  constant ; 
F'  and  7/  be  the  potentials  at  any  point  distant  x  units  from  the 

station,  then, 
^o  —  ^0  =  ^o ,  the  difference  of  potential  between  the  mains  at  the 
station. 
Also  K'  —  z/'  =  z/,  the  difference  at  any  point  x ;  then, 

Uo  —  u'  ==  the  /all  of  potential  or  drop  between  the  station  and 
point  X. 
Let     J^  =  the  resistance  of  each  main  per  unit  of  length. 
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Consider  an  element  of  the  conductor  dx  at  the  point  x.  By 
:;.70thesis,  the  current  decreases  regularly  from  /^  at  the  point  A,  to 
•  at  the  point  B,  the  extremity  of  the  mains.  Hence,  in  each  ele- 
nen:  of  the  conductor  AB,  along  its  entire  length,  an  elementary 
mount  of  current  will  pass  from  this  conductor  to  the  other  main. 
.\5,  by  hypothesis,  the  rate  of  flow  between  the  mains  is  uniform, 
/  L  will  be  the  rate  of  flow  from  one  conductor  to  the  other  con- 
tactor. At  any  point  Xy  the  current  in  the  mains  will  be  the  total 
.jnent  at  the  station,  minus  all  the  current  which  has  been  trans- 
ferred across  from  one  main  to  the  other,  between  the  station  and 
the  point  x  under  consideration. 

The  resistance  of  the  element  of  conductor  dx  is  Rdx,  By  Ohm's 
Law,  the  variation  of  potential  in  any  conductor  is  -£*  =  RI\  hence, 
in  the  two  mains  — 

d{u,^u')^Rdx  X  2^7,  ~  ^\  (195) 

iiranging,  -— 

d{uo  -  «o = 2  j?//i  -  ^y^c. 

Integrating  between  x  =  0  and  x  =  L,  — 


u.-7/  =  2RL 


Sl^-ih-- 


u„  -  //  =  ^^  (2  L  -  x).  (196) 

This  equation  represents  a  branch  of  a  parabola  to  which  the 
conductor  is  an  asymptote.  When  x  =  Qy  u^  —  u'  =  0,  showing  no 
drop  at  the  origin  ;  when  x  =  L^  u^  --  u'  =  RT^L.  To  find  the  max- 
imum drop,  —  \  /  \ 

d  {uo  -  nO_  ^  2  ^/^  H  _  jL  j  =  0.  (197) 

dx^         "       ^^^""^ 

or  u^  —  u'  is  a  maximum  when  x  =  L  (198),  with  a  value  of  RI^L, 
536.  Take  an  example.     Suppose,  in  Fig.  234,  — 

lo  =  12  amperes.  Vo  —  '^'o  =  40. 

Z  =  60  feet.  ,       ^/c^/o  r        \ 

-^  =  .02  oj  per  foot.  L    ^  ^ 

Uo-i/^  '^^  ^  -^^^  X  (120  -  jr). 


60 
.02  X  12 

60 
.02  X  12 

60 
.02  X  12 

60 
.02  X  12 

60 
.02  X  12 
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Let  X  be  successively  10,  20,  30,  40,  60,  and  60,  then  — 

.02  X  12  ^  ^^  ^  ^^20  —  10)  =    4.4 ; 

X  20  X  (120 -20)  =    8.0; 

X  30  X  (120  -  30)  =  10.8 ; 

X  40  X  (120  -  40)  =  12.8 ; 

X  50  X  (120  —  50)  =  14.0 ; 

X  60  X  (120  —  60)  =  14.4. 

537.    From  these  values,  the  curve  AB  in  Fig.  234  is  plotted. 
A  very  slight  consideration  of  this  curve  indicates  a  very  unequal 
drop  along  the  conductors,  evidently  due  to  varying  current  density 
per  unit  of  cross-section  in  the  mains.     For  incandescent  lighting 
circuits,  it  is  possible  to  compensate  to  some  extent  for  this  inequal- 
ity, by  placing  lamps  of  different  voltage  across  the  main,  the  hig-her 
voltage  lamps   being  located  nearer  the  source  of  supply.      While 
almost  any  desired  voltage  of  lamp  may  be  quite  readily  obtained, 
yet  to  assume  this  method  of  compensation  introduces  a  very  unde- 
sirable maintenance  complexity  into  the  service.     Furthermore,  the 
slightest  inspection  indicates  that  the  conducting  material  is  badly 
disposed  in  reference  to  the  load  on  the  mains.     Either  that  portion 
of  the  conductors  nearest  the  station  is  too  heavily  loaded,  and  dan- 
gerously near  the  heating  limit,  or  at  the  extremities  of  the  mains 
there  is  too  much  copper,  and  economy  may  be  introduced  in  original 
capital  outlay  by  a  reduction  in  the  cross-section.-    To  assume  a  safe 
current  density  per  unit  of  cross-section,  and  then  to  construct  the 
main  to  realize  at  all  points  this  density,  leads  to  a  much  more  effec- 
tive disposition  of  the  conducting  material.     This  is  accomplished  by 
a  tapering  conductor,  the  cross-section  of  which  varies  directly  with 
the  current. 

Case  II.  —  Conical  Conductors  —  Parallel  Feeding, 


638.  In  Fig.  235,  let  AB  and  CD  be  two  parallel  conical  conduc- 
tors connected  to  the  station  at  A  and  C,  and  having  a  cross-section 
constantly  decreasing  in  proportion  to  the  diminution  of  the  current, 
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-I  that  the  current  density  shall  be  constant  at  all  cross-sections. 
Assume  the  notation  as  indicated  in  Case  I.,  with  the  exception  of 
:.e  s)Tnbol  R^  which  in  Case  I.  had  a  constant  value  per  unit  of 
.c::gth,  while  in  the  present  case  the  value  of  R  will  evidently  vary 
a^ith  the  distance  from  the  generating-station.  In  Case  I.,  R  was  the 
resistance  per  unit  of  length  of  each  main  ;  in  the  present  conditions 


Fig.  235,    Diagram  of  Potential  Distribution  In  Com  II. 

R  will  vary  with  ;r,  and  is  the  resistance  of  a  unit  of  length  at  the 
^\nt  X  onfy;  therefore,  for  R  substitute  r,  denoting  a  variable  resist- 
ance,— 

(/a  -  ^)  ,  (199) 


d(Uo  —  j/)  ^rdx  X2 


^  which  r  is  the  resistance  per  unit  of  length  at  x.  But  r  =  p  /  S  aX 
^y  point  jr,  p  being  the  specific  resistance  and  5  the  section  of  the 
conductor,  then,  — 

d{u,-u')^^X2  (^/o  -  ^)  ;  (200) 
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arranging,  ^  (w^  —  i/)  = ^^— ^ ^ — " 

is  the  current  density  per  unit  of  cross-section,  which  by  h)rpothesis  i: 
constant ;  hence,  integrating,  — 

R^  being  the  resistance  per  unit  of  length  at  the  origin. 

This  is  the  equation  of  a  straight  line,  indicating  a  uniform  drop 
from  the  station  to  the  end  of  the  conducting  system,  u^  —  u*  being  a 
maximum  when  x  =  L, 

639.  Assuming   the   data   in   the   example   given    in    Case    I., 
u^  —  w'  =  28.8  volts,  and  the  curve  EG  (see  Fig.  235)  is  obtained, 
showing  that,  with  a  conical  conductor  having  the  same  unit  resist- 
ance at  the  origin  as  a  cylindrical  one,  there  is  twice  the  drop ;  but, 
however,  the  weight  of  copper  used  in  each  main  is  only  one-third  of 
that  employed  in  the  cylindrical  mains.     This  is  evident  from  the 
fact  that,  in  both  systems  the  diameter  at  the  origin  and  the  length 
are  the  same,  while  the  weights  are  in  the  same  proportion  as  the 
volume  of  a  cylinder  and  cone  having  the  same  base  and  altitude,  or 
as  one  to  three.     If  in  the  conical  system  the  same  weight  of  copper 
is  allowed  as  in  the  cylindrical,  the  relative  drop  in  the  two  systems 
is  reduced  in  the  proportion  of  two  to  three,  as  indicated  in  Fig.  235 
by  the  curve  EF.     The  section  of  the  conductors  at  the  origin  is 
then  three  times  as  great  as  in  the  cylindrical  system.     Thus,  for  the 
same  cost  of  conducting  system,  the  variation  in  potential  may  be 
decreased  and  the  drop  rendered  more  uniform  by  this  method. 

Case  III.  —  Cylindrical  Conductors  —  Anti-Parallel  Feeding, 

640.  In  Cases  I.  and  II.,  the  adjacent  ends  of  the  mains  A  and  C 
are  connected  to  the  generator,  the  path  of  the  current  being  out- 
ward away  from  the  stations  along  the  main  AB,  and  backward 
toward  the  station  through  CD.  Thus  the  direction  of  the  current 
in  AB  is  opposite  to  the  direction  of  the  current  in  CD.  It  is  some- 
times feasible  to  connect  the  opposite  ends  of  the  main  to  the  station 
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->:ead  of  the  adjacent  ends.  Such  a  disposition  is  shown  in  Fig.  236, 
A  being  connected  to  one  pole  of  the  generator,  and  D  to  the  other, 
:he  path  of  the  current,  as  indicated  by  the  arrows,  being  in  the  same 
.iirection  in  both  mains.  In  this  case  an  examination  of  the  diagram 
ih- ws  that  no  receiver  can  enjoy  the  full  difference  of  potential  sup- 
/lied  by  the  generating-station,  for  the  reason  that  V^  is  at  one  end 
A  one  main,  and  v^  at  the  opposite  end  of  the  other.  In  this  case 
:/.  -  // '  is  not  the  fall  of  potential  throughout  the  entire  length  of 
r-t^th  conductors,  but  is  the  variation  between  the  different  receivers, 
and  is  less  than  the  total  fall  for  the  two  mains  by  the  amount  lost  in 
cither  one  of  the  conductors. 


Fig.  236.    Dtagram  of  Distribution  of  Potential  In  Case  III. 


A  further  study  of  the  diagram  will  show  that  — 

d  {uo  —  //)  =  i?  (/ —  O  dx,  (202) 

2  and  i'  being  the  current  in  the  respective  mains  at  the  point  x. 

•  •/  r  ^  lo 


Integrating 


d  (uo  —  t/)=J?fo(l-^j  dx. 
«,_«'  =  ^If.  (Z  -  *). 


(203) 


(204) 
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This  equation  is  also  that  of  a  parabola ;  but  the  vertex  is  at  the 
center  of  the  mains,  and  the  maximum  variation  is  one-half  that  of 
Case  I.  When  x  =  0  and  x  =  L,  u^  —  w'  is  0,  showing  that  at  each 
end  the  receivers  are  operating  under  the  same  potential.  To  locate 
the  maximum  difference  of  potential  between  the  receivers,  — 

L 

a:  =  Z  /  2,  (205) 

a  maximum  ;  hence,  the  greatest  drop  is  at  the  center  of  the  main, 
and  has  the  value  RI^L  /  4. 

641.  Taking  the  same  value  for  the  constants  and  variables  as 
was  assumed  in  the  example  in  Case  I.,  the  curve  CD  plotted  in  Fig. 
236  is  obtained. 

This  curve  shows  the  rate  of  variation  in  pressure  between  the 
various  receivers  along  the  mains,  and  does  not  indicate  the  entire 
drop  between  the  potential  of  the  generator  and  the  point  of  least 
pressure  in  the  conductor;  for,  as  has  already  been  indicated,  the 
value  of  u^  —  u'  is  less  than  the  total  difference  of  potential  by  a 

quantity  equal  to  the  fall  in  pressure  in  one-half  of  the  conducting 

■    

system.  The  curve  of  total  fall  of  potential  may  be  obtained  by 
decreasing  the  ordinates  of  CD  by  a  quantity  equal  to  RI^Ll% 
which  is  the  resistance  of  half  the  conducting  system,  and  is  repre- 
sented in  Fig.  236  by  the  curve  CD'.  Comparing  these  curves  with 
Cases  I.  and  II.,  a  much  more  uniform  and  regular  service  to  the 
customers  is  indicated,  demonstrating  the  advantageousness  of  this 
method  of  wiring  in  cases  where  it  is  possible  to  employ  it. 

Case  IV.  —  Conical  Conductors  —  Anti-Parallel  Feeding. 

642,  The  plan  of  feeding  from  the  opposite  ends  of  the  mains 
may  be  applied  in  conical  conductors  with  equal  advantage.  The 
arrangement  is  shown  in  Fig.  237.     From  the  equations  in  Cases  II. 

and  III.,  —  ^  ^^^  -  «')  =  (ri  -  rV)  dx,  (206) 

r  and  r'  and  i  and  /'  being  the  resistances  and  currents  in  either 
main,  respectively,  at  the  point  x.  Hence,  by  a  similar  train  of  rea- 
soning as  in  the  previous  cases,  r  =  pi  j  Sy  and  r'  =  pi'  /  S' ;  but 
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2/5   and    pi'  I S'    are   constants   for   each    main,    by   hypothesis; 

hence,  —  /  '\ 

jK^o  —  u)  ^Q,  .207) 

dx 

v^  —  «'  =  a  constant.    But  u^  —  u'  is  here,  as  in  Case  III.,  the  differ- 
nice  in  pressure  between  the  receivers  ;  hence,  — 

F'-z/=  F,-r„=  Vo-Vo-RoIoL\  (208) 


mtegrating  (207) 


«o  —  ^''  =  J^o^qL* 


(209) 


543.  This  is  the  equation  of  a  straight  parallel  to  the  axis  of  x ; 
hence,  by  this  method  of  wiring,  there  is  no  pressure  variation  be- 
tween the  different  receivers,  all  being  submitted  to  precisely  the 
same  difference  of  potential.     This  method,  then,  presents  an  ideal 


H 


I 


J 


K 


Fig.  237,    Dtagram  of  Distribution  of  Potential  in  Case  iV. 

solution  of  constant  pressure  distribution.  The  only  variation  to 
which  the  receivers  are  subjected  is  that  due  to  a  change  in  the 
loading  of  the  entire  system,  which  may  be  compensated  for  by  the 
methods  of  regulation  to  be  described  later  on.  The  same  conclu- 
sions as  to  the  relations  of  the  amount  of  drop  and  weight  of  copper 
in  the  conducting  system  may  be  applied  in  this  case  as  in  Case  II. 

644.  Collecting  the  curves  indicated  by  these  equations,  and  re- 
ferring them  to  a  single  set  of  axes,  a  diagram  is  obtained  as  indi- 
cated in  Fig.  238,  from  which  a  glance  will  show  the  relative  potential 
distribution  occurring  in  the  four  elementary  systems.  The  four 
^^uations  from  which  these  curves  are  deduced  are  also  here  col- 
lected in  a  group,  in  order  that  their  properties  may  be  readily 
scanned.  The  salient  deductions  from  these  equations  are  collected 
in  Table  No.  51,  in  order  to  render  them  more  conspicuous. 
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Fig.  238.    Curves  of  Potential  Distribution,  Cases  /.,  11.,  III.,  ami  IV. 


545. 


Case  I. 


u„  —  7/  = 


/^/oX 


Case  II.     u^  —  u' 
Case  III.    u^  —  t/ 


L 

2  RoIcX' 
RLx 


(2  Z  -  X), 


(Z  -  X), 


Case  IV.    u^  —  u'  =  RJJ.. 


0*0^ 


(210) 

(211) 
(212) 

(213) 


Table  No.  61. 

BeUtfons  between  Caaea  I.,  II.,  m.,  and  IV. 


o 
< 

Dbsign. 

Drop  bbtwbbn 
rscbivbrs. 

Rblativb 
Weight. 

Relative  Energy 
Expended. 

Greatest 

Drop  brtwbbn 

Rbcbivrrs. 

Drop  between 

Generator  and 

Rrcbivrr  at 

Hu.HBST  Voltage. 

Drop  between 
Generator  and 

Rbcrivbr  at 
Lowest  Voltage. 

1 

2 

3 

4 

5 

6 

7 

8 

III.  { 
.v.{ 

Parallel  Fe«dtne    .    .    . 

Cylindrical  Conductors  .    . 
Parallel  Feedins   .... 

2 

3 

2 

RLI 

0 

RLI 

Conical  Conductora   .     .     . 

Anti- Parallel  Feeding    .    . 
Cylindrical  Conductora  .    . 

Anti-Parallel  Feeding    .    . 
Conical  Conductors   .     .     . 

4 

•        • 

1 

m          t 

0 

1 

•  « 

3 

•  • 

1 

2 

■        • 

3 

•         • 

3 

2RL/ 

RIL 
4 

•         •         « 

0 

0 

RLI 
2 

•        •        • 

RLI 

2  RLI 

3  RLI 

4 

•         •        • 

RLI 
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54C  In  this  Table  the  diameter  of  the  conductors  at  the  genera- 
tcr  is  the  same  in  all  cases.  If  the  same  weight  of  copper  be  allowed 
ir.  all  cases,  the  value  in  Cols.  6  and  8,  Case  II.,  and  Cols.  7  and  8, 
Case  IV.,  must  be  multiplied  by  3  /  2 ;  and  the  values  in  Col.  6,  Cases 
11.  and  IV.,  divided  by  2. 

In  the  fifth  column  of  this  Table,  figures  are  given  showing  the 
imount  of  energy  which  is  lost  by  transformation  into  heat,  due  to 
the  resistance  of  the  conductor  under  a  condition  of  maximum  load- 
ing.    This  column  is  calculated  from  the  following  equation  :  — 


7=1  rdxi\ 


in  which  r  is  the  resistance  per  unit  of  length  at  the  point  where  the 
current  in  the  main  is  /.  Integrating,  the  quantity  of  energy  lost  in 
the  cylindrical  conductors  is  found  to  be  — ■ 

I RIL,  (214) 

ind  for  conical  conductors  — 

RIL.  (215) 

547.   This  corresponds  with  the  relation  shown  in  the  Table  No. 
51.     If  it  is  allowable  to  use  the  same  amount  of  metal  in  both  con- 
ical and  cylindrical  conductors,  the  section  nearest  the  station   in 
conical  mains  may  be  made  three  times  as  large  as  that  in  the  cylin- 
drical  conductors.      Under   these   circumstances,  the  receivers  are 
subjected  to  a  much  less  difference  of  potential,  and,  at  the  same 
time,  the  energy  wasted  in  the  conductors  is  reduced  by  one-half  of 
the  amount  that  would  be  lost  in  cylindrical  conductors  having  the 
same  amount  of  copper.     From  the  preceding  considerations,  it  is 
evident  that  wherever  it  is   practicable,  the  conical  conductor  fed 
upon  the  anti-parallel   system  gives  the  most  uniform  and  regular 
service,  wastes  the  least  amount  of  energy,  and  subjects  the  receivers 
to  the  smallest  potential  variation.     Wherever  practicable,  therefore, 
this  method  should  be  adopted. 

MULTIPLE   WIRE  SYSTEMS. 

648.  The  Three -Wire  System,  —  If  it  were  feasible  to  success- 
fully manufacture  incandescent  lamps  capable  of  operating  under  any 
desired  voltage,  it  would  be  possible,  by  increasing  the  resistance  of 
the  lamps,  to  work  central  stations  at  higher  potentials,  and  economize 
in  the  material  employed  in  the  conducting  system.      It  has  been 
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shown  that,  if  the  available  potential  remains  constant,  the  amount  of 
energy  distributed  will  vary  directly  as  the  current,  and  the   amount 
of  energy  lost  in  the  circuit  as  the  square  of  the  current.     By  increas- 
ing the  pressure,  more  energy  may  be  delivered,  or  a  greater  territory'' 
served,  without  increasing  the  losses  in  the  circuit.     So  far,  attempts 
to  make  incandescent  lamps  of  much  more  than  200  ohms  resistance 
have  not   been   commercially  successful;   and  for  the   standard   llJ 
candle-power  lamp,  an  available  difference  of  pressure  at   the   lamp 
terminals  of  about  100  volts  is  all  that  can  be  rendered  useful.      Ex- 
perience has  shown  that  a  maximum  variation  in  pressure  throughout 
the  conducting  system  of  more  than  10  per  cent  is  not  compatible 
with  good  service.     Thus,  the  greatest  difference  in  pressure  at  the 
generators,  in  the  methods  of  wiring  so  far  described,  is  limited   to 
about  110  volts.     Any  plan  which  will  render  available  a  greater  dif- 
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ference  of  potential  will  introduce  a  notable  economy  in  the  cost  of 
the  conducting  system. 

649.    Suppose  two  conductors  A  and  C,  Fig.  239,  between  which 
is  maintained  a  difference  of  potential  double  that  which  is  necessary 
for  any  one  of  the  receivers ;  for  example,  220  volts  in  an  incan- 
descent lighting  system  of  110  volt  lamps.     It  is  then  feasible  to 
place  lamps  in  series  of  two  between  the  mains  A  and  C.     Therefore, 
for  a  given  number  of  lamps,  the  necessary  quantity  of  current  is 
halved,  and  the  admissible  fall  of  potential  may  be  doubled.     The 
resistance  of  the  conductors  for  a  given  output  along  the  line  may  be 
quadrupled,  and,  consequently,  the  price  of  installation  is   reduced 
nearly  75  per  cent.     This  device,  however,  involves  the  sacrifice  of 
the  independence  of  each  receiver.     As  the  receivers  are  placed  in 
groups,  each  one  involving  a  series  of  two,  it  is  necessary  to  throw 
in  or  out  of  service  an  entire  group ;  for  if  a  single  receiver  be  placed 
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in   sei^nce,  it  will  receive  double  the  pressure  for  which  it  was  in- 
tended-    This  defect,  however,  may  be  obviated,  by  so  designing  the 
station  machinery  that  the  dynamos  are  operated  in  groups  of  two 
placed  in  series,  to  obtain  the  desired  voltage,  and  then  introducing  a 
third  wire  B,  as  indicated  in  Fig.  240,  which  occupies  a  position  inter- 
mediate between  the  two  generators,  and  extends  through  the  entire 
system  of  conductors.     Under  these  circumstances,  each  tmit  in  the 
station  must  consist  of  two  generators,  connected  together  in  series. 
By  inspection,  it  is  evident  that  the  middle  wire  is  traversed  by  a 
current  which  is  only  equal  to  that  originated  by  the  difference  in  the 
number  of  receivers  that  are  simultaneously  in  service  on  the  two 
sides  of  the  system.     The  principal,  or  outer  conductors,  when  the 
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Fig,  240.    Three 'Wire  System. 

whole  plant  is  in  service,  only  carry  a  current  equal  to  one-half  that 
which  would  be  necessary  to  supply  the  same  number  of  receivers  if 
installed  on  the  two-wire  system ;  and  in  this  case,  as  the  center  wire 
is  not  traversed  by  any  current,  it  has  received  the  name  of  the 
"Neutral  Wire." 

650.  Supposing  now  that  a  part  of  the  load  on  one  side  of  the 
system  be  thrown  off.  In  the  previous  instance,  both  sides  were  bal- 
anced, but  now  one  side  needs  more  current  than  the  other ;  and  to 
preser\*e  the  independence  of  the  individual  receivers,  the  neutral 
wire  acts  as  an  overflow  main,  permitting  the  excess  of  current  on 
the  overloaded  side  of  the  system  to  return  to  the  generator  without 
affecting  the  other  side.  For  example,  in  Fig.  240,  suppose  100 
receivers  to  be  in  service  between  A  and  B,  and  80  between  B  and  C, 
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each  requiring  one  ampere ;  100  amperes  will  be  needed  on  the  AB 
side,  and  80  on  the  BC  side.     100  amperes  will  evidently  pass    out 
through  A,  80  back  through  C,  and  20  back  through  B.       By    this 
method  it  is  practical  to  introduce  very  large  economics  in  the  cost 
of  the  conductors,  to  greatly  extend  the  scope  of  the  plant  and    the 
distance  over  which  it   is  possible,  from  a  financial  standpoint,    to 
transmit  electrical  energy.     The  copper  saving  which  may,  in    this 
way,  be  practiced,  is  easy  to  calculate,  and  depends  upon  the    rules 
which  have  already  been  given.     Suppose  that,  for  a  given    plant,  a 
certain  economical  density  of  current  has  been  determined.        This 
value  is  independent  of  the  method  of  distribution  employed  ;   so  if 
the  same  current  density  is  to  be  used  in  the  two  systems,  it  will   be 
observed  that,   by  the  three-wire  method,   the  fall  of  potential    is 
reduced  to  one-half.     As  an  example,  assume  a  current  of  500  am- 
peres under  a  pressure  of  110  volts  to  be  required  by  the  receivers, 
with  a  drop  of   8   volts,  and  that  the  most  advantageous   current 
density  is  found  to  be  1000  amperes  per  square  inch.     It  is   neces- 
sary then  to  employ  for  two-wire  system  conductors  .5  in  area,  each 
giving  rise  in  the  length  of  the  conducting  system  to  a  drop  of  about 
7i  per  cent  of  the  total  available  potential.     Adopting  the  three-wire 
system  for  the  same  case,  as  the  potential  is  doubled,  the   same 
amount  of  energy  is  delivered  with  half  the  current,  and  so  the  cur- 
rent of  the  outer  conductors  is  reduced  to  250  amperes,  and,  at  the 
same  current  density,  the  amount  of  copper  is  reduced  in  each  con- 
ductor to  .25  sq.  in.  in  area.     It  is  a  common  practice  to  make  the 
third  wire  equal  in  section  to  the  principal  conductors,  then  the  total 
cross-section  is  .75  sq.  in.,  instead  of  1.00  sq.  in.,  and  the  total  amount 
of  copper  is  reduced  by  one-fourth.     The  fall  of  potential,  however, 
remains  equal  to  8  volts ;  and,  inasmuch  as  the  total  voltage  is  raised 
to  220,  the  percentage  value  of  the  fall  potential  is  only  3.6  per  cent 
instead  of  7i  per  cent,  as  in  the  preceding  example.     If,  on  the  con- 
trary, the  calculations  are  based  upon  an  equal  percentage  fall  of 
potential  in  each  case,  the  economy  to  be  obtained  in  the  amount  of 
copper  is  evidently  increased  to  five-eighths.     Thus,  in  reality,  each 
of  the  three  conductors  of  this  system  may  be  reduced  to  one-fourth 
of  the  area  necessary  with  the  two-wire  plan,  the  third  wire  being 
still  assumed  to  be  equal  to  the  other  two.     Therefore,  the  total 
amount  of  copper  in  the  three  conductors  is  only  three-eighths  of  that 
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^hich  is  required  under  the  two-wire  system  to  deliver  the  same 
-imount  of  energy  with  the  same  percentage  of  drop.  If  all  the  re- 
ceivers on  one  side  of  the  conducting  system  were  out  of  service, 
while  all  on  the  other  side  were  in  commission,  it  is  conceivable  that 
the  neutral  wire  would  be  called  on  to  carry  a  current  as  great  as 
that  of  the  outer  main.  This  can  only  happen  by  some  accident, 
such  as  the  blowing  of  a  main  fuse,  which  would  actually  open  one  of 
the  outer  conductors  ;  for  by  no  possibility  of  service  condition  would 
half  of  the  customers  be  out  of  service  while  the  other  half  were 
in  action. 

651.  Good  practice  indicates  the  advisability  of  placing  half  of 
the  receivers  of  each  customer  on  one  side  of  the  system,  and  half 
on  the  other.  Then,  in  the  event  of  the  opening  of  one  conductor, 
one-half  of  all  of  the  receivers  that  are  in  the  circuit  are  thrown  out ; 
and  under  this  condition  the  neutral  wire  can  only  be  traversed  by 
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Fig.  241.    Balancing  Diagram. 

one-half  the  current  of  the  outer  main,  and  the  relative  amounts  of 
copper  for  the  two  and  three  wire  systems  under  such  similar  condi- 
tions are  as  sixteen  to  five.  It  is  also  feasible,  by  a  careful  study  of 
the  various  consumers,  to  place  across  the  outer  conductors  such 
of  the  receivers  as  are  able  to  accommodate  themselves  to  great 
changes  in  voltage,  as  motors,  for  example,  or  groups  of  lamps  that 
are  rarely  in  service.  Moreover,  the  two  halves  of  every  important 
installation  may  always  be  arranged  to  make  the  demands  of  each 
part  sensibly  the  same.  This  precaution  prevents  long  portions  of 
the  neutral  conductor  from  being  traversed  by  a  current  of  sensible 
amount  that  does  no  useful  work,  thus  economizing  the  lost  energy. 

562.  The  different  parts  of  the  third  wire  may  be  traversed  by 
various  amounts  of  current,  both  as  to  intensity  and  as  to  sign, 
although  at  the  same  time  a  balance  of  yie  whole  system  be  care- 
fully preserved.  Fig.  241  gives  an  illustration  of  this  condition,  from 
which  it  is  obvious  that  on  each  side  of  the  system  the  same  number 
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of  lamps  are  in  use,  and  that,  while  a  part  of  the  third  wire  is  trav- 
ersed by  a  current  equal  to  three  lamps,  the  system,  on  the  whole,  i*^ 
balanced,  and  the  portion  of  the  conductor  nearer  the  station  is  en- 
tirely neutral.  It  is  advisable  to  carefully  study  ever)'  important 
installation,  and  to  arrange  the  distribution  of  currents  to  attain  the 
maximum  conductor  and  energy  economy. 

663.  Such  are  the  advantages  of  the  three-wire  system.       On  the 
other  hand,  there  are  certain  inconveniences,  which  it  is  now  advis- 
able to  consider.     It  must  be  noted  that  it  is  necessary  to  maintain 
in  operation  two  dynamos,  instead  of  a  single  machine ;  and  a  station 
unit  on  the  three-wire  plan  must  consist  of  two  dynamos,  each  havfnj^ 
half  of  the  power  required  on  the  two-wire  plan.     While  the  weight 
of  the  two  dynamos  for  the  same  output  will  not  differ  sensibly  from 
that  of  a  single  machine,  the  initial  cost,  expense  of  operation,  and 
loss  of  efficiency  are  increased.     The  apparatus  at  the  central  station 
becomes  somewhat  more  complicated ;  but  this  inconvenience  is  con- 
fined to  the  dynamos,  for  the  engine,  or  other  motor,  may  remain  in 
each  case  the  same.     The  driving  machinery,  such  as  shafting,  pul- 
leys, etc.,  must  be  connected  to  two  generators  instead  of  one.     Also, 
the  difference  of  potential  between  the  system  and  the  ground  is 
doubled,  and  the  chances  of  accident  due  to  failure  of  insulation  be- 
come largely  increased.     These  objections  to  the  three- wire  system 
are  by  no  means  comparable  with  the  advantages  and  economy  to  be 
derived ;  so  all  central  stations  of  any  importance  are  now,  without 
hesitation,  designed  and  laid  out  in  accordance  with  the  principles 
enunciated.     Indeed,  so  great  are  the  benefits,  that  the  economical 
principles  outlined  have  been  extended,  and  similar  systems   using 
five  and  seven  wires,  with  corresponding  advantages,  are  by  no  means 
unique. 

664.  Multiple-Series  System  cuid  Modiflcations  of  the  Three- 
Wire  System.  —  In  local  installations  of  small  extent,  where  the  full 
plant  load,  or  at  least  the  greater  part  of  it,  is  constantly  on  the  cir- 
cuit, and  where  the  independence  of  the  individual  receiver  is  not 
essential,  it  becomes  possible  to  avoid  the  complexity  introduced  hy 
the  three-wire  system,  by  operating  the  receivers  in  groups  of  two  or 
more,  placed  upon  circuit  in  parallel  with  each  other,  thus  giving 
rise  to  the  multiple-series  method  —  see  Fig.  239.  The  origin  of 
the  three-wire  system  was,  doubtless,  an  effort   to  secure  at  once 
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±e  indej>endence  of  each  receiver,  and  the  economy  of  high  po- 
lential. 

In  the  multiple-series  system,  all  the  receivers  of  each  group 
zust  be  in  operation  at  any  one  time ;  as,  if  any  one  of  the  group  is 
i-rown  out  of  service,  the  remainder  will  be  either  subjected  to  an 
eiectrical  pressure  greater  than  that  for  which  they  were  designed,  or 
.It  lesistance  must  be  introduced  in  the  circuit  to  absorb  the  energy 
prcnously  consumed  by  the  now  isolated  receiver.  In  this  direction 
:he  multiple-series  circuit  labors  under  the  same  disadvantages  and 
jmitations  as  the  ordinary  plain-series  circuit. 

It  is  possible  in  some  cases,  where  the  load  on  the  system  is  a  rea- 
s^jnably  constant  one,  to  simplify  to  some  extent  the  three-wire  system 
by  avoiding  the  complexity  of  two  dynamos  at  the  central  station.  In 
Fig.  242  such  an  arrangement  is  indicated  —  a  single  dynamo  sup- 
plying the  circuit  having  double  the  electro-motive  force  of  the  receiv- 
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Fig.  242,    Three- Wire  System  with  Single  Dynamo. 

ers  on  the  sides  A  and  B.  The  third  wire  still  exists  in  the  circuit, 
but  does  not  return  to  the  station,  nor  is  any  connection  made  with 
the  generator.  .  Under  these  circumstances,  if  any  one  of  the  receiv- 
ers in  the  group  A  be  thrown  out  of  commission,  the  circuit  of  none 
of  the  others  will  be  actually  opened,  and,  conseqntly,  their  operation 
will  proceed  uninterruptedly.  As  the  generator  produces  a  constant 
electro-motive  force,  and  as  now  the  resistance  of  the  A  group  of 
leteivers  is  increased  by  the  opening  of  the  circuit  of  one  or  more 
of  them,  and  is  higher  than  the  resistance  of  the  B  group,  the  fall  of 
potential  throughout  the  system  will  be  the  same  as  when  all  the 
receivers  were  in  operation,  but  the  potential  upon  the  A  group  will 
now  be  greater  than  that  upon  the  B  group.  While  formerly  the 
potential  of  the  central  conductor  cc  was  precisely  midway  between 
the  potentials  of  the  external  conductors,  the  potential  of  cc  is  now 
^ot  midway  between  those  of  the  outer  conductors,  but  approximates 
niore  nearly  to  that  of   the  conductor  B.     In  cases  where  such  a 
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variation  in  sen-ice  can  be  tolerated,  as  in  factories,  or  other  com 
mercial  institutions  operating  their  own  lighting  plants,  this  methoc 
approximates  sufficiently  toward  the  best  service  to  be  desirable. 

655.    For  very  small  installations,  where  the  mains  extend  a  cori' 

siderable  distance  from  the  generator,  yet  where  the  load  is  so  li^hl 

as  to  render  two  machines  inexpedient,  the  conductor  economy   of 

the  three-wire  system  may  be   rendered 

available  by  the  device  indicated   in    Fig. 

243.  Here  the  generator  is  supplied 
with  a  third  brush  F',  set  midway  be- 
tween the  regular  brushes,  to  which  the 
third  wire  is  attached.  If  the  system  is 
well  balanced,  with  rarely  any  current  in 
the  neutral,  this  scheme  is  fairly  suc- 
cessful ;  otherwise,  there  is  likely  to  be 
destructive  sparking  at  the  commutator. 

556.  The  three-wire  system  is  sus- 
ceptible of  a  very  great  number  of  modi- 
fications, many  of  which  will  readily  occur 
to  the  fertile  designer.  Mr.  Leonard,  in 
the  Ekctrical  Engineer,  indicates  several 
useful  combinations,  which  are  illustrated 
in  Figs.  244,  245,  and  246. 

In  the  arrangement  outlined  in  Fig. 

244,  a  single  dynamo  is  connected  to  the 
external  conductors  M  and  P,  having  an 
electro-motive  force  double  that  of  the 
receivers  to  be  placed  upon  the  circuit. 
The  third  wire,  instead  of  returning  to 
the  generator,  is  connected  with  the  pole 
of  the  storage  battery  S,  the  other  pole 
of  which  is  in  electrical  communication 

with  the  main  M.  Under  these  circumstances,  a  current  thrown 
upon  the  third  wire  N  is  absorbed  by  the  storage  battery,  while  the 
extra  load  upon  the  M  side  of  the  system  is  cared  for  by  the  output 
of  current  from  the  battery  in  question. 

557.    In  Fig.  245  an  arrangement  is  indicated,  consisting  of  mo 
generators,  A  and  B ;  the  A  generator  has  double  the  potential  of 
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'L  of  the  receivers,  while  the  B  dynamo  is  capable  of  developing  an 
ntvirical  pressure  equal  to  that  required  by  a  single  receiver. 

When  the  load  on  the  P  side  of  the  system  is  greater  than  that 
lc  the  M  side,  a  current  returning  through  the  central  conductor  N 
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f/g.  244.    Three -Wire  System  with  Storage  Battery  Equalizer. 

actuates  the  dynamo  B,  causing  it  to  operate  as  a  motor,  and  thus, 
by  means  of  the  counter  shaft  E,  relieving  the  prime  mover  of  a  part 
if  the  load  of  the  dynamo  A.  When,  on  the  contrary,  the  M  side  of 
ik  system  is  overloaded,  the  dynamo  B  acts  as  a  generator,  sup- 
plying the  necessary  additional  current. 


Fig.  246.    Three -Wire  System  with  Motor-Dynamo. 

568.  The  design  of  Fig.  246  is  a  modification  of  the  preceding 
^nangement,  by  means  of  which  the  generator  A  may  be  located  at 
a  considerable  distance  from  the  district  to  be  served,  while  in  close 
proximity  to  the  district  a  motor  R  and  generator  C  are  located. 
^e  generator  A  may  be  run  at  a  sufficiently  high  potential  to  make 
the  loss  between  G  and  R  comparatively  small,  while  by  means  of 
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the  motor  R  the  second  generator  C  may  be  made  to  operate  ii 
conjunction  with  the  generator  A  upon  the  three-wire  system,  a; 
indicated  in  the  previous  design. 

569.  The  Five- Wire  System.  —  By  an  extension  of  the  princi 
pies  thus  developed,  a  greater  number  of  circuits  may  originate  from 
the  same  station,  giving  rise  to  methods  of  multiple  wire  distribution, 
embracing  five  or  even  seven  wires,  operating  at  correspond  ing-Jy 
high  potentials,  and  enabling  a  corresponding  reduction  in  the  ex- 
pense of  the  conducting  system.  All  of  the  advantages  prev^ious7y 
enumerated  are  augmented  in  proportion  to  the  increase  in  the  num- 
ber of  wires,  while,  on  the  other  hand,  the  objections  inherent  in  the 
multiple  wire  systems  present  themselves  with  correspondingly  in- 
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Fig.  246.    Three -Wire  System  with  Compensating  Dynamo  and  Motor. 

creasing  force.     The  greater  the  complexity  of  the  station,  and  the 
difficulties  of  obtaining  sufficient  insulation  for  the  higher  potentiai 
differences  have  so  far,  in  this  country  at  least,  prevented  a  verj*- 
wide  introduction  of  anything  but  the  three-wire  system.     Nearly  all 
of  the  plants  of  the  Edison  Company  in  this  country  are  built  upon 
the  three-wire  plan,  and  form  the  most  notable,  and  the  most  thor- 
oughly designed  and  executed,  examples  of  this  method  of  distribu- 
tion.    In  Europe,  on  the  contrary,  where  the  areas  to  be  covered  are 
perhaps  not  so  great  as  in  America,  and  where  greater  care  and  more 
thorough  work  is  to  be  expected  from  an  older  and  more  complete 
civilization,  the  five  and  seven  wire  systems  have  attained  quite  a 
wide  introduction,  accompanied  with  very  notable  success. 

660.    In   Fig.  247   are  given  diagrammatically  the   systems  of 
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F\g.  247.    Designs  for  Multlpie -Wire  Systems. 

some  of  the  most   extensive   European    systems  of  direct   current 
distribution,  being  adopted  in  the  following  towns  :  — 

A.  Parallel  system,  Berlin  (Markgrafenstrasse  Station),  La  Coruna. 

B.  Parallel  system  with  secondary  batteries,  Salzburg,  Lyons,  Toulon, 

Montpellier. 

C.  Simple  three-wire  system,  Berlin  (Mauerstrasse  Station,  Schiffbauer- 

damm,  and  Spandauerstrasse),  Elberfeld,  Helsingborg,  Malaga. 

D.  Three-wire  system  with  one  dynamo  and  secondary  batteries,  Miil- 

hausen,  Stockholm,  Sundswall. 

E.  Three-wire  system  using  two  dynamos,  Vienna  (Mariahilf),  Darm- 

stadt, The  Hague,  Stettin,  Breslau,  (Copenhagen. 

R   The  five-wire  system  with  equalizing  dynamo,  Trient. 

G,  The  five-wire  system  with  equalizing  dynamo  and  secondary  batter- 
ies, Paris  (Place  Clichy). 

H.  The  five-wire  system  with  two  generator  dynamos,  Vienna  (Neubad). 
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661.  The  use  of  auxiliary  dynamo  machinery  in  several  of  thes 
installations  will  be  noticed.  The  method  of  employment  is  simila 
to  that  already  indicated  in  Figs.  244,  245,  and  246,  for  the  three 
wire  system,  and  in  Fig.  248,  showing  in  detail  the  design  for  a  five 
wire  system.  Here  the  generator  G  runs  at  a  potential  sufficicn 
for  four  receivers,  and  is  attached  to  the  two  external  mains  of  the 
system.  At  any  desired  intermediate  point  or  points,  three  dynamc 
machines  are  introduced,  each  one  operating  at  a  potential  equal  to  a 
single  receiver.  So  long  as  the  system  is  entirely  balanced,  the  aux- 
iliary dynamos  absorb  merely  sufficient  power  to  turn  their  armatures 
against  friction  of  the  bearings  and  the  slight  losses  due  to  interna/ 


Fig.  248.    Fioe-Wlre  System  with  Motor-Dynamo. 

currents.     In  the  case  of  any  want  of  balance  in  any  part  of  the  sys- 
tem, the  dynamo  connected  with  that  portion  acts  either  as  a  motor 
or  as  a  generator,  depending  upon  whether  the  unbalancing  is  such  as 
to  give  rise  to  a  current  flowing  towards  the  station  through  the 
intermediate  wire,  or  away  from  the  station.     In  the  first  instance, 
the  current  flowing  toward  the  station  passes  through  the  auxiliary 
dynamo,  causing  it  to  run  as  a  motor,  thus  releasing  the  station  of 
that  amount  of  load.      Contrariwise,  should  the  unbalancing  make 
the  current  flow  away  from  the  station  in  any  intermediate  wire,  the 
dynamo  acts  as  a  generator,  demanding  from  the  station  such  an 
amount  of  power  as  will  enable  it  to  add  to  the  circuit  the  required 
current.     This  subject  will  be  further  illustrated  in  the  paragraphs 
upon  motor  transformers,  in  the  succeeding  chapter. 
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662.  Relative  Area  Covered  by  Two,  Three,  and  Five  Wire 
SystexQs.  —  The  territory  that  can  be  served  by  a  central  station  only, 
depends  upon  the  amount  of  copper  that  is  placed  in  the  conducting 
iVNtem  in  proportion  to  the  number  of  customers  to  be  served. 
With  a  limited  drop,  the  cost  of  tKe  conducting  system  may,  even  in 
1  small  territory,  rise  to  such  an  amount  as  to  prevent  the  enterprise 
from  being  a  commercial  success.  If  a  given  receiver  is  to  operate 
it  a  definite  distance  from  the  station  under  a  predetermined  drop, 
ine  weight  of  the  conducting  system  is  readily  calculated.  If  the 
tii?>tance  is  increased  M  times,  the  drop  remaining  the  same,  the 
Weight  of  the  conducting  system  will  be  proportional  to  J/^.  In 
general,  the  weight  and,  consequently,  approximately,  the  cost  of  the 
conducting  system,  is  expressed  by  the  formula  — 

W  =  AI\  (216) 

in  which  W  is  the  total  weight  of  the  circuit,  A  a  constant  embracing 
ihe  drop,  the  conductor  weight  per  customer,  and  the  length  of  the 
system.  With  a  drop  of  5  per  cent,  and  an  average  of  12j  lbs.  of 
copper  per  lamp  in  the  conducting  system  per  60  watt  lamp,  a  single 
station  on  the  two-wire  system  is  limited  to  a  radius  of  about  1600  ft. 
To  extend  the  territory  to  2300  ft.,  formula  (216)  indicates  that  an 
expenditure  of  25  lbs.  of  copper  per  lamp  is  required.  Table  No.  52 
indicates  the  relative  possible  areas  to  be  served,  and  weight  of  cop- 
per per  lamp  and  drop. 

Table   No.  52. 

Areas  Covered  by  Multiple-'Wire  SyBtems. 


Kind  op  System. 

Radius  of  Pkofitable  District  with  5^  Drop. 

Copper  12i  lbs. 
per  50  Watt  Lamp. 

Copper  25  lbs. 
per  50  Watt  Lamp. 

2- Wire  System 

2. Wire  System  Feeders  and  Mains   . 

3.\Vlre  System 

3- Wire  System  Feeders  and  Mains  . 

6- Wire  System 

S-Wirc  System  Feeders  and  Mains  . 

1000  Feet. 
2j00  Feet. 
2300  Feet. 
4000  Feet. 
5000  Feel. 
8200  Feet. 

2300  Feet. 
3500  Feet. 
3500  Feet. 
GOOO  Feet. 
7200  Feet. 
12000  Feet. 

663.  The  Feeder  and  Main  System.  —  All  the  methods  for  cir- 
cuit design  thus  far  indicated  may,  analytically,  be  reduced  to  one  of 
the  four  elementary  cases.  When  applied  to  the  distribution  of  very 
large  amounts  of  electrical  energy,  extending  over  considerable  areas, 
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embracing  points   widely  separated  from   each   other,  all    of    these 
methods,  even  including  the  multiple-wire  systems,  require    the   ex- 
penditure of  so  much  material  in  the  conducting  system,  in  order  to 
maintain  a  sufficiently  uniform  electrical  pressure  throughout  the  con- 
ducting network,  as  to  make  the  cost  of  the  system  too  great  to  per- 
mit of  a  profitable  return  upon  the  capital  invested.     As  a  solution 
of  this  problem,  Mr.  Edison,  in  this  country,  introduced  the   Feeder 
and  Main  System,  which  consists  in  subdividing  the  territory  to  be 
served  into  a  large  number  of  districts,  by  grouping  the  customers  in 
proximity  to  each  other  into  blocks  located  as  near  as  possible  at 
equal  distances  around  a  number  of  central  points.     From    each   ol 
these  radiating  centers,  receiving  the  name  of  Centers  of  Distribution, 
a  pair  of  conductors,  termed  Feeders,  is  carried  back  to  the  central 
station.     Upon  the  feeders  no  customers  whatsoever  are,  under  any 
circumstances,  placed.      From   each  of  the  centers  of   distribution 
there  also  extend  a  second  set  of  mains  running  electrically  away 
from  the  center  of  distribution,  and  so  away  from  the  central  station, 
the  office  of  which  is  to  serve  the  various  consumers. 

664.    This  set  of  conductors  has  received  the  name  of  "  Distribut- 
ing Mains."     By  this  means  the  entire  territory  is  split  up  into  a 
number  of  subdivisions,  each  in  the  most  direct  electrical  communi- 
cation with  the  station,  by  means  of  such  an  independent  pair  of 
conductors  as  will  enable  the  station  to  supply  the  distributing  center 
with  the  required  amount  of  current,  at  any  desired  electrical  pres- 
sure.    Inasmuch  as  there  are  no  customers  upon  the  feeders,  the  fall 
of  potential  in  the  feeders  is  a  matter  of  but  little  importance  so  far 
as  the  requirements  of  good  service  are  concerned,  these  conductors 
being  designed  merely  to  supply  to  the  distributing  center  the  re- 
quired  amount   of  current   under  the  most  economical  conditions. 
The  central  station  may  embrace  a  number  of  different  dynamos,  all 
running  at  different  electrical  pressures,  each  one  conveying  to  its 
appropriate  center  the  necessary  current,  so  adjusted  that  on  arrival 
at  the  distributing  center  all  of  the  currents  will  come  in  under  a 
uniform  pressure,  maintaining  the  essential  constant  electrical  poten- 
tial over  the  entire  district.     Such  an  arrangement  is  indicated  dia- 
grammatically  in  Figs.  249,  250,  and  251. 

In  Fig.  249  the  central   station  is  shown  at   MN.     From  this 
point  a  pair  of  feeders  MA,  MA'  extend  to  the  center  of  distribution 
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AA'.  Two  other  sets  of  feeders  also  extend  to  the  centers  CC  and 
BK.  From  AA',  BB',  and  CC  the  distributing  mains  are  extended, 
-cross  which  the  receivers  are  located.  From  M  to  A,  B,  and  C  any 
desired  fall  of  potential  may  be  allowed  to  take  place  in  the  feeders 
without  in  any  way  affecting  the  service  of  the  respective  receivers 
extended  upon  the  distributing  mains  emanating  from  these  points. 
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Fig.  249.    Feeder  System, 

The  distributing  mains,  however,  must  be  so  designed  that,  with  all 
variation  of  load  which  shall  be  thrown  upon  them,  the  fall  of  poten- 
tial shall  be  kept  within  such  a  limit  as  good  service  conditions 
require. 

666.    A  similar  design  is  indicated  in  Fig.  250,  in  which  the 
station  is  located  at  MN  in  the  center  of  the  district  to  be  served^ 


Fig.  250.    Feeders  and  Mains. 

from  which  three  sets  of  feeders,  MA,  MB,  MC,  and  MA',  MB',  and 
MC,  extend  to  the  distributing  mains,  that  are  located  in  ellipses 
around  the  central  station.  As  in  the  previous  illustration,  no  re- 
ceivers are  placed  upon  the  feeders,  so  the  variation  in  pressure  in 
this  part  of  the  conducting  circuit  does  not  affect  the  customers,  but 
may  be  made  as  great  as  the  rules  of  maintenance,  economy,  and 
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safety  dictate.  Upon  the  distributing  mains,  A,  B,  C,  and  A',  B',  anci 
C,  the  drop  must  be  restrained  within  service  limits,  no  matter  at 
what  sacrifice  of  conducting  material.  This  design  is  much  superior 
to  that  in  the  preceding  illustration,  as  it  is  evident  that  each  feeder 
can  supply  the  distributing  mains  in  two  directions,  thus  shortening 
the  electrical  length  of  the  distributing  mains,  and  obviating  accident 
in  case  of  the  rupture  of  any  conductor. 

^QQ,    A  still  further  improvement  is  indicated  in  Fig.  230,    in 
which  the  distributing  mains  assume  the  form  of  a  circle,  around 
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fig,  251.    Feeder  System,  Parle. 


which  the  receivers  are  equally  spaced,  while  the  feeders  are  intro- 
duced at  two  diametrically  opposite  points  upon  the  circumference. 

567.  For  installations  upon  a  large  scale,  such  as  are  required 
by  urban  distributing  plants,  especially  for  incandescent  lighting,  all 
of  the  foregoing  principles  are  usually  combined  in  the  design  of  the 
conducting  system.  An  excellent  example  of  this  is  indicated  in 
Fig.  251,  giving  in  a  skeleton  form  the  mains  of  the  Edison  Company 
along  one  section  of  the  plant  in  Paris.  A  slight  inspection  of  the 
diagram  indicates  that  the  general  design  of  the  conducting  circuit  is 
that  of  a  three-wire  system  embracing  conical  conductors  for  the  dis- 
tributing mains,  with  anti-parallel  feeding,  thus  realizing  the  highest 
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economy  in  the  conducting  material,  and  the  least  possible  potential 
\-ariation. 

388.  Location  of  the  Central  Station.  —  In  the  case  of  series 
distribixtion,  it  is  shown  that  the  location  of  the  central  station  is  a 
mattex-  of  relatively  slight  importance,  provided  the  site  is  chosen  on 
the  perimeter  of  the  polygon  formed  by  the  line  of  circuit ;  that  all 
l'.*cations  on  this  line  are  equally  advantageous  ;  and  that  in  case  it 
IS  necessary  to  slightly  depart  from  the  actual  location  of  the  circuit, 
all  p>oints  axe  equally  available  that  are  equally  distant  from  the  line. 
Under  the  parallel  system  the  location  of  a  central  station  becomes  a 
matter  of  the  most  paramount  importance ;  for,  under  this  system, 
the  a.inount  of  current,  and  not  the  electrical  pressure,  is  the  govern- 
ing factor. 

The  losses  entailed  by  the  conducting  system  vary  as  the  square 
of   the  current  flowing,  and  as  the  resistance  of  the  conducting  sys- 
tem ;  and  as  the  supply  of  a  definite  territory  requires  a  definite  cur- 
rent,  the  resistance  remains  as  the  only  variable  at  the  command  of 
the  engineer.     The  dictates  of  both  maintenance  and  economy,  and 
the  requirements  of  good  service,  make  it  essential  to  reduce  the  ex- 
pense of  the  conductor  system  in  every  direction  to  the  lowest  possi- 
ble amount.     As  will  be  now  shown,  this  is  best  accomplished  by 
locating  the  central  station  at  the  electrical  center  of  gravity  of  the 
district  to  be  served,  considered  in  relation  to  the  various  points  to 
which  energy  must  be  distributed,  and  the  amount  of  energy  to  be 
conveyed  to  each  respective  center.     In  many  cases,  the  very  impor- 
tant consideration  of  coal  and  water  supply,  the  availability  and  econ- 
omy of  real  estate,  and  physical  causes  affecting  the  ability  to  obtain 
the    requisite  foundations  for  heavy  machinery,  must  be  taken  into 
consideration  in  the  selection  of  the  station  site.     Leaving,  for  the 
present,  these  conditions  out  of  the  question,  the  location  of  the  site 
should  be  determined,  in  so  far  as  the  relation  to  the  conducting  sys- 
tem  is  concerned,  at  such  a  point  in  the  district  as  will  place  it  at 
the  electrical  center  of  the  conducting  system.     To  properly  locate 
the  central  station,  a  reasonably  accurate  map  should  be  made  of  the 
district,  with  a  careful  canvass  of  all  the  probable  customers,  obtain- 
ing  the   amounts  of  energy  that  they  are  likely  to  demand.      An 
inspection  of  a  good  map  so  prepared  will  enable  the  engineer  to 
select  a  number  of  points  in  the  district,  which  will,  from  the  topo- 
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graphical  features  of  the  territory,  be  made  centers  of  distribution. 
From  these  centers  of  distribution  the  distributing  mains    extend, 
electrically  speaking,  away  from  the  station,  while  toward  the  station 
from  each  point  the  feeders  will  run.     From  a  canvass  of  the  custom- 
ers, the  amount  of  energy  to  be  delivered  at  each  of  the  centers  of 
distribution  is  determined,  thus  giving  the  maximum  current  flowing 
through  the  feeders,  and  the  current  to  be  diffused  by  the  distrib- 
uting mains.     These  amounts   should   be  carefully  noted    opposite 
each  of  the  centers  of  distribution,  where  the  feeder  joins   the  dis- 
tributing main. 

669.  To  determine  the  proper  station  site,  suppose,  in  Y\^.  252, 
the  irregular  outline  includes  the  territory  to  be  served,  the  black 
dots   scattered   throughout    indicating  the  location  of  each    of   the 

centers  of   distribution,  and  the  amount   of  cur- 
rent to  be  delivered  at  each  of  the  respective 
points.     The  problem  to   be  solved,  in  order  to 
determine  the  proper  location  of  the  station,   is 
I    to  ascertain  the   electrical  center  of  gravity  of 
the  points  of  distribution,  precisely  as  the  center 
of   gravity  of   an    irregular   solid  would    be  ob- 
tained.     Graphically,  a  solution  is  obtained    by 
F/g,  252.  selecting   any   two    centers  of   distribution,  and 

"ZZn'oXZ"      J°i"i"g  tl^e™  by  a  straight  line. 

This  line  should  be  divided  into  two  parts,  in- 
versely proportional  to  the  amount  of  current  to  be  delivered  at 
each  of  the  centers ;  such  a  point  is  then  electrically  the  center  of 
gravity  of  the  two  distributing  points  in  question.  The  process  is 
repeated  until  the  resultant  center  of  gravity  of  all  of  the  centers 
of  distribution  is  obtained,  indicating  the  best  location  for  the  sta- 
tion, considering  simply  maximum  economy  in  the  cost  and  main- 
tenance of  the  distributing  system.  Analytically,  the  determination 
of  the  station  site  is  as  follows  :  — 

Assume  that  at  the  points  1,  2,  3,  etc.,  currents  represented  by 
/,  i'y  i",  etc.,  are  to  be  delivered,  and  that  the  centers  of  distribu- 
tion may  be  connected  by  straight  lines  with  the  station.  The 
weight  of  each  conductor  for  a  given  fall  of  potential  is  propor- 
tional to  the  product  of  a  constant  depending  upon  the  allowable 
drop,   the  current   /',   and    the   square   of    the    length   of    the  con- 
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ductor  /-  Hence,  the  weight  of  each  conductor  Ol,  02,  03,  etc., 
^11  be  w  =  Al\  (217) 

in  whicli  w  is  the  weight  of  the  conductor,  and  A  the  constant  above 
referred  to.  The  total  weight  of  the  feeder  system  is  the  sum  of  all 
these  equations  applied  from  the  point  O  to  the  distributing  points 

1  *^    3    etc    

L,  .,  o,  eic,  W^A%IH.  (218) 

The  study  of  mechanics  presents  a  similar  problem,  the  solution  of 
which  indicates  a  key  to  the  solution  of  the  above  equation. 

If,  at  the  points  1,  2,  3,  etc.,  masses  of  matter  are  supposed  to 
be  concentrated,  the  magnitude  of  which  may  be  represented  by  the 
current  values  /,  i\  i",  etc.,  the  term  2  /^  i  represents  the  moment  of 
inertia  of  this  system  with  reference  to  the  point  O,  from  which  the 
following  conclusions  may  be  drawn  :  — 

570.    First.    The  moment  of  inertia  of  the  system,  with  refer- 
ence to  the  center  of  gravity,  is  a  minimum. 

Second.  The  moment  of  inertia  referred  to  any  other  point  than 
the  center  of  gravity,  depends  upon  the  distance  "ZP"  between  the 
center  of  gravity  and  the  second  point  of  reference.  The  moment 
of  inertia  is  equal  upon  all  points  of  any  circumference  described 
with  the  center  of  gravity  as  a  center  with  "ZP"  for  a  radius,  there- 
fore —  The  best  site  for  a  central  station  is  the  electrical  center  of  gravity 
of  the  centers  of  distribution.  All  locations  equally  distant  from  this 
point  are  equal  in  value.  As  the  station  is  removed  from  the  electri- 
cal center  of  gravity,  the  pounds  of  copper  required  for  the  conducting 
system  are  rapidly  increased. 

671.  Let  W  be  the  weight  of  copper  required  for  the  conductors, 
when  the  station  is  located  at  the  electrical  center  of  gravity  of  the 
system,  and  W^  the  weight  when  located  at  any  point  distant  d  feet 
from  the  center  of  gravity. 

Let  /  be  the  length  of  any  feed. 

Let  /   be  the  current  in  this  feed. 

Let  L  be  the  average  length  of  all  the  feeds. 

Let  /  be  the  total  current. 

Let  the  above  symbols  apply  when  the  station  is  located  at  the 
electrical  center  of  gravity,  then,  — 

2 IH  =  ZV;  (219) 

and  W^AL^I,  (220) 
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A  being  a  constant  depending  on  the  allowable  drop,  as  shown  in  t 

paragraph  on  the  *'  Limits  of  the  Three-Wire  System."     If  the  static^ 

is  moved  to  another  site,  distant  d  feet  from  the  center  of  gravi 

then,  — 

Let  /'     =  the  new  length  of  any  feed, 

Let  L'    =  the  average  length  of  all  the  feeds, 

Let  W  =  the  weight  of  copper  now  required, 

Let  /  and  /remain  the  amounts  of  the  current,  as  before ; 

then,  2 1'H  =  L'%  C221> 

and  W  =  AL  'V;  (222  > 

from  which  W  -  W  =  V^  -  L\ 

The  mean  length  is  analogous  to  radius  of  gyration  and,  therefore, 

W  —  W  ^  d^ 
W  L 


and  777 77  •  (223} 


This  is  the  equation  of  a  parabola  having  its  vertex  at  the  origin  and 
branching  upward  away  from  the  axis  of  x.  So  the  conductor  material 
increases  very  rapidly  as  the  station  is  moved  away  from  the  electri- 
cal center  of  gravity  of  the  system.  Increasing  the  weight  of  the 
conducting  system  means  not  only  a  much  larger  initial  investment, 
but  also  increased  maintenance  expense,  and  increased  cost  due  to 
energy  lost  in  the  conducting  system. 

672.    On  the  other  hand,  the  removal  of  the  station  from  the 
center  of  gravity  may  permit  the  utilization  of  real  estate  at  such 
an  advantage  as  will  more  than  compensate  for  the  extra  capital  in- 
vested in  the  line.     Furthermore,  locations  maybe  chosen  permitting 
the  utilization  either  of  water-power  directly,  or  of  water  to  supply 
condensing  engines,  or  may  provide  access  to  transportation  facilities 
for  fuel  supply,  thus  cheapening  the  cost  of  power  production  to  such 
an  extent  as  to  make  the  additional  conductor  investment  required  by 
the  change  in  location  a  most  desirable  investment.     The  decision  of 
the  location  should  be  determined  from  the  following  considerations  : 
Determine  the  cost  of  plant,  and  cost  of  operation,  with  station  located 
at  the  electrical  center  of  gravity.     Determine  the  value  of  the  same 
items  with  the  station  placed  at  any  other  location  presenting  sup- 
posed  advantages.      An  equation  between   these  quantities  will  at 
once  indicate  which  of  the  two  sites  possesses  the  greater  advantages, 
and  the  relative  value  of  the  merits  in  both  cases. 
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d*T3.  Location  of  the  Feeders  and  Centers  of  Distribution.  — 
In  the  preceding  analytical  investigation,  it  has  been  assumed  that 
the  feeders  extended  to  the  centers  of  distribution  in  straight  lines. 
In  practice,  this  would  rarely  be  the  case,  and  the  symbols  in  the 
eqtia.tions  must  be  assigned  values  obtained  from  the  actual  location 
•  •f  tlie  conductors.  Many  other  circumstances  contribute  to  limit  the 
number  of  feasible  selections  for  the  location  of  the  central  station, 
and  the  design  for  the  main  feeds.  Regarding  the  points  where  the 
feeds  unite  and  join  the  network  of  distributing  mains,  it  is  obvious 
that  the  possible  theoretical  locations  are  very  much  limited,  and 
must  conform  to  urban  geography. 

Distributing  boxes  and  other  conduit  structure  must  be  located  on 
the  streets  and  at  street  corners  ;  and,  therefore,  for  each  block  there 
can  only  be  four  possible  locations  from  which  to  choose  for  the  junc- 
tion between  the  main  feeds  and  the  distributing  mains.  Application 
of  the  equations,  however,  are  available  in  determining  which,  of  all 
possible  locations,  will  be,  on  the  whole,  the  most  advantageous ;  and 
the  actual  placing  of  the  mains  should  conform,  as  nearly  as  possible, 
to  that  which  is  thus  obtained. 

S74.    Distributing:  Mains.  —  It  has  been   pointed   out  that  the 
reason  for  employing  the  system  of  feeders  and  mains,  is  the  neces- 
sity for  preserving,  at  all  points  throughout  the  distributing  mains,  a 
constant  difference  of  potential,  in  order  to  secure  satisfactory  service 
to  the  consumers.     In  illuminating  plants,  the  most  brilliant  lamps 
will  evidently  be  those  placed  nearest  the  junction  between  the  feeds 
and  distributing  mains,  while  those  of  the  least  brilliancy  will  be  such 
as  are  located  midway  between  the  two  feeding-points.     Experience 
has  shown  that  a  variation  of  2  per  cent  in  the  voltage  at  any  lamp 
is  about  as  large  as  can  be  entertained  compatibly  with  reasonably 
good  service.     Therefore,  the  value  of  2  per  cent  of  the  available 
voltage,  at  the  center  of  distribution,  is  a  compulsory  constant,  and 
must  be  applied  in  the  equations  for  determining  the  copper  cross- 
section  of  the  distributing  mains.     At  each  junction  point  between 
a  feeder  and  the  network  of  distributing  mains,  there  flows  a  current 
having  a  maximum  value  sufficient  to  supply  the  territory  surrounding 
the  distributing  center.     This  current  must  now  be  subdivided  among 
the  various  distributing  mains  that  terminate  at  the  center  of  distri- 
bution, in  proportion  to  the  probable  demands  of  each  main.     In  the 
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district  thus  to  be  served,  the  total  number  of  lamps  and  their  dis- 
tance from  the  center  of  distribution  being  determined  from  the 
map  and  canvass  of  the  territory,  the  copper  cross-section  to  deliver 
the  required  current  with  the  specified  fall  of  potential  may  be  readily 
calculated  by  the  methods  already  given. 

676.    It  should  be  carefully  noted,  however,  that  all  calculations 
should  be  made   for  the  maximzim  load  that    will  ever  be    thrown 
upon  any  conductor.     It  has  been  customary  to  calculate  a  section 
of  the  mains  for  several  points  in  the  network  where  the  heaviest 
and  where  the  lightest  loads  may  reasonably  be  expected  to    occur, 
and  proportion  the  rest  of  the  system  between  these  extremes.     Good 
engineering,  however,  scarcely  sanctions  this  practice ;  for  while   in 
complicated  plants  full    calculation  is  exceedingly  tedious,  satisfac- 
tory service,  and  economy  in  first  cost,  always  warrant  the  most  care- 
ful investigation  and   calculation  of   the  design  of   the  conducting 
system.     If  the  junction  points  between  the  feeds  and  network  are 
placed  too  far  apart,  the  equations  will  indicate  an  excessive  copper 
cross-section  for  the  distributing   mains,   in    order  to  prevent    too 
great  a  fall  of  potential.     Such  a  result  points  to  the  advisability  of 
introducing  a  greater   number  of   feeders,  in    order  to  reduce   the 
copper  cross-section  to  a  minimum.     Evidently  a  relation   between 
the  copper  to  be  placed  in  the  feeders  and  in  the  mains  may  be 
written,  which,  when  differentiated  and  equated  to  zero,  will  give  the 
minimum  copper  volume  to  be  employed  in  the  entire  plant. 

676.   Calculation  of  Feeders.  —  As  the  feeders  operate  as  sim- 
ple conductors  of  definite  length  and  carrying  a  definite  maximum 
current,  the  calculation  of  the  appropriate  section    by  Ohm's   for- 
mula, taking  into  consideration  the  lines  of  economy  indicated  by 
Lord    Kelvin,    becomes    exceedingly   simple.      The   only   constants 
requiring  careful  determination  are  those   of   the  allowable   fall  of 
potential  in  the  feeds,  the  maximum  and  mean  currents,  and  time 
of  operation.     As  no  customers  are   connected  with   the   feeders, 
service  limitations  have  no  bearing  in  the  calculations  for  this  part 
of   the   conducting    system.     Here,   on   the   contrary,  the  rules  ol 
economy  and  safety  become  of   paramount  importance.     It  is  first 
advisable   to  determine  the  maximum  current  to  which  each  feed 
will  be  subjected,  and  then  to  ascertain  the  requisite  cross-section 
required  by  heating  limit  to  carry  this  current.     For  this  purpose, 
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:  .TTiulae  for  current   density,  given  in   the  preceding   chapter,  are 
available.       Particular  care,  however,  must  be  taken  in  the  case  of 
:.tnduit    or    concentric   conductors,  to    allow   an   ample   margin    of 
>jicty.         Having   determined   the   minimum    cross-section   for   the 
r.iximum    current,  it  is   advisable  to  apply  Lord  Kelvin's  laws,  as 
in  licated   in  the  section  for  "  Minimum  Cost  of  Plant,"  and  "  Mini- 
niiim  Cost  of   Operation  and  Maintenance,"  to  determine  whether 
'J^c  cross-section  already  found  is  that  indicated  by  the  dictates  of 
economy.       All  of  the  necessary  constants  may  be  readily  valued, 
excepting  the  quantities  I  and  T,  indicating  the  mean  current  and 
time  of  operation  of  the  plant.     These  demand  careful  study,  and 
Ccin  only  be  estimated  by  considerable  experience  in  similar  plants, 
operating  under  equivalent  conditions  to  the  one  under  considera- 
tion.    In  series  plants,  the  determination  of  T  and  I  presents  no 
difficulty  ;  for  I  (the  current)  is  a  constant,  and  T  is  the  total  annual 
hours  of  operation.     With  parallel  plants,  however,  the  current  is 
constantly  varying,   and  to  ascertain    its   mean  annual  value    (the 
quantity   necessary  to    consider)   requires  special  investigation  and 
precaution. 

677.  The  energy  lost  in  the  conducting  system,  by  transforma- 
tion into  heat,  is  proportional  to  the  square  of  the  current  multi- 
plied by  time  during  which  it  flows.  Thus,  if  /*,  /',  V\  etc.,  are  the 
respective  currents  flowing  for  a  time  dt^  then  the  energy  wasted  is 

proportional  to  — 

^  5  (/2  + /'2  + /''2  _|.  etc.) ///,  (224) 

which  is  a  quantity  which  may  differ  considerably  from  the  square 
of  the  mean  current  multiplied  by  the  time  of  its  flow.  To  deter- 
mine the  current  and  time  factors,  it  is  advisable  to  procure  a  num- 
ber of  load  curves  from  stations  probably  similar  to  the  one  under 
design.  From  a  careful  consideration  of  these  a  fair  estimate  may 
be  made.  This  value  may  be  checked  by  a  consideration  of  the 
probable  number  of  consumers  to  be  obtained  for  the  plant,  with  the 
amount  and  length  of  time  that  they  are  likely  to  use  a  current.  It 
is  considered  that  500  hours  per  year  is  a  minimum  for  paying  sta- 
tions. Greater  values,  1,500  hours  (4i  hours  per  day)  for  ordinary 
custom  lighting,  such  as  restaurants,  stores,  etc.,  or  3,600  hours  for 
public  lighting,  etc.,  requiring  all  night  service,  are  the  customary 
averages.     From   a  careful   analysis  of   the  probable  demands  for 
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current,  and  a  comparison  with  load  diagrams  of  stations  similarly 
situated,  it  is  possible  to  deduce  the  probable  load  diagram  of  the 
plant  with  a  reasonable  degree  of  accuracy.  Given  the  load  dia- 
gram, the  value  of  the  expression,  — 

is  most  easily  made  by  integrating  with  a  planimeter  the  area  of  the 
load  diagram.     By  this  method  the  appropriate  values  for    I    and  T 
are  readily  selected,  and  a  solution  of  the  equations  in  Chapter   TX. 
indicates  the  appropriate  economical  section  for  the  feeder  ;   a  repe- 
tition of   the  process  serving  to   determine  the  section  for  all   the 
various  feeder  mains.     Having  determined  the  appropriate   current 
density  for  the  feeder,  both  with  respect  to  the  heating  limit    and 
dictates  of  economy,  the  fall  of  potential  in  each  feed  is  given  by  the 
equation  E  =  p/i/S. 

678.  The  question  of  the  best  number  of  feeds  to  be  employed 
yet  remains,  and  deserves   careful    consideration.     The   weight    of 
copper  is  not  increased  by  augmenting  the  number  of  feeds  ;   for, 
by  multiplying  the  feeds,  the  weight  of  distributing  mains  may  be 
decreased.      The  expense  of   installing  and  the  cost  of  laying    the 
feeders  are,  however,  augmented  to  some  extent  by  the  number  in- 
troduced.    This,  however,  is  largely  counterbalanced  by  the  greater 
saving  in  copper  that  can  be  made  in  the  distributing  mains ;  for  the 
increased  number  of  feeds  will  render  the  potential  throughout  the 
network  more  constant  and  uniform,  thereby  reducing  the  amount 
of  copper  required  in  this  part  of  the  system. 

It  is  sometimes  assumed  that  the  weight  of  distributing  mains  in 
the  network  varies  inversely  as  the  square  of  the  number  of  feeds ; 
while  this  ratio  is  probably  too  large,  it  is  certainly  greater  than  the 
first  pow^er,  and,  as  will  be  shown,  increasing  the  number  of  feeds 
forms  one  of  the  best  methods  for  close  regulation.  The  exact  num- 
ber of  feeds  to  be  introduced  in  any  plant  is  a  question  of  judgment 
which  can  only  be  adequately  determined  by  special  consideration  of 
the  design  of  the  plant  and  of  the  probable  number  of  consumers. 
Beyond  this  no  fixed  rule  can  be  given. 

679.  Eflaciency  of  the  Conductors.  —  The  minimum  efficiency 
of  the  network  of  distributing  mains  is  that  which  corresponds  to 
the  maximum  current,  and  may  be  deduced  from  the  calculations  for 
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::r:ent  density.  A  consensus  of  experience,  in  distributing  plants 
:  this  nature,  indicates  that  a  permissible  fall  of  potential  of  7  per 
:rnt  may,  in  the  feeders,  be  allowed,  2  per  cent  in  the  network  of 
.;>tributing  mains,  and  1  per  cent  in  the  consumers'  wiring,  reckoned 
:;.  "n  the  potential  at  the  terminals  of  the  generators.  It  may,  there- 
:  re,  be  assumed  that  about  90  per  cent  of  the  energy  delivered  by 
ihe  station  reaches  the  consumers.  The  mean  annual  efficiency  may 
^e  considerably  higher  than  this,  for  the  instances  in  which  a  plant 
>  being  constantly  worked  to  its  full  capacity  are  very  rare.  Occa- 
sional overloading,  even  to  the  extent  of  causing  a  loss  in  the  feeds 
h  from  15  to  18  per  cent,  will  not  seriously  alter  the  annual  effi- 
dency,  inasmuch  as  the  time  of  such  overloading  is  usually  extremely 
5h:>rt.  Even  under  these  circumstances,  an  annual  efficiency  of  95 
per  cent  or  more  may  be  reached  by  the  conducting  system. 

580.    Methods  of  Regrulation.  — The  prime  condition  demanded 
by  good  service  is  that  the  difference  of  potential  at  the  terminals  of 
the  receivers  shall  remain  constant.     A  network  properly  calculated 
af>es  not  cause  a  loss  of  over  2  per  cent  between  the  receivers,  the 
feeds  being  so  designed  as .  to  deliver  equal  pressures  to  all  the  cen- 
ters of  distribution.     The  station  should   be  so  arranged  that  the 
P'tential  delivered  by  the  generators  may  be  slightly  varied  to  corre- 
spond to  the  demands  of  the  service.     Direct  current  distribution  is 
usually  effected   by  arranging  a  number  of   similar   generators  to 
operate  in  parallel,  and  conriecting  them  at  pleasure  with  the  various 
Iteders,  to  meet  the  varying  demands  of  the  service.    The  divergence 
of  the  current  among  the  various  feeders  should  take  place  in  accord- 
ance with  the  demands  of  the  customers ;  and  to  this  end  it  is  neces- 
sary that  the  station  should  be  able  to  control  the  supply  in  such  a 
manner  that  it  may  take  place  substantially  in  accordance  with  the 
requirements  of  each  circuit,  so  a  knowledge  of  the  actual  poten- 
tial delivered  from   time  to  time  at  the  centers  of  distribution  is 
essential. 

581.  For  this  purpose  a  series  of  fine  wires  called  voltmeter 
^res,  or  pilot  wires,  are  extended  through  the  conduits  from  the 
centers  of  distribution  back  to  the  station  along  each  of  the  feeder 
circuits.  These  wires,  running  from  the  centers  of  distribution,  are 
permanently  connected  to  the  voltmeters  in  the  station,  and  so  give 
^  constant   indication  of    the   pressure  actually  delivered  at  these 
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points.  If  there  are  as  many  tell-tale  wires  and  voltmeters  as  there 
are  feeders,  it  becomes  a  very  easy  matter  for  the  station  attendants 
to  keep  a  perfectly  constant  pressure  at  the  centers  of  distribution. 
An  improvement  over  this  method,  combining  a  greater  sensitiveness 
with  a  clearer  knowledge  of  the  demands  of  the  circuit,  consists  in 
supplying  each  of  the  feeders  with  an  ampere  meter  having  a  double 
scale  arranged  to  measure  the  current  flowing  in  the  feed,  and  the 
fall  of  potential  thereby  occasioned. 

682.  The  most  common  method  of  station  control  consists  in 
introducing  in  each  of  the  feeders  an  adequate,  adjustable  rheostat, 
either  of  wire  or  carbon,  by  means  of  which  the  current  delivered  to 
the  feeder  in  question  may,  from  time  to  time,  be  adjusted  by  the 
station  attendant.     It  has  been  recently  proposed  to  accomplish  reg- 
ulation by  giving  the  field  magnets  of  the  generators  a  differential 
winding,  placed  in  series  with   the  pilot  wires  returning  from   the 
centers  of  distribution,  in  such  a  manner  that  a  fall  of  potential  at 
the  center  of  distribution  will  be  followed  by  an  increase  of  current 
through  the  field  coils  of  the  generator,  and  a  proportional  increase 
in  the  pressure  delivered  by  the  machine.     A  parallel  result  could 
evidently  be  attained  by  over-compounding  the  generators,  and  pass- 
ing the  feeder  current  through  the  field  coils.     The  difficulty  with 
both  of  these  methods  lies  in  the  necessity  of  so  constructing  the 
generators  that  their  fields  may  work  at  a  very  low  degree  of  satura- 
tion, in  order  to  be  sensitive  to  slight  variations  in  field  current,  and 
in  the  inevitable  sluggishness  with  which  the  magnetic  circuits  of 
large  dynamos  will  respond  to  changes  in  the  field  currents,  even  at 
low  points  of  saturation. 

683.  A  more  hopeful  design  for  automatic  regulation  lies  in 
arranging  the  governor  of  the  engine,  or  other  prime  mover,  to 
respond  to  changes  in  the  feeder  currents,  in  a  way  to  van'  the 
speed  of  the  generator.  Designs  of  this  kind  are  reported  to  be 
very  successful.  Regulation  may  also  be  accomplished  by  multiply- 
ing the  number  of  feeds,  with  the  notable  advantages  of  a  proportion- 
ate saving  in  the  energy  expended  in  the  conductors,  and  a  much 
more  satisfactory  service.  Where  regulation  by  a  multiplication  of 
feeds  is  undertaken,  they  are  so  arranged  that  they  can  be  cut  in  and 
out  of  service,  in  such  a  manner  as  to  vary  the  total  resistance  of  the 
circuit,  as  nearly  as  may  be,  in  proportion  to  the  changes  of  load. 
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Then,  during  the  hours  of  minimum  service,  only  a  few  feeds  are  in 
>^ce,  and  as  the  load  increases,  more  and  more  are  thrown  in 
i;r\'ice. 

584.    Tlae  Compensator.  —  The  most   ingenious,  and   probably 
ik  most  successful,  method  of  regulation  consists  in  the  employment 
:'■:  compensating  dynamos,  whereby  such  an  amount  of  energy  as  is 
^•^led  in   any  feeder  may  be  restored  to  the  current    transmitted 
from  the  station.     To  overcome  the  ohmic  resistance  qf  any  conduc- 
tor requires  the  expenditure  of  a  certain  amount  of  energy.     This 
expenditure  of  energy  manifests  itself  in  a  fall  of  the  electrical  pres- 
sure.    If,  by  some  device,  there  could  be  added  to  the  station  output 
precisely  the  amount  of  voltage  that  is  expended  in  transmitting  the 
rjrrent  through  the  feeder,  the  energy  would  always  arrive  at  the 
center  of  distribution  under  a  constant  tension.     Mr.  W.  S.  Barstow 
conceived  and  put  in.  practice  the  idea  of  using  a  small  auxiliary 
dvTiamo,  the  office  of  which  should  be  to  add,  from  time  to  time,  to 
the  station's  current  the  required  amount  of  voltage   necessary  to 
overcome  the  resistance  of  the  feed.     As  usually  arranged,  a  small 
dynamo  is  placed  with  its  brushes  in  series  with  the  feeder  circuit. 
The  station  current,  passing  through  the  armature  of  the  compen- 
sator, receives  precisely  the  additional  amount  of  electrical  energy 
that  is  to  be  expended  in  transmitting  the  current  through  the  feeds. 
As  the  increase  of  energy  is  manifested  by  an  elevation  of  poten- 
tial, the  compensating  dynamo  is  frequently  known  as  "  Barstow's 
Booster."     If  the  compensators  are  made  sufficiently  large,  that  they 
may  normally  work  along  the  straight  portion  of  the  characteristic, 
either  the  whole  or  any  desired  fraction  of  the  main  current  may  be 
passed  through  the  field  coils,  and  the  device  made  self-regulating, 
the  voltage  imparted  by  the  compensator  automatically  varying  pre- 
cisely in   proportion  to   the  current    output.      To  accomplish    this 
requires  a  larger  and  more  expensive  dynamo ;  and  it  is,  therefore, 
frequently  customary  merely  to  pass  the  current  through  the  brushes, 
depending  for  adjustment  upon  the  normal  regulation  of  a  rheostat 
placed  in  the  field  circuit.     In  Fig.  253  is  given  the  curve  of  pres- 
sure at  the  station  end  of  a  feeder  in  the  Brooklyn  Edison  Station, 
as  obtained  from  Mr.  Barstow's  experiments,  recorded  in  the  Elec- 
trical Engineer.     It  is  further  shown  that  the  cost  of  transmitting  a 
current  of  300  amperes  over  a  distance  of  about  two  miles;  by  means 
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of  the  compensator,  averaged  about  $4.32  per  day  for  the  wint 
months,  and  $3.00  per  day  for  the  summer  months.  In  the  diagi-am, 
the  energy  added  by  the  compensator  is  clearly  represented,  as  indi- 
cated by  the  varying  pressure  delivered  to  the  feeder.  The  const a.nt 
in  this  diagram  is  one  volt  drop  to  every  7.82  amperes. 

686.    The  compensator  method  has  recently  been  still   further 
developed  by  Messrs.  Barstow  and  Mailloux  in  the  Brooklyn  Edison 
station.     Here  the  service  conditions  are  found  to  be  such  as     to 
require  the  station  to  supply  three  different  voltages.     To  operate? 
sufficient  independent  dynamos  to  supply  the  three  voltages  would 
require  too  large  a  plant,  and  would  not  be  conducive  to  good  sta- 
tion economy.     The  solution  of   the   problem   is  diagrammatical ly 
indicated  in  Fig.  254. 


f\q.  253.    Curve  of  Feeder  Pressure,  Brooklyn  Edison  Station. 


The  Station  is  supplied  with  three  sets  of  omnibus  bars,  one  for 
high  pressure,  one  for  normal  pressure,  and  one  for  low  pressure. 
By  appropriate  switches,  any  feeder  or  set  of  feeders  may  be  con- 
nected to  any  set  of  omnibus  bars.  Normally,  the  dynamos  of  the 
station  represented  by  BB  are  connected  to  the  main  bus  bars, 
furnishing  220  volts  on  a  three-wire  system.  For  the  high  and  low 
pressure  service,  two  sets  of  compensators  are  provided,  C  and  C* 
being  the  low  pressure  compensators,  while  C^  and  C  are  the  high 
pressure  machines.  The  entire  compensator  plant  is  so  mounted  as 
to  be  driven  from  the  dynamo  C*,  that,  receiving  power  from  the 
main  omnibus  bars,  acts  as  a  motor.  When  it  is  desired  to  raise  the 
pressure  of  any  feeder,  the  machines  C^  and  C,  driven  by  C^  operate 
as  dynamos  supplying  the  desired  additional   energy.     When  it  is 
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desired  to  reduce  the  pressure,  C  and  C*  operate  as  motors,   absorb- 
ing a  certain  amount  of  energy  and  depressing  the  potential.      By 
this  means  the  main  generators  are  run  at  such  a  pressure  as   is 
found  suitable  for  the  majority  of   distributing  centers,  while   the 
pressure  to  the  long  feeds  may  be  re-enforced,  and  that  in  the  short 
feeds  diminished.     The  beauty  in  the  device  is  the  ability  to   change 
the  pressure  in  any  set  of  feeds,  without  interrupting  the   service. 
This  is  accomplished  by  a  pair  of  auxiliary  omnibus  bars  A®  and  A^ 
to  which  any  feeder  may,  for  the  time  being,  be  transferred.      By 
means  of   the  rheostats  E  and  E'  the  pressure  in  the  feeder  after 
transference  is  raised  or  lowered  to  that  corresponding  to  the  high 
or  low  omnibus  bars.     The  feeder  is  then  again  transferred  to  either 
the  high  or  low  bar,  the  whole  operation  being  accomplished  without 
the  slightest  interruption.     The  connections  in  the  diagram  are  so 
obvious  as  to  render  further  explanation  unnecessary. 

686.  The  Compensator  in  Electric  Railway  Work.  —  The  ap- 
plication of  the  compensator  to  electric  railway  circuits  has  recently 
been  made  by  J.  H.  Vail,  in  the  construction  of  a  road  from  Pough- 
keepsie  to  New  Hamburg.     The  power  station  is  at  Poughkeepsie, 
and  is  located  centrally  with  reference  to  some  ten  miles  of   track 
extending  through  the  streets  of  that  town.     A  spur  line  runs  due 
south  connecting  the  towns  of  Wappinger  Falls  and  New  Hamburg, 
a  distance  of  over  ten  miles.     To  avoid  the  excessive  amount  of  cop- 
per that  a  line  of  this  length  would  require,  under  the  usual  design  of 
street  railway  circuits,  a  compensator  is  introduced  in  the  station, 
that,  by  means  of  two  No.  0000  feed  wires,  carries  the  necessar)"^  cur- 
rent to  a  distributing  center  eight  miles  south  of  the  power  station, 
thus  supplying  this  section  of  the  system,  with  the  employment  of  a 
very  small  amount  of  conducting  material  in  the  overhead  line. 

687.  Knowing  the  cost  of  building  the  feeder  system,  the  cost 
of  compensator  and  of  operation,  it  is  a  simple  matter  to  substitute 
these  values  in  the  equations  given  for  feeder  calculations,  and  ascer-  • 
tain  the  relative  economy.     Under  ordinary  circumstances,  Mr.  Vail 
shows  that  for  a  plant  delivering  200  amperes  at  500  volts,  the  com- 
pensator system  requires  less  initial  capital  investment,  when  the 
distance  to  which  the  current  is  transmitted  exceeds  from  two  and 
one-half  to  three  miles,  and  that  the  operating  expense  is  decreased 
when  the  distance  exceeds  one  and  one-half  miles. 
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As  the  capital  absorbed  by  the  feeder  system  designed  to 
maintain    a  constant  potential  varies  as  the  square  of  the  distance 
iver  which  the  current  is  delivered,  while  the  cost  of  the  compensa- 
tor varies  directly  as  the  distance,  it  is  evident  that  great  economy 
may  be  effected  by  this  means,  in  long  distance  transmission. 

589.  The  compensator  also  adds  great  flexibility  to  the  railway 
system.  It  is  usually  necessary  to  introduce  a  large  amount  of  cop- 
per in  the  feeder  system  to  provide  for  emergencies,  such  as  excur- 
sions, etc.,  or  for  unusual  bunching  of  cars  at  particular  points.  By 
the  aid  of  the  compensator,  the  feeder  system  may  be  designed  for 
normal  traffic  only,  and  by  means  of  a  switchboard,  the  extra  pressure 
delivered  by  the  compensator  applied  to  the  various  sections  of  the 
line,  as  occasion  may  from  time  to  time  require.  A  similar  advan- 
tage appears  in  the  ability  to  meet  the  load  changes  in  a  distributing 
system  during  the  daily  variation  of  traffic.  If  the  circuit  is  calcu- 
lated for  the  hours  of  greatest  business,  the  copper  employed  is  par- 
tally  idle  during  a  greater  proportion  of  the  time ;  while,  if  the  circuit 
is  arranged  for  the  average  business,  it  will  not  carry  the  maximum 
loading.  To  build  the  line  for  average  work,  and  to  put  the  compen- 
sator into  service  upon  the  system  morning  and  evening,  and  on 
holidays,  is  an  economical  solution  of  the  problem. 

&90.  FcJl  of  Pressure  and  Necessary  Section  in  the  Feeders.  — 
The  pressure  at  the  centers  of  distribution,  where  the  feeder  joins  the 
network,  being  maintained  constant  by  some  form  of  regulator  placed 
at  the  station  in  the  feeder  circuit  under  the  control  of  the  station 
attendants,  the  loss  of  pressure  in  the  feeder  is  not  a  factor  in  the 
supply  condition  of  preserving  a  constant  potential  at  every  consumer. 

Let  S  be  the  cross-section  of  one  main. 

L  be  the  length. 

/  be  the  current. 

f)  be  the  specific  resistance  in  any  desired  units,  as  the  mil-foot, 
square-inch-mile,  square-millimeter-kilometer,  etc. 

V  be  the  potential  at  the  generator. 

V  be  the  potential  at  the  center  of  distribution. 

Then  V  —  v  \%  the  loss  in  the  feed,  and  — 

F-z;  =  ^.  (225) 
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P  must  be  given  such  a  value  as  will  be  cognizant  of  the  final   tem- 
perature to  be  attained  by  the  conductor. 
591.    Solving  now  for  5  — 

6"  =  -4^.  (226) 

From  this  expression  the  area  of  either  the  feeds  or  the  distribut- 
ing-mains may  be  calculated,  in  so  far  as  the  variation  in  pressure  is 
cons^'dered  to  be  the  governing  condition. 

For  a  three-wire  system,  let  Fig.  255  represent  the  feeders,  Vv 
and  F'V  the  outer  mains,  while  FV  is  the  neutral  wire. 

l,et  V^  V\  and  V"  represent  the  respective  pressures  at  the  generators. 
Z',  if^  and  t/'  the  pressure  at  the  center  of  distribution. 
/,  /',  and  /"  the  respective  currents,  S  the  sectional  area  of  the  outer 

main,  and   S'  the  area  of   the   neutral,  the  remaining    symbols 

retaining  the  preceding  meaning. 


V 


v 


v 


Fig.  255.    Diagram  for  Fall  of  PreasurB  In  Feeders. 

Then  V  —  V  and  V  —  V"  are  respectively  the  differences  in 
pressure  between  the  outer  mains  and  the  neutral  wire  at  the  genera- 
tors, and  V  —  if  and  iJ  —  v"  are  the  corresponding  differences  at  the 
center  of  distribution.     Then  the  drop  along  Vv  is  — 

( r-  n  -  ('"  -  ^') =p^{i+ ^^=s^         (227) 

and  along  F'V  — 

592.  In  the  best  designed  three-wire  systems,  it  is  customary  to 
make  the  area  of  the  neutral  conductor  equal  to  one-half  of  the  area 
in  either  of  the  outer  conductors.  Assuming,  then,  that  the  greatest 
inequality  in  the  balance  between  the  two  sides  of  a  three-wire  system 
IS  p  per  cent  of  the  maximum  load  on  the  heaviest  side,  and  if /is 
the  greatest  current  in  either  of  the  mains,  the  current  in  the  outer 
main,  having  the  lightest  load,  will  evidently  be  /  (100  — /),  and  in 
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the  outer  main  with  the  heavy  load,  /  (100  +  /),  and  the  current  in 
the  neutral  wire  will  be/  /;  /  being  expressed  in  percentage.  The 
value  to  be  assigned  to  /  will  vary  greatly,  depending  upon  the  care 
exercised  in  the  balancing  of  the  load  on  the  two  sides  of  the  system. 
Good  practice  indicates  the  advisability  of  placing  one-half  the  load 
of  each  consumer  on  each  side  of  the  mains.  If  this  is  skillfully  done, 
it  is  rarely  that  the  want  of  balance  will  rise  above  6  or  10  per  cent. 
UTien  this  arrangement  is  conscientiously  carried  out,  it  is  impossibe 
for  the  load  on  the  neutral  wire  to  rise  above  50  per  cent  of  the  entire 
load  of  the  whole  plant ;  for,  even  in  the  extent  of  the  failure  of  one 
of  the  main  conductors,  half  of  the  total  load  on  the  plant  would  be 
thrown  off,  and  therefore  the  neutral  wire  could,  even  under  the  most 
extraordinary  circumstances,  only  be  called  upon  to  carry  one-half  of 
the  total  current  for  which  the  conducting  system  is  designed.  From 
experience  /  has  been  found  to  vary  from  5  to  25  per  cent  for  installa- 
tions skillfully  designed.  In  the  St.  James  station  in  London,  work- 
ing under  a  maximum  output  of  some  3,000  amperes,  the  variation  in 
balance  rarely  exceeds  7  per  cent. 

503.  To  determine  the  necessary  section  for  the  outer  conductor 
of  a  three-wire  system,  let  q  =  the  relative  area  of  the  outer  and 
neutral  wires,  then,  from  what  precedes,  — 

S  = P^^^+P9)         .  (229) 

From  this  expression  it  may  be  observed  that  if,  in  imagination,  the 
resistance  of  the  outer  conductor  be  increased  in  the  proportion  of 
1  -\-  pq  to  \y  the  neutral  wire  may  be  omitted  from  the  calculation, 
and  designs  made  as  if  it  did  not  exist. 

694.  The  Laws  of  Economy  in  Feeder  Design.  —  In  transmis- 
sion parlance,  the  word  feeder  is  broadly  applied  to  any  conductor  in 
which  the  current  density  at  any  particular  time  is  uniform  at  each 
point  of  the  entire  length  of  the  conductor,  no  matter  what  the  varia- 
tions in  density  may  be  that  occur  between  successive  time  intervals. 
In  other  words,  a  feeder  is  such  a  conductor  as  carries  for  the  time 
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under  consideration  a  uniform  current  between  two  fixed  p>oints. 
The  current  in  the  feed  may  vary  from  time  to  time,  but  it  does  not 
vary  with  the  length  of  the  circuit.  In  the  simplest  case  of  a  series 
circuit,  a  constant  current  is  always  maintained  throughout  the  entire 
length  of  each  conductor,  the  only  variable  being  the  length  of  time 
during  which  the  current  acts. 

595.  While  it  is  conceivable  that  a  series  circuit  might  operate 
with  currents  of  different  intensity  from  day  to  day,  yet  such  condi- 
tions have  not  been  put  into  practice,  and  the  time  element  is  the 
only  variable.  Knowing  the  respective  costs  of  the  line,  the  station, 
and  the  production  of  energy,  and  the  interest  and  depreciation 
charged  on  the  plant,  the  method  of  ascertaining  the  most  economical 
cross-section  for  the  conductor  has  been  indicated  in  Chapter  IX. 

596.  In  the  parallel  system,  conductors  are  found  in  which,  by 
reason  of  the  attachment  of  the  receivers  at  different  points,  the  cur- 
rent density  varies  from  point  to  point  along  the  circuit.     By  defini- 
tion, such  conductors  are  excluded  from  the  class  "  Feeders,"  being 
termed  "  Distributing- Mains."     As  a  condition  of  good  service,  the 
pressure  must  be  constant  within  very  small  limits,  along  the  entire 
length  of  each  distributing- main.     With  the  feeders,  as  there  are  no 
customers  to  be  supplied,  the  pressure  may  vary  from  point  to  point 
to  any  extent,  so  long  as  the  desired  voltage  is  given  to  the  distrib- 
uting main  at  the  point  of  attachment  to  the  feeder.     The  current, 
however,  is  constant  from  point  to  point.     Two  diametrically  opposite 
conditions  prevail  in  these  two  classes  of  conductors.     In  the  feeder 
the  current  is  constant  and  the  pressure  varies.     In  the  distributing 
main  the  pressure  must  be  uniform  while  the  current  varies.     With 
the  feeder,  then,  there  are  no  service  limitations  upon  the  variation  in 
potential,  and  consequently  the  dictates  of  economy  may  be  closely 
followed  in  the  design  of  this  part  of  the  circuit.     By  multiplying  the 
number  of  feeds,  the  length  and  size  of  the  distributing-mains  may 
be  reduced  to  a  minimum,  and  thus  the  greater  proportion  of  the 
plant  brought  under  the  operation  of  economical  law. 

597.  Each  feeder  receives  at  one  end  energy  from  the  generat- 
ing-station  in  the  form  of  current  under  a  predetermined  pressure, 
and  delivers  at  the  other  end  a  less  amount  of  energy,  owing  to 
inevitable  losses  in  transmission.  Therefore,  in  every  transmission 
problem  the  following  quantities  must  be  dealt  with,  any  or  all  of 
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^which  may  be  variable ;  and  it  is  now  necessary,  under  the  circum- 
stances of  each  case,  to  ascertain  the  most  economical  disposition  of 
the  material  employed  in  the  conductor  system,  due  consideration 
being  given  to  the  commercial  aspects  of  both  the  generating  and  the 
receiving  station. 

Let  V  =  the  pressure  at  the  receiving  end  of  the  feeder. 

V  =  the  pressure  at  the  delivering  end  of  ihe  feeder. 

W  =  the  power  given  to  the  receiving  end  of  the  feeder. 

w  =  the  power  obtained  at  the  delivering  end  of  the  feeder. 

I  =  the  current  in  amperes. 

S  =  the  cross-section  of  the  feeder. 

L  =  the  length  of  the  feeder  in  any  units. 

p  =  the  resistance  per  unit  of  length  (such  as  the  mil-foot). 

598.  The  values  of  L  and  p  are  always  determined  by  the  geo- 
graphical conditions  and  the  selection  of  the  conductor,  and  are  then 
fixed  for  each  plant.  Between  the  other  variables  the  following 
relations  exist :  — 

V  --v^  ^^-  ;  W=VT',  «/  =  zl\ 

so,  if  any  two  of  the  above  first  six  variables  are  given,  a  single 
additional  relation  prescribed  by  economic  law  serves  to  fix  the  value 
of  the  remaining  four. 

690.  Between  six  variables  fifteen  combinations,  two  at  a  time, 
can  be  made.  When  applied  to  feeder  design,  some  of  these  com- 
binations are  mere  repetitions  of  each  other ;  others  have  no  practi- 
cable bearing,  but  there  are  eleven  cases  which  the  engineer  may  be 
called  on  to  consider.     These  may  be  stated  as  follows  :  — 


Casb  No. 

GiVBN. 

R SQUIRED. 

Casb  No. 

GiVBN. 

Requirbd. 

1 

K,   V, 

/,    ^,  «/,   S. 

7 

Vy     S. 

I'y     /y      Wy     W. 

2 

V.  /. 

Vt  iVt  Wf  .S". 

8 

A  S. 

Vy    Vy      IVy    W. 

3 

V,  w. 

V,  /,  ff',  S. 

9 

Wy  w. 

Vy     Vy     /,     S. 

4 

V,  S. 

Vy     /,      IVy    W. 

10 

Wy       S. 

Vy     Vy     /,     W. 

5 

V,  /• 

V,  W,  w,  S. 

11 

Wy     S. 

Vy     Vy     /,      IV. 

6 

»,  fr. 

Vy     /,     Wy     S. 

1 

600.    Each  of  these  cases  is  now  to  be  considered  in  detail,  and 
for  convenience  the  following  notation  is  employed  :  — 

y        =  ^  +  bS^  equation  of  cost  of  line  per  unit  of  length. 

y       =  y  +  l/Sy  equation  of  cost  of  installing  line  per  unit  of  length. 

^  (>'+>'')  or  L\_{a  +  bS)  +  {a'  +  b'S)]  =  total  cost  of  line. 
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i         =  rate  of  interest  in  per  cent  charged  against  entire  cost  of  plant. 

di       =  rate  of  depreciation  in  per  cent  charged  against  cost  of  line. 

dc       =  rate  of  depreciation  in  per  cent  charged  against  cost  of  conduit 
or  poles. 

d^       =  rate  of  depreciation  in  per  cent  charged  against  cost  of  station. 

F       =  number  of  hours  that  the  plant  operates  per  annum. 

K      =  cost  in  dollars  of  operating  per  watt  or  K.  W,  of  output. 

K'     =  cost   in   dollars   of  station  equipment   per  watt   or  K,  IV.    of 
output. 

A       =  price  in  dollars  received  per  watt  or  A".  W.  of  energy  delivered. 

U'  =  cost  of  energy  expended  in  the  line.  The  line  resistance  is 
pL  I  S^  I  amperes  flow  for  F  hours,  hence,  pLPFf  S  watts 
are  expended,  and  the  cost  of  this  is  pLPFK  j S ,  The  cost  of 
station  required  to  produce  this  energy  is  pLPK'  j  S^  and  the 

interest  and  depreciation  on  this  sum  is  -^ — z; (/  +  ^j)  ; 

hence,  the  total  cost  of  the  energy  expended  in  the  line,  is 

U'  =  ^^  iFK  +  K'  (/•  +  //,)]. 

To  simplify,  let    A  =  pZ/^  \_FK  +  K'  (i  +  //,)]  ; 

then,     6"  =  A  /  S.     Also,  let     w  =  pZ  [T^AT  +  JC'  (i  +-^i)]  ; 

then,     6/ '=«/«/ 5. 
[/"    =  annual  charge  against  the  line  for  interest  and  depreciation. 
C/''    =Z[(a  +  dS)(i+d;)  +  (a'  +  l^S)(i  +  d,)l 

To  simplify,  let 

a  =  L[a(i  +  di)  +  a'  (i  +  d^)']     and     ^  =  Z  [b{t  +  dj)  + 

y  (/  +  ^O] ; 

then,     U"  =  a  +  pS. 

U      =  6^'  +  6^"  =  —  +  a  +  j35  =  total  annual  cost  of  line. 

VIF  =  IV  =  total  power  produced. 

VI\^FK  +  K'  (i  +  d^]  =  total  annual  cost   to  produce  W\  also  let 

Z       =  total  annual  cost  to  produce  W, 

To  simplify,  let     y  =  [FK  +  K'  (/  +  d^)]  ; 

then,     Z  =  F/y. 
G      =  gross  annual  expense  =  Z  +  a  +  fiS,    or     Vly  +  a  +  jS-S,  or 

Z  +  U'\     or     Vly  +  U'\ 


w 


=  f(vI      J^9L\^FI{V^IpL)^ 

To  simplify,  let    €  =  VI,  and  8  =  I^pL ; 


w  •=^  F\  € ' 

s 
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Aw    ^  annual  income  =  JFlt4  f  c —  1 . 


601.  Case  I.  —  Given  V  and  v,  required  /,  Wy  Wy  and  S. 

As  V  and  v  are  the  given,  the  ratio  of  the  energy  received  by 
\\t  feeder  to  that  delivered  by  it  is  fixed.  It  is  also  evident  that 
vit  cost  of  the  line,  station,  and  operation  (per  unit  of  energy  trans- 
mitted) decreases  as  the  total  oytput  increases.  Thus,  there  will  be 
-J  one  value  of  current  and  conductor  section  that  will  give  the 
maximum  economy ;  but  the  greater  the  current  and  section,  the  less 
Ti]l  be  the  expense  per  unit  of  energy  distributed.  The  size  of  the 
j-r.ductor  will  depend  upon  the  demand  for  current  at  the  receiving- 
Marion  ;  and  the  larger  this  is,  the  greater  the  economy. 

The  smallest  section  under  the  limiting  values  Fand  v,  consist- 
tnt  with  safety,  should  be  employed.  As  a  corollary,  it  must  always 
ijc  considered  whether  there  is  sufficient  demand  at  the  receiving- 
:T.d  to  pay  for  the  transmission  of  current ;  for  it  is  evident  that  the 
^^lues  V  and  v  might  be  so  limited  that  not  enough  current  could  be 
vsA  to  pay  for  the  cost  of  production  and  transportation. 

602.  Case  II.  —  Given  V and  /,  required  v,  Wy  iv,  and  S. 

Under  the  circumstances,  VI  =  W,  thus  fixing  one  of  the  desired 
variables.  If  it  be  assumed  that  there  is  a  market  for  all  the  energy 
:be  circuit  can  deliver,  it  is  evident  that  the  most  economical  section 
is  that  which  will  make  the  ratio  of  the  gross  annual  income  to  the 
^oss  annual  expense  a  maximum. 

Gross  income    =  y^a/ = /^^  f  F/- ^^  j  === /^^  Te  —  ^V 
Gross  expense  =  Z  +  a  +  /?5 ; 

md  ^^ ^ 

Z  +  a  +  pS 

must  be  a  maximum  ;  this  will  occur  when  — 


^  ^  ffS  +  Vjg^S''  +  pchZ  +  i8c8a 


(230) 


603.    Case  III.  —  Given  V and  tv,  required  v,  /,  W^  and  S. 

The  pressure  at  the  receiving-end  of  the  feeder,  and  the  quan- 
tity of  energy  delivered  at  the  delivering-end,  are  predicated ;  and 


\ 
t 
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the  most  economical  section  is  that  for  which  the  cost  of  the  enerc 
expended  in  the  line,  plus  interest  and  depreciation,  is  a  minimum,  < 
U'  +  t/"  must  be  a  minimum,  and  also  — 

VI^Il^:=w.  (23J 

By  the  original  condition,  — 

£^=  ^  +  a  4-/35'.  •  (232 


From  equation  (231),  — 


VI  —  w 
substituting  this  value  in  equation  (232),  — 

^='"^^^r"'>+a+/3-^;  (234; 

differentiating  and  equating  to  0,  — 

Having  found  the  value  of  /,  5  is  obtained  by  direct  substitution  in 
(233). 

604.    Case  IV.  —  Given  V  and  5,  required  Vy  ly  IV,  and  w. 

As  the  pressure  and  section  are  given,  it  is  evidently  necessar)- 
to  ascertain  /  to  meet  the  economic  conditions.  The  ratio  of  ihc 
gross  income  to  gross  expense  must  be  a  maximum ;  for  if  it  be  at- 
tempted to  make  U'  +  U"  2i  minimum,  U'  will  become  0  when  /  is 
0,  but  U"  will  remain  unchanged.  When  /  is  0,  there  is  no  income, 
and  there  is  expense  without  income,  and  the  above  ratio  would  be  0, 
and  not  a  maximum. 

Gross  income  is  Aw  =  FA  (  VI -^^  J . 

Gross  expense  is  Z  +  U" ; 


FA[  VI 


and 


Z  +  U" 
must  be  a  maximum.     This  will  occur  when  — 


Vy  \y  U"pL  ^  J 


(23r)> 
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Case  V.  —  Given  v  and  /,  required  Vy   IV,  w,  and  5. 

606.  The  pressure  at  the  delivery  end  of  the  feeder  and  the 
j-Tent  being  fixed,  w  =  vL  It  is  also  evident  that  the  ratio  of 
r  5S  income  to  gross  expense  is  a  maximum  when  the  cost  of  trans- 
r-rting  and  delivering  the  predetermined  current/  is  a  minimum, 
occurs  when  6^=  t/'  +  6^"   is  a  minimum,  or  when  — 


i^iS 


5=Va/)S.  (237) 

This  is  the  historic  problem  proposed  by  Lord  Kelvin,  the  solu- 
'  in  of  which  is  given  in  full  in  Chapter  IX. 

606.    Case  VI.  —  Given  v  and  IV,  required  V,  /,  w,  and  S. 

In  this  case  iV  =  {VI)y  thus  fixing  the  product  of  two  of  the 
desired  variables.  The  section  and  current  must  be  such  as  to  make 
•:c  ratio  of  the  gross  income  to  the  gross  expense  a  maximum. 

The  gross  income  is  AF  v  /,  and  the  gross  expense  is  fT"  y  +  a 


Vly  +  a  +  fiS 

nest  be  a  maximum. 


Also  vl+  ^^^  =  VL        and        5  = ^±I1_ . 

substituting,  AFv ^.    ..     . 

'     (r/)Y  +  a+        ^^^^ 

To  simplify,  let  F/y  +  o  =  4^,  and  PLp  ( VI)  =  O,  then  — 


AFv 


^  +  -M±I1 


(  VI)  -  vl 
iDiist  be  a  maximum.     This  will  occur  when  — 


^=o^^f^^-*^']'  ^^^^ 


(239) 


(p,  —  *z/^  (n  —  7')  Vn>i'  L  J 

907.   Case  VII.  —  Given  v  and  5,  required  V,  /,  W,  and  w, 

T^he  conditions  here  are  similar  to  those  in  Case  IV. ;  and  it  is 
'^^essary  to  determine  /  to  make  the  ratio  of  gross  income  to  gross 
expense  a  maximum,  under  similar  conditions  to  those  in  Case  IV. 
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Gross  income  =  Aw  =  FvIA, 

Gross  expense  =  vIFy  H — ^r  +  U"y 

and  FvA  X 


0)7* 


must  be  a  maximum.     This  condition  will  be  realized  when  — 
is  a  minimum,  or  when  — 

608.  Case  VIII.  —  Given  I  and  S,  required  V,  v,  W,  and  w. 

As   /  and    5  are    given,    the   amount   of   energy  annually    ex- 
pended   and    the    charge   for    interest    and    depreciation    are    fixed. 
Increasing  the  pressure  V  will  increase  the  amount  of  energy  de- 
livered, and  thus  increase  the  ratio  of   the  gross  income  to  gross 
expense,  and  tending  toward  greater  economy. 

609.  Case  IX.  —  Given  W  and  w,  required  V,  v,  /,  and  S. 

Here  W  —  w  is  the  energy  expended  in  the  conductor ;  and 
as  p  and  L  are  known,  5  can  be  immediately  found,  thus  reducing 
this  Case  to  the  same  condition  as  Case  VII. 

610.  Case  X.  —  Given  W  and  S,  required  V,  v,  /,  and  w. 

Under  these  circumstances  the  size  of  the  conductor  is  giv^en, 
but  not  the  energy  expended  in  it.  As  the  energy  expended  in 
transmission  varies  as  the  square  of  the  current,  and  the  quantity 
of  energy  as  the  product  of  the  current  and  pressure,  the  higher  the 
pressure  and  the  smaller  the  current  the  greater  will  be  the  energy 
delivered,  and  the  smaller  will  be  the  cost  of  transporting  it.  Hence 
the  greatest  value  assignable  to  V  under  the  limits  of  safety  will 
determine  this  quantity..  The  remaining  unknown  quantities  follow 
immediately. 

611.  Case  XI.  —  Given  w  and  5,  required  Vy  v,  /,  and  W. 

The  same  reasoning  and  conclusions  apply  as  in  Case  X. 

612.  As  all  the  economic  formulae  may  be  deduced  by  the  rules 
for  maxima  and  minima,  the  solutions  beyond  the  deduction  of  tl^^ 
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s  ridng  equations  have  not  been  given.  Care  must  be  exercised  in 
:j  selection  of  the  proper  value  for  /.  In  series  circuits  there  is  no 
jTculty  or  chance  for  error,  as  /  can  have  only  one  constant  and 
:iLjrm  value.  In  the  parallel  system  /  may  be  either  the  ^'greatest 
:\rrcnt*'  to  be  transmitted,  the  ''average  currenty'  or  the  ''square  root 
J  the  mean  squares''  of  the  varying  current  values.  The  appropriate 
r.:th«xls  for  evaluating  /  will  be  found  in  succeeding  paragraphs. 

613.    Qeneral   Designi  for  a    Gonductingr  System  in  Multiple 
Arc.  —  To    skillfully  plan  a  parallel   system  for  the  distribution  of 
cxctrical  energy,  even  for  installations  of  moderate  size,  it  is  first 
es>ential  to  obtain  an  accurate  map  of  the  district  intended  to  be 
c  vered   by  the  central   station.     This  map  should  be  of  sufficient 
scale  to  enable  the  premises  of  all  of  the  customers  to  be  indicated 
^«ith  a  reasonable  degree  of  accuracy,  both  as  to  the  location  and 
irontage  along  the  respective  streets.     Supplementing  such  a  map, 
1  careful  canvass  of  the  district  to  be  served  should  be  made,  with  a 
view  to   ascertaining  the   probable   customers   and  the  nature  and 
irr.ount  of  service  which  they  are  likely  to  call  for.     The  demands  of 
irban  service  upon  a  parallel  system  are  usually  limited  to  supplying 
incandescent   lamps  and  the  operation   of  stationary  motors.     The 
number  of  incandescent  lamps  that  will  probably  meet  the  require- 
nients  of  each  consumer,  may  be  determined  by  ascertaining  the 
number  of  gas-burners,  or  other  means  of  illumination,  in  vogue  at 
the  time  of  making  the  estimate,  and  then  assuming  the  probable 
demands  of  the  customer  to  increase  from  20  to  30  per  cent  for  in- 
candescent lamps,  on   account  of  the  greater  popularity  and  desi- 
ubility  of  electrical    illuminations.      The  time  during  which  each 
customer  will  probably  require  service  should  also  be  noted  as  an 
important  factor  in   determining  the   probable   load  diagram  to  be 
placed  upon  the  station.     A  fair  estimate,  based  upon  incandescent 
installations  in  a  number  of  the  larger  cities,  indicates  that  about  one 
>ixteen-candle-power  lamp  may  be    expected  for   every  linear  yard 
of  the  conducting  system  throughout  the  principal  streets,  and  about 
one  lamp  to  two  yards  in  the  streets  of  less  importance.     Out  of  one 
hundred  customers,  10   per  cent  is   usually  allowed  for  caf6s  and 
lestaurants,  34  per  cent  to  stores,  21  per  cent  to  banks  and  mercan- 
tile houses,  27  per  cent  to  theaters,  and  8  per  cent  for  residences. 
In  France  the  figures  average  28  per  cent  for  caf^s  and  restaurants, 
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21  per  cent  for  workshops,  27  i  per  cent  for  stores,  7  J  per  cent  for 
residences  and  hotels,  and  16  per  cent  for  theaters  and  halls. 

614.  Experience  has  also  shown  that  it  is  necessary  to  install 
for  occasional  use  a  great  many  more  lamps  than,  under  any  but  the 
most  exceptional  circumstances,  are  ever  placed  in  service  at  any 
one  time. 

The  following  list  indicates  the  maximum  number  of  lamps  actu- 
ally lighted,  in  comparison  with  the  total  number  actually  installed, 
in  the  lighting-plants  of  the  following  cities:  — 

London      ...  40  per  cent.  Berlin  and  Hamburg  .  58  per  cent. 

Vienna       ...  52  per  cent.  Darmstadt     ....  60  per  cent. 

Newcastle      .     .  45  per  cent.  DUsseldorf     ....  51  per  cent. 

Cologne     ...  70  per  cent.  Hanover 55  per  cent. 

616.  The  number  of  lamp-hours  per  lamp  also  forms  an  impor- 
tant consideration.  From  the  lighting-plants  in  London,  it  is  found 
that  in  the  district  covered  by  the  St.  James  Station,  935  lamp- 
hours  per  lamp  per  annum  are  obtained  :  from  the  Westminster 
station,  643  hours  ;  from  the  Metropolitan,  550  hours  ;  from  the 
Chelsea  Station,  350  hours  ;  and  from  Kensington,  354  hours.  The 
St.  James  Station  serves  a  district  largely  made  up  of  business 
houses  ;  while  the  proportion  of  business  to  residence  houses  stead- 
ily decreases  in  the  districts  of  Westminster,  Metropolitan,  and 
Kensington. 

616.  Having  completed  a  canvass  of  the  district,  it  then  becomes 
necessary  to  construct  a  load  diagram  for  each  street.     An  inspec- 
tion of  the  map  will  indicate  the  probable  location  for  the  various 
feeding-points.     It  is,  in  fact,  hardly  practical    to  arrange  feeding- 
points  at  any  other  place  than  at  the  street  intersections  ;  for  it   is 
quite  essential  to  plan  the  feeder  system  so  that  each  feeder  may  be 
adjusted  to  supply    a    maximum  number  of   distributing-mains  and 
this  can  be   best  accomplished  by  uniting  a  feeder  to  the  several 
mains  running  from  each  street  corner,  extending  along  the  streets 
radiating  from  such  an    intersection.     Having  made  a  preliminary 
determination    of   the   feeding-points,   the  load    diagrams   for   each 
street    extending   between    two   adjacent    feeding-points   should   be 
plotted  as  follows  :  — 

617.  In  Fig.  256,  assume  AB  to  any  convenient  scale  to  be  the 
distance  from  the  feeding-center  A  to  the  center  B.     Lay  off  AC, 
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'I'd,  DE,  EF,  FG,  GB  to  same  scale  to  represent  the  respective 
vreel  frontages  of  the  various  customers.  At  the  appropriate 
«':nts  in  each  house-front,  place  the  consumer's  main,  and  at  this 
::nt  erect  a  perpendicular  to  AB,  making  each  one  to  scale  to 
rcesent  the  probable  maximum  circuit  for  each  subscriber.  A  line 
ining  the  tops  of  the  perpendiculars  is  the  desired  load-line.  For 
1  two-wire  system,  the  sum  of  the  loads  on  both  sides  of  the  street 
nay  either  be  plotted  upon  a  single  diagram,  or  two  separate  dia- 
^ims  made,  the  results  of  which  may,  on  the  completion  of  the 
aiculation,  be  summed. 

618.    For  a  three-wire  system  two  diagrams  are  advisable,  upon 
cich  of    which   half  the  load  on  each  side  of   the  street  is  to  be 


m' 


c 

D 

E                   F 

G 

Xs 

IflO' 

Fig.  256. 

X         60'      X        60' 
Street-Load  Diagram. 

X 
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plotted.  A  and  B,  the  ends  of  the  street  diagram,  are  the  feeding- 
points  from  which  the  current  enters  the  distributing-mains  in  oppo- 
site directions.  It  now  becomes  essential  to  determine  the  point  of 
niiniraum  pressure  along  the  distributing-mains,  the  amount  of  drop, 
and  the  quantity  of  current  which  will  enter  the  main  from  the 
points  A  and  B.  If  the  customers  along  B  are  so  distributed  that 
the  current  may,  without  sensible  error,  be  supposed  to  be  uniformly 
fctributed  between  the  two  mains,  the  calculation  of  the  point  of 
maximum  drop  may  be  made  by  the  equations  already  indicated  in 
Cases  I.  to  IV.,  depending  upon  the  method  of  feeding  and  the  kind 
of  mains  adopted.  It  is  rare,  however,  that  the  distribution  is  suffi- 
ciently regular  to  allow  of  the  assumption  of  a  uniform  distribution 
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of  current.     For  cases  of  irregular  distribution,  Messrs.  Herzog  and 
Stark  have  given  an  analytical  method  in  the  Electrical     World  of 
Aug.  23,  1890,  for  determining  the  current  in   all  parts   of   a   con- 
ducting system,  no  matter  how  complicated.     The  method   consists 
in  determining,  in  each  mesh  of  the  network  of  mains,  the   point  of 
lowest  potential,  and  then,   in   imagination,  cutting  the  conductors 
open  at  this  point,  thus  resolving  the  most  intricate  network   into  a 
number  of  elementary  forms,  which  are  comparable  with  Cases  I.  to 
IV^  inclusive,  and  may  be  solved  by  these  methods.     By  this  means 
the  system  is,  so  to  speak,  differentiated  into  elementary  parts,  and 
the    calculations    for  each  element  rendered   comparatively   simple. 
After  the  computations  for  each  of  the  elements  are  completed,  the 
final  result  may  be  gained  by  the  summation  of  all  of  the  partial 
calculations.     While  the  method  thus  outlined  gives  results   u^hich 
are    exhaustive   in  the  extreme,   possessing   all  of   the  elegance   oi 
mathematical  treatment,  the  following  plan   is  suggested  as  g^iving 
results  which  are  correct  within  the  probable  accuracy  of  any  ordi- 
nary canvass,  and  is  more  readily  adapted  to  the  office-work  of  the 
practicing  engineer. 

619.  An  example  will  best  elucidate  the  application  of  the 
method.  In  Fig.  257,  let  I  and  A  be  two  feeding-points  in  a  dis- 
tributing network  supplying  current  to  the  consumers  B,  C,  D,  E,  F, 
G,  and  H.  The  location  of  the  consumers  with  reference  to  the 
points  A  and  I,  together  with  the  currents  supplied  to  each,  must  be 
ascertained,  or  assumed  within  reasonable  limits.  These  data  are 
then  to  be  collected  in  a  tabular  form,  as  indicated  in  Table  No.  53. 

Table  No.  53. 

CalculatioziB  for  Point  of  Iieast  Preflsare. 


h 

k 

• 

Distance 

DiSTANXE 

Current 
in  Ampere 
per  house. 

hi 

hi 

2(A«) 

2(/,0 

in  feet  from  A. 

in  feet  from  D. 

To  B    40 

590 

5 

200 

2950 

200 

•          «          • 

C  140 

490 

80 

11200 

39200 

11400 

•           •          • 

D  265 

365 

30 

7950 

10950 

19350 

27800 

£340 

200 

16 

5440 

4640 

24790 

16860 

P415 

215 

20 

8300 

4300 

•         •         • 

12210 

G490 

140 

24 

11760 

3360 

•         •         • 

7910 

H565 

65 

70 

38650 

4550 

■         •         • 

4550 
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The  distance  of  each  consumer  from  the  feeding-points  A  and  I 
L'-e  given  in  the  columns  l^  and  /j,  while  the  respective  currents 
re  in  column  /.  In  the  columns  headed  /,/  and  /j/ will  be  found 
the  electrical  moments  of  each  consumer  with  respect  to  the  feeding- 
points  A  and  I,  or  the  product  of  each  consumer's  current  by  the 
Stance  of  his  supply  lead  from  A  and  from  I.  The  point  of  lowest 
pressure  on  the  distributing-main  AI  is  the  electrical  center  of  grav- 
ity of  all  the  consumers  with  reference  to  A  and  I,  and  is  to  be 
otained  by  summing  and  equating  the  moments.  The  columns 
headed  '%(l^i)  and  '^(l^i)  give  these  sums  for  this  example.  Should 
quality  between  the  moments  on  the  right  and  left  hand  be  found 
I-  occur  exactly  at  the  main  of  any  consumer,  then  half  of  the  cur- 
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Flq,  257.    Street  Distributton. 

rent  supplied  to  him  plus  all  the  current  going  to  all  the  customers 
on  the  left  will  be  derived  from  the  left-hand  feeding-point,  while 
the  other  half  of  his  current  plus  all  the  demand  on  the  right  hand 
\vill  come  from  the  right-hand  feeding-point,  and  the  greatest  drop 
will  be  exactly  at  the  main  of  this  consumer. 

620.  Usually,  as  is  the  case  in  this  example,  the  electrical  center 
of  gravity  lies  part  way  between  two  customers ;  for  it  is  easy  to  see 
from  the  Table  that  D  will  get  a  portion  of  his  supply  from  A,  and 
the  rest  from  I. 


Let  X  =  number  of  amperes  derived  from  A, 

and      SO  —  X  =  number  of  amperes  desired  from  /; 
then  11400  +  265  x  =  16850  -f  365  (30  -  x). 

a:  =  26. 
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Therefore,  D  will  get  26  amperes  from  A,  and  4  from  I.     If  R  repre- 
sent the  resistance  of  the  conductor  from  either  feeding-point  to  D, 

then  the  total  fall  of  pressure  is  — 

» 

\  (11400  +  265  X  26)  J?  =  9145  R. 

621.  To  determine  the  necessary  size  to  give  the  distributing^ 
main  AI,  the  allowable  drop  and  want  of  balance  must  be  known. 
Supposing  that  this  example  is  to  apply  to  the  common  three-wire 
low  potential  distribution,  with  220  volts  between  the  outer  mains  ; 
that  there  is  a  possible  want  of  balance  of  25  per  cent ;  and  that  the 
neutral  wire  is  half  the  section  of  the  outer  mains.      Then,  remem- 


n 


Feeders. 


n  ^  / 

Distributing  Mains. 


Fig.  258,    City  Distribution, 


bermg  that  the  resistance  of  1  ft.  of  copper  conductor  1  sq.  in.  in 
section  at  80°  F.  (26.7°  C.)  is  .0000086  ohm,  and  substituting  in 
formula  (229)  — 

pZ/(l+/^)         _    .0000086X9145(1 +.25X2)^  j^ 

^  -  (  r_  ^')  _  (7,  —  f/)  *"  (220  —  110)  -  (213.4  -  106.7)       •  •^     4-     • 

for  the  outer  conductor,  and  .036  /  2  =  .018  sq.  in.  for  the  neutral. 

622.  Having  thus  determined  the  distributing-main  between  A 
and  I,  a  repetition  of  the  process  may  be  employed  in  every  street  in 
the  proposed  distribution.  By  combining  at  each  feeding-point  all 
of  the  currents  to  be  there  delivered,  the  necessary  feeder  current 
is  obtained.  The  feeders  are  now  to  be  calculated  to  obtain  the  most 
economical  action. 
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623.  Suppose  Fig.  258  to  represent  the  territory  to  be  supplied 
n  a  typical  urban  distributing  plant,  and  assume  it  to  be  decided  to 
employ  Fowler-Warring  light-armor  cables  laid  in  5"  x  5"  terra- 
C'.'tta  conduit  for  the  feeders.  It  is  now  required  to  solve  equation 
191) ;  and  for  this  purpose  let  the  following  value  of  the  constants 
be  assumed  to  exist :  — 

(«)        W 
\X)  y     =  tf  +  ^5  =  400  +  10000  S  =  cost  per  mile  per  sq.  in.  of  con- 
ductor section. 

(«')      (^) 
r2)  y'    =-a'  -\-  b'S  =  1320  +  05  =  cost  per  mile   per   duct  (^'  is  0,  as 
there  is  no  variation  in  conduit  cost  with  change  in  conductor 
section). 

<3)   I,    =1.75  miles  (measured  along  the  conductor,  out  and  return). 

(4)    f      =6  per  cent  ($.06),  interest  on  invested  capital. 

xo)   di    =  12  per  cent  ($.12),  depreciation  on  conductor. 

(6)   dc    =  10  per  cent  ($.10),  depreciation  on  conduit. 

k1)    #/,    =  8  per  cent  ($.08),  depreciation  on  station  plant. 

iS)   a     =  1.75  [400  (.06  +  .12)  +  1320  (.06  +  .10]  =  495.60. 

.'9)  )3    =  1.75  [10000  (.06  +  .12)]  =  3150.00. 

:lo)   p     =  .0456  ohms,  resistance  of  1  mile  of  copper  conductor  of  1  square 

inch  in  section  at  75°  F. 

( 11)  F   =  2200,  hours  of  operation  per  annum. 

( 12)  K  =  3.5  cents  ($.035),  cost  of  producing  energy  per  K.  W.  hour. 
1 13)  K'  =  $75.00,  cost  of  station  per  K.  W.  of  output. 

(14)  /    =  150  amperes. 

(15)  X     =  £^  \_FK  +  K\i^  ^,)]  =  — -^^^if^o  ^  ^^'  1^^-^^  ^  -^^ 
+  75  (.06  +  .08)]  =  157.5,  S^yJ^^  V^afilo  ^^  =  '^^^^ ^^- ^"• 

624.  The  value  of  a  and  b  for  the  price  of  the  light-armor  ca- 
bles, and  d  and  b  for  the  cost  of  the  conduit,  are  readily  deduced 
from  Tables  Nos.  56  and  57,  in  which  the  curves  plotted  are  func- 
tions of  the  cost  per  mile  and  section  for  cable,  and  cost  per  mile  and 
number  of  ducts  for  the  conduit.  While  the  curves  are  not  perfectly 
regular,  the  relations,  (1)  and  (2),  are  easily  seen  to  express  the 
average    function    of   price  and    section  and    price  and  number  of 
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ducts.  As  there  are  three  main  feeds  for  every  three-wire  system, 
and  as  it  is  usual  to  lay  the  three  distributing-mains,  or  at  least  pi  acre 
the  ducts  for  them,  where  the  conduit  is  installed,  the  expression  f"oT 
a' ■\-b's  is  based  on  six  ducts.  A  repetition  of  this  process  for  each 
feeder  of  different  length  or  of  different  loading  will  serve  to  com- 
plete all  the  design  for  the  circuit  to  the  consumer's  premises. 

626.  For  the  inside  work,  the  methods  already  given  will  deter- 
mine the  requisite  wire  sizes  for  all  varieties  of  circuits.  But  for  the 
sake  of  completeness  and  clearness  the  present  example  will  be  fol- 
lowed to  the  end.  Let  Fig.  259  represent  the  house-plan  having- 
four  circuits  carrying  ^\^  lamps  each,  and  for  ease  in  calculation 
each  lamp  may  take  one  ampere;  hence  the  conductors  from  the 
street  to   the  center  of   distribution   B   must   be  designed   for    20 

amperes.       Heating-limit   and   permissible 
■■^^^^■■^^^^^■"l      drop  are  the  governing  factors  in  house 

I      ^'S:^    I    v<v^       I  winng. 

$^  I  626.    As  to  the  permissible  drop,  the 

bs^         I  best    practice    indicates    an    allowance    of 

I  ^^     I  one-fourth  to  three-fourths  of  one  per  cent 

t^^^^gj  in  the  lamp  circuits  ;  and  from  one  to  four 

— \.  per  cent  in   the  building-mains.      In   this 

«    o«o    f'"^™^"^'^  example  assume  .26  per  cent  drop  in  the 

Fig.  250.    House-Wiring.  ^  f  r 

lamp  circuit,  and  2  per  cent  in  the  build- 
ing main  from  the  street  to  the  point  B.     Let  the  circuit  distance 
from  the  street  to  B  be  300  ft.,  that  is,  the  total  length  of  conductor 
employed.     Turning  to  Table  No.  26,  it  is  seen  that  a  20-ampere 
circuit  requires  a  wire  .109"  in  diameter  to  be  safe  from  overheating. 
This,  from  Table  No.  4  is  seen   to  be  between   Nos.   9   and  10  ; 
but  the  resistance  of  300  ft.  of  No.  9  is  .238   ohms  ;    and  if    this 
wire  is  used,  the  drop  will  be  .792  x  300  x  20  / 1000  =  4.76  volts. 
As  the  allowable  drop  is  only  2  volts,  a  larger  wire  must  be  used. 
To  preserve  the  drop  within  the  limit  of  2  volts,  the  resistance  of  this 
part  of  circuit  must  be  not  over  .1  ohm  or  .333  ohm  per  1000  ft. 
Looking  in  Table  No.  4,  this  value  is  found  between  Nos.  5  and  6. 
Probably  a  No.  6  would  do,  but  No.  6  is  safer. 

627.  Now  in  the  four  circuits  C,  D,  E  and  F,  there  are  exhibited 
examples  respectively  of  Cases  I.  to  IV.  inclusive,  pp.  459-460.  Each 
circuit  must  carry  5  amperes,  is  supposed  to  be  75  ft.  long,  and  the 
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drop  must  not  exceed  .25  volt.     If  the  resistance  of  1  mil-foot  be 
taken  at  10.61  ohms,  and  if  5  is  the  required  wire  section,  then,  from 

f .rmula  a97,)  -  io.61  LI 

^^ 7"5 

*:ut  u^-.t/=:  .25y         L  =  75,  and        I^h\ 

--crnce,  S  =  10.61  X  75  X  5  /  25  =  15900  cm ; 

".hich,  from  Table  No.  4,  is  between  Nos.  8  and  9  wire.  It  is 
-ways  advisable  to  use  the  size  of  wire  larger  than  indicated  in  the 
:  irmula.  The  circuits  D,  E,  and  F  may  be  calculated  in  the  same 
way  by  substituting  in  the  formulae  under  Cases  II.,  III.,  and  IV., 
T  the  relative  section  may  be  at  once  obtained  by  multiplying  the 
section  just  found  by  the  coefficients  in  Table  No.  1. 

uen,  for  BD,  15900  X  2  =  31800,     or    No.  5  wire, 

BE,  15900  /  4    =    3975,     or     No.  14  wire, 

BF,  15900  /  2    =    7850,     or    No.  11  wire. 

628.  For  BD  and  BF  the  conductors  are  supposed  to  be 
conical,  the  sections  given  being  that  required  at  the  first  lamp, 
beyond  which  the  section  may  taper  to  a  point  at  the  end  of  the  cir- 
cuit. It  is  possible  to  accomplish  this  either  by  the  use  of  a  special 
standard  conductor  made  for  the  particular  location,  or  by  running 
a  number  of  separate  small  wires  connected  in  parallel.  In  short 
circuits  the  saving  in  copper  will  not  usually  pay  for  the  extra  trouble 
mvolved  in  the  conical  conductors. 

629.  In  Table  No.  54  necessary  data  relating  to  heating-limits 
may  be  found.  Sheet  1  relates  to  buried  conductors.  The  top  hor- 
izontal line  gives  the  loss  in  volts.  The  area  of  the  conductors  is  to 
be  found  in  the  column  headed  "  Section  in  Square  Inches ; "  while 
the  figures  in  the  body  of  the  table  are  ampere  feet,  corresponding 
to  the  loss  in  volts  and  sectional  area.  This  table  is  calculated  for 
a  maximum  temperature  elevation  in  buried  cables  of  80°  C.  In 
sheet  2  will  be  found  the  data  for  the  safe  currents  for  aerial  con- 
ductors, while  on  sheet  3  will  be  found  the  corresponding  curves. 
In  this  connection,  it  is  well  to  refer  to  the  special  section  on  the 
heating  of  conductors  in  Chapter  VII. 

630.  Mechanical  Methods.  —  The  preceding  solutions  are  en- 
tirely algebraical.  It  is  occasionally  customary  to  lay  out  upon  a 
reasonably  large  scale  a  map  of  the  district  to  be  served,  and  then 
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to  build  a  model  network  of  wire  of  reduced  gauge  to  correspond  in 
resistance  to  the  scale  of  the  map ;  and  then,  by  supplying  the  net- 
work so  designed  with  a  battery  current,  and  measuring  the  fall  of 
pc'tential  in  various  spots  by  means  of  a  voltmeter,  to  make  the 
determination  of  the  location  of  the  central  station,  the  size  of  the 


Table  No.  64. 

Heatins-Iiimits  for  Conductors.         Sheet  IE.  —  Aerial  and  Paneled  Conduotom. 


1 

Suction 
in  Sq.  Mils.. 

Resist  A  NCR  in 

Ohms 

Per  1000  Ft. 

Cukrent  in 

Amp.  for 

Wire  in  Panels. 

Current  in  Ampbrb 
for  Condactors  in  Still  Air. 

Current  in  Ampere 
for  Aerial  Conductors. 

6* 

IC 

20' 

40* 

80» 

5- 

IC 

20* 

40- 

oooo 

166190 

.06012 

175 

101 

146 

204 

288 

408.8 

229.6 

331.6 

461 

636 

000 

1317W) 

.06320 

143.5 

89 

126 

177 

248 

345.9 

198.1 

280.6 

388.6 

536 

00 

101518 

.07969 

124 

77 

106 

152.7 

214.9 

299 

169.7 

237.9 

328.9 

453 

0 

82887 

.1004 

103.5 

67 

93 

132 

186.8 

257 

143.8 

200.8 

280.8 

383.5 

1 

65732 

.1267 

87 

67 

84 

115.6 

160.9 

222.7 

121.8 

168.7 

236.8 

326 

2 

52128 

.1598 

73 

50 

69 

99 

140 

192.3 

102.5 

141.8 

198.4 

272 

3 

41329 

.2015 

62 

44 

60 

86 

121.6 

166.4 

86.7 

120.4 

169 

234 

4 

32784 

.2541 

51.5 

39 

52 

74 

105.75 

143.8 

73.1 

101.5 

143 

198.7 

5 

25999 

.3204 

43.5 

31 

47 

66 

92.5 

125.5 

62.6 

87 

122.5 

170 

6 

20618 

.4010 

36.5 

29 

42 

58 

81 

109.6 

53.5 

74.6 

104.8 

145 

7 

16351 

.5094 

30.75 

25 

37 

50.6 

71 

95.5 

45.6 

63.7 

89.2 

123 

8 

12967 

.6421 

25.75 

22 

32 

44.4 

63.6 

83.5 

39.3 

65 

77 

106 

9 

10283 

.8100 

21.75 

19 

28 

37  J5 

57.1 

72.6 

33.6 

47.5 

66 

90.4 

10 

8155 

1.021 

18 

17 

24.3 

33.7 

50.5 

62.8 

28.7 

41 

66.4 

77 

11 

6467 

1.253 

16 

15 

22 

29.6 

45 

55.7 

24.8 

35.4 

48.6 

66 

12 

5129 

1.624 

13 

13 

19.5 

26 

39.5 

49 

21.8 

30.8 

42 

57 

13 

4067 

2.018 

11 

11 

17 

22.9 

34.5 

42.5 

19 

27 

37 

49.6 

14 

3225 

1SSL 

9 

9.5 

15 

20 

30.1 

37.5 

16.5 

23.9 

32.2 

42.6 

15 

2558 

3.256 

7 

8 

13.5 

17.5 

26 

32.7 

14.2 

20.2 

27.5 

36.1 

16 

2029 

4.106 

6 

7 

12 

15 

22 

28 

12 

17 

23 

30 

17 

1609 

5.178 

5.25 

•      • 

•      » 

•      « 

18 

1276 

6.529 

4.6 

•      • 

•      • 

•      • 

10 

1012 

8.233 

4 

•      « 

■      ■ 

■       a 

20 

802.3 

10.38 

3.5 

a 

•      • 

•       • 

21 

636.3 

13.09 

3 

•       a 

■      • 

•       • 

22 

509.6 

16J}1 

2.5 

•       ■ 

•      • 

•        • 

23 
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•       • 

•      • 

•       • 

24 
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'      ' 

•       a 

•      ■ 
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25 

251.7 

33.10 
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•       • 

'ceds  and  distributing-mains,  and  the  fall  of  pressure  at  various 
points,  entirely  in  an  experimental  manner.  For  very  large  plants, 
and  those  presenting  peculiar  complexities,  a  practical  method  of  this 
kind  has  certain  advantages,  especially  as  the  model  may  afterward 
^^  preserved  as  2i  facsimile  of  the  conducting  system  ;  and  may,  from 
time  to  time  in  the  future,  be  used  to  afford  means  of  solving  prob- 
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lems  relative  to  the  addition  or  extensions  to  the  conducting  system, 
c  the  introduction  of  new  customers.  Such  a  method  is,  however, 
usually  considerably  slower  and  more  expensive  than  the  analytical 
one ;  and  erroneous  deductions,  due  to  imperfections  in  the  scale 
ratios,  are  likely  to  be  serious.  To  determine  the  point  of  greatest 
drop,  a  method  embracing  a  mechanical  application  of  the  principle 
ijf  moments  is,  however,  rapidly  and  accurately  available. 

631.  Suppose  a  scale-beam  to  be  arranged  as  shown  in  Fig.  260, 
with  the  supporting  pivot  at  the  center,  the  length  of  the  scale-beam 
L  and  \J  at  either  side  of  the  pivot  being  so  arranged  as  to  corre- 
spond, on  any  desired  scale,  to  the  length  of  the  street  between  the 


Fig,  260. 

Diagram  of  Experimental  Method  of 
Finding  Point  of  Least  Pressure, 


distributing-centers  under  consideration.     Between  the  points  a  and 
/,  on  the  left-hand  side  of  the  pivot,  arrange  scale-pans  at  distances 
to  correspond  to  the  consumers'  frontage  along  the  street.     Arrange 
a  corresponding  set   of  scale-pans  upon  the  right-hand  side  of  the 
pivot  in  the  same  order  as  those  indicated  in  the  left-hand  side,  and 
balance  the  beam.     In  each  of  the  scale-pans  on  the  left-hand  side, 
place  weights  corresponding  to  the  amounts  of  current  required  by 
the  respective  customers.      Now  remove  the  weights  from  a,  and 
place  them  in  the  corresponding  pan  on  the  right  hand  of  the  sup- 
porting pivot.     Continue  this  operation  until  the  scale-beam  again 
balances  about  the  center  pivot.     Suppose,  when  equilibrium  is  ob- 
tained, the  weights  in  the  scale-pans  A,  C,  and  D  have  been  removed 
from  the  left-hand  side  of  the  lever,  and  have  been  placed  upon  the 
right-hand   side,  the  interpretation   of  this   result    means    that    the 
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point    of   lowest   pressure   is   located   at   a  distance  from  a 
to  ae. 

632.  It  sometimes  occurs  that  equilibrium  can  be  obtained  or\\y 
by  dividing  the  weight  in  one  of  the  scale-pans.  Thus,  for  example, 
supposing  all  of  the  weights  in  A,  C,  and  D  to  be  removed  to  the 
right-hand  side  of  the  lever,  and  one-half  of  the  weight  in  E.  It  is 
evident,  under  these  circumstances,  that  the  point  of  lowest  potential 
is  at  the  point  ^,  and  that  one-half  of  the  current  supplied  to  e  comes 
from  a  and  one-half  from/! 

633.  Station  Loads.  —  The  behavior  of  a  central  station  under 
the  load  thrown  upon  it,  and  a  study  of  the  variation  in  the  loading- 
due  to  business  emergencies,  form  one  of  the  most  interesting  and 
attractive  of  investigations  for  the  electrical  engineer.     This  exami- 
nation is  chiefly  attractive  to  the  central  station  designer ;  the  results 
of  the  investigation  of  station-loading  being  valuable  in  the  solution 
of  transmission  problems,  only  as  they  afford  means  of  determining 
the  probable  loads  and  variation  in  loading  to  which  the  circuit  will 
be  submitted.     In  the  elucidation  of  this  part  of  the  problem,  experi- 
ence is  the  only  guide.     As  an  exponent  of  the  loading  to  which  the 
central  stations  in  urban  districts  may  reasonably  expect  to  be  sub- 
mitted, the  curves  given  in  diagrams  Nos.  1  to  17  inclusive.  Fig.  261, 
are  presented.     The  curves  numbered  from  1  to  12  inclusive  are  the 
average  monthly  curves  obtained  from  the  operation  of  St.  James 
Station  in  London ;  they  are  exhibited  by  the  London  Electrician  as 
sample  curves,  giving  a  fair  indication  of  the  monthly  output  of  the 
St.  James  Station  during  the  period  of  a  year.     In  each  curve  the 
horizontal  axis  to  a  scale  of  sixteen  hours  to  an  inch  represents 
the  hours  of  the  day,  while  the  vertical  axis  represents  1,600  am- 
peres to  the  inch.     The  heavy  line  in  each  of  the  diagrams  indicates 
the  current  output  for  each  hour  of  the  day  in  the  main  conductors, 
while  the  dotted  line  gives  the  current  flowing  through  the  neutral 
wire,  requiring  an  algebraic  summation  to  give  the  total    station 
output ;  the  departure  of  the  dotted  line  from  the  full  line  fairly 
represents  the  amount   of  unbalance  to  which  the  plant  was  sub- 
jected.    An   examination  of  all  of  the  curves  reveals  a  close  fam- 
ily  resemblance    existing   between    them.      In    every  instance   the 
quantity  of  current  slowly  increases  from  6  a.m.  to  about  3  p.m. 
From   this  time  until  from  5  to  9  p.m.  the  current  rises  sharply, 
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Fia.  391.    Cunitt  of  Station  Output 
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Flu.  SSf.    Carni  of  Station  Output.    {Contlmtd.) 
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Fig.  2ei,    Cunea  of  Station  Output,    (Conttnued.) 
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usually  attaining  a  maximum   value  between  the  hours   7    and     9, 
the  variation    in   the   maximum    having   its    origin   in  the  varying" 
length  of  the  days  from   month  to  month.      The  total   Board     of 
Trade  units  delivered  by  the  station   is  indicated  upon  each     dia- 
gram.    From  January  to  August  the  station  output   regularly    de- 
creases, attaining  a  minimum   in  August.     The  minimum   current 
at  this  time  is  not  only  due  to  the  greater  length  of  days,  but    is 
also  owing  to  vacation  absence  during  the  month  of  August  of    the 
greater  part  of  the  business  population.     If  the  current  curve    fol- 
lowed strictly  the  relation  between  the  lengths   of  day  and  nig^ht, 
the  minimum  would  evidently  occur  in  the  early  part  of  July,    in- 
stead of  August.      In   September  and  October  the  current  output 
increases  toward  a  maximum   more  rapidly  than  the  decrease    oc- 
curred in  the  earlier  part   of  the  season,  indicating  a  resumption 
^  of  business  in  September.     The  curves  for  November  and  Decem- 
ber are  very  nearly  alike   in  output,   showing  that  the   maximum 
demand  is  thrown  upon  the  station  a  little  earlier  than  the  occur- 
rence in  the  shortest  days  of  the  year ;  for  it  is  a  noticeable  fact 
that,  although  the  actual  length  of  the  day  is  a  minimum  in   De- 
cember, the  amount  of  cloudy  weather  which  occurs  in  the  latter 
part   of  October  and   November  makes  a  greater  proportional   de- 
mand for  light  in  these  two  months.     Diagram  No.  13  is  exhibited, 
showing  the  remarkable  fluctuations  and  extraordinary  demand  on 
the  station   due  to   exceedingly  stormy  and  foggy  weather.     Here 
the  maximum  current  output  occurred  between  the  hours  of  3  and  5 
in  the  afternoon,  instead  of  between  5  and  7,  as  in  the  normal  De- 
cember curve ;  the  output   in  this   case  being  nearly   8,000   units 
against  the  normal  December  output  of  4,800,  nearly  doubling  the 
demands  upon  the  station. 

In  diagram  No.  14  a  summary  of  the  year's  work  is  given  by 
plotting  the  output  of  each  month.  Here  the  vertical  axis  indicates 
the  station  output  at  the  rate  of  8,000  units  per  inch,  while  *the  hori- 
zontal axis  is  at  a  scale  of  8  months  to  the  inch. 

634.  In  diagrams  Nos.  15, 16,  and  17  are  represented  the  curves 
obtained  from  the  Cincinnati  Edison  Station,  the  Boston  Edison 
Station,  and  the  Brooklyn  Edison  Station.  All  of  these  bear  a  strik- 
ing similarity  to  the  London  curves,  exhibiting,  however,  some  local 
peculiarities.      In  the   diagrams   from   Cincinnati  and   Boston,  the 
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:n.-ater  load  brings  a  noticeable  elevation  into  the  curve  at  eight 
L:lock  in  the  evening.  In  Brooklyn  a  similar  rise  of  current  may 
_;o  be  noted,  but  this  is  much  smaller  in  comparison  than  in  the 
prt'viously  mentioned  cities.  This  is  owing  to  the  greater  propor- 
■.  .n  of  residence  population  in  the  district  served  by  the  Brooklyn 

63S.    A  study  of  station  load  curves  affords  to  the  designer  the 
rest  indication  of  the  amount  of  load  thrown  on  the  conductor  sys- 
:em,  from  which  a  deduction  of  the  amount  of  current  and  the  time 
■  f  flow  can  be  most  accurately  made,  for  application  in  the  economi- 
cal  formulas.      To  determine   the  mean  annual   current   most  accu- 
rately, as  great  a  number  of  diagrams  as  possible  should  be  procured 
frum  the  station  under  consideration,  or  from  one  as  nearly  similar 
:o  it  as  practicable.     If  it  is  possible  to 
ihtain  the  daily  load  curve  for  a  year,  an 
iccurate  determination  of  the  constants 
may  be    made.      Professor  Patterson  of 
.Michigan  has  indicated  an  extremely  in- 
genious method  for  the  solution  of  this 
problem,   which  may  be  best   illustrated 
by   applying    his   process    to    the  deter- 
mination of  the  amount  of  mean  output 
of  the  St.  James  Station.     Assuming  the  nq.  202. 

CQr\'e    of     annual    output    as    indicated    in       Olagnm    to    Oeltrmlne   titan    Annual 

diagram   No.  14,  draw  a  circle.  Fig.  zbz, 

having  a  radius  equal  to  the  greatest  ordinate  of  this  curve,  and 
subdivide  the  circle  into  twelve  equal  parts,  by  drawing  radii  to 
the  circumference  at  the  points  Ja,  Fb,  Ma,  Ap,  My,  Jn,  Jy,  Au, 
Sp,  Oc,  Nv,  and  Dc,  each  corresponding  to  a  monthly  ordinate  in 
\o.  14.  Upon  each  of  the  radii  lay  off,  from  the  center  of  the  circle 
outward,  a  distance  equal  to  the  ordinates  of  the  curve  In  diagram 
No.  14.  By  connecting  all  of  these  points  an  area  will  be  obtained, 
which  is  indicated  by  the  shading  in  Fig.  262.  Find  the  area  of  this 
shaded  curve  by  means  of  a  planimcter,  and  then  find  the  radius  of  a 
circle  corresponding  in  area  to  the  area  of  the  shaded  portion.  The 
radius  of  this  circle  will,  to  the  scale  selected  for  the  original  circle, 
and  corresponding  to  the  monthly  load  diagram,  be  the  amount  of 
the  mean  annual  output ;  for,  evidently,  each  elementary  area  of  the 
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shaded  figure  is  proportional  to  the  square  of  the  radius  vector.  In 
the  illustration  given,  the  circle  corresponding  in  area  to  the  shaded 
figure  is  given  by  a  dotted  line,  the  radius  of  which  is  .42".  Diagram 
14,  F'ig.  261,  is  8,000  units  per  inch,  consequently  the  mean  annual 
output  of  the  St.  James  Station  would  be  8,000  x  .42  =  3,360  units. 

636.  Algebraically  the  same  result  may  be  arrived  at  by  finding^ 
from  the  load  diagrams  the  maximum  current  output,  and  then  ascer- 
taining the  relative  lengths  of  time  that  the  plant  operates  under 
different  fractions  of  maximum  load,  say  at  intervals  of  6  per  cent, 
from  5  per  cent  to  100  per  cent.  Then,  by  multiplying  the  number 
of  hours  by  the  square  of  the  percentage  time  operation,  and  extract- 
ing the  square  root  of  the  sum,  the  square  root  of  the  mean  square 
of  the  annual  current  is  obtained. 

637.  Arc-Lamps  on  Constant  Potential  Circuits.  —  For  everv 
purpose  excepting  that  of  arc-lighting,  the  constant  potential  circuit, 
from  its  greater  economy,  lower  pressures,  and  greater  flexibility,  has 
received  a  greater  development.     Many  attempts  have  been  made  to 
operate  arc-lamps  upon  constant  potential  circuits ;  but  the  variation 
in  the  voltage  of  the  circuit,  together  with  the  necessity  of  the  intro- 
duction of  large,  vvastefal  resistances,  has  prevented,  until  recently, 
the  wide  adoption  of  this  practice.     Successful  lamps  now,  however, 
are  constructed  to  operate  upon  constant  potential  circuits,  and  the 
number  of  these  installations  is  now  very  rapidly  increasing.     Lamps 
are  arranged  across  the  constant  potential  mains  of  a  110  volt  circuit, 
by  placing  either  two  or  three  lamps  in  series.     In  the  case  of  two 
lamps  in  series,  each  lamp  would  operate  at  from  40  to  45  volts, 
thus  consuming  from  80  to  90  volts  out  of  the  possible  110  volts. 
Under  these  circumstances,  from  20  to  30  volts  would  be  lost  in  the 
necessary  wasteful  resistance,  to  be  inserted  in  series  with  the  lamps. 
In  many  cases,  this  amount  of  waste  energy  is  not  a  serious  factor, 
in  a  consideration  of  the  other  advantages  to  be  derived  from  the 
constant  potential  circuits.     The  same  lamps,  howev-er,  may  be  ad- 
justed to  run  on  a  35  volt  arc,  by  means  of  which  three  lamps  may 
be  placed  in  series,  thus  taking  105  volts,  and  necessitating  only  a 
loss  of  5  volts  in  extra  resistance.     In  a  similar  manner,  six  lamps 
may  be  placed  in  series  across  the  outer  mains  of  a  three-wire  cir- 
cuit.    The  lamps,  also,  may  be  adju.sted  to  take  from  3  to  20  am- 
peres, by  this  means  permitting  a  great  variation  in  the  amount  of 
candle-power  delivered  to  the  consumer. 
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638.  Slectrical  Railway  Wiring:.  —  So  far  the  distribution  of 
r!ectrical  energy  under  the  parallel  system  has  been  considered  only 
:  r  the  case  in  which  the  receivers  and  the  station  were  placed  at 
anstant  and  fixed  distances  from  each  other.  A  very  important 
ipp'.ication  of  the  system  has  arisen  in  the  construction  of  electrical 
railways,  in  which  the  receivers  are  constantly  varying  the  distance 
I'Ciween  themselves  and  the  station.  The  electrical  railway  problem 
L^  also  further  complicated  by  the  fact  that  the  load  thrown  upon 
the  station  is  rapidly  varying  throughout  very  wide  limits.  Take  the 
ca>e  of  a  small  road  operating  a  single  car.  It  is  evident  that  at 
each  stop  and  start  of  the  car  the  entire  station  load  will  be  thrown 
•  rt  and  on,  thus  causing  the  station  output  to  vary  from  zero  to  a 


Flq.  263.    Station  Diagram,  Nawslnk  Mountain  Railway. 

maximum  many  times  an  hour.  As  more  and  more  cars  are  oper- 
ated, the  station  load  becomes  more  nearly  constant ;  but  even  with 
roads  of  the  largest  capacity,  the  variation  in  the  station  load  is  large 
in  comparison  with  that  thrown  upon  ordinary  lighting  plants. 

In  Fig.  263  is  shown  the  variation  of  station  load  upon  a  road 
carrying  four  cars.  The  curves  here  given  are  by  Messrs.  Herring  & 
Aldrich,  from  a  test  made  upon  the  Navesink  Mountain  Road.  The 
time  during  which  the  measurements  are  taken  covers  a  period  of 
iifty  minutes ;  and  during  this  short  interval  of  time,  with  four  cars 
in  operation,  the  load  on  the  station  has  rapidly  varied  from  zero 
nearly  to  300  amperes. 

639.  In  Fig.  264  the  load  diagram  of  the  Minneapolis  Street 
Railway  is  shown.     Here  142  motors  were  in  operation,  requiring  an 
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average  current  of  1,168  amperes.  Even  with  this  large  number  of 
cars  in  service,  the  station  load  varied  from  600  to  nearly  1,800 
amperes  within  three  hours.     Many  variations  of  400  to  500  amperes 
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occurred  within  a  few  minutes  of  each  other.  It  is  plain,  from  an 
inspection  of  these  diagrams,  that  the  demands  on  the  conducting 
system  of  an  electrical  street  railway  are  exceptionally  severe,  and 
great  precautions  must  be  taken  to  proportion  the  wiring  in  such  a 


Fig.  205.    UhuI  Diagram,  Plillaatlpliitt  Traetlon  Compeiiji. 

manner  as  to  readily  respond  to  the  severest  calls  that  may  be  made 
upon  it. 

640.  In  Fig.  265  the  load  diagram  from  one  of  the  stations  oi 
the  Philadelphia  Traction  Company  is  given  as  an  example  from  a 
large  and  heavily  loaded  road.  Here  the  variation  between  the  night 
and  day  load  is  striking,  but  the  effect  of  a  large  number  of  cars  to 
Smooth  out  and  even  the  general  line  is  still  more  noticeabl&    From 
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these  examples  the  designer  can  gather  a  close  approximation  to  the 
:robable  load  line  of  the  plant  under  consideration. 

641.    The  electrical  railway  system  should  be  constructed  upon 
tlie  feeder  and  main  system  ;  but  it  is  impossible  to  secure  the  advan- 
u^e  of  connecting  the  distributing-mains  and  feeders  together,  form- 
ing a  network,  for  the  reason  that,  in  order  to  avoid  interruptions  of 
traffic  upon  the  entire  road,  it  is  essential  that  the  trolley  wire  shall 
be  split  into  a  great  number  of  sections,  each  one  of  which  is  inde- 
pendent of  any  and  all  other  sections.     This  precaution  is  necessary 
in  order  to  avoid  shutting  down  the  whole  line  in  case  of  a  short  cir- 
cuit at  any  point.     Should  the  wiring  be  a  continuous  network,  it  is 
rddent  that  the  grounding  of  any  portion  will  throw  the  whole  road 
ut  of  commission  ;  while,  if  the  trolley  wire  be  subdivided  into  numer- 
ous separately  insulated  sections,  the  accidental   disarrangement   of 
any  one  will  in  no  wise  interfere  with  the  traffic  of  the  road,  excepting 
in  the  section  injured.     For  this  reason,  it  is  customary  to  subdivide 
the  trolley  wire  into  a  number  of  parts,  each  one  of  which  is  entirely 
insulated,  and  provided  with  a  separate  circuit  to  the  station.     Such 
a  form  of  w'iring  is  evidently  the  feeder  and  main  system  in  the  sim- 
plest form.     Each  section  of  the  trolley  wire  forms  a  distributing- 
main  that  is  connected  to  the  station  by  means  of  its  appropriate  and 
special  conductor.     To  determine  the  load  diagram  of  an  electrical 
r^lway,  which  is  an  essential  consideration  in  the  calculation  of  a 
conducting  system,  it  is  necessary  to  ascertain  the  number  of  cars 
which  will  at  any  one  time  be  concentrated  on  any  section  of  trolley 
wire,  and  the  maximum  amount  of  current  to  be  taken  by  each  car. 
To  this  end,  it  is  essential  to  secure  a  plan  and  profile  of  the  road, 
showing  where  the  grades  and  curves  occur,  and  where  the  travel  is 
'ikely  to  be  a  maximum,  requiring  the  greatest  number  of  stops  and 
^^arts,  also  where  the  cars  will  be  most  heavily  loaded.     Of  all  the 
factors  entering  into  the  problem  of  railway  wiring,  the  live  load  in 
'^he  car  plays  the  part  of  least  importance.     The  difference  in  the 
current  required  by  an  empty  car  and  a  fully  loaded  car  is  but  a  small 
proportion  of  the  current  required  to  start  a  car,  or  move  it  upon 
curves  and  grades.      For  an  ordinary  car  carrying  two   fifteen  to 
twenty-five  horse-power  motors,  an  average  running  current  of  from 
ftfteen  to  thirty  amperes  is  required.     To  start  the  same  car  upon 
curves  or  grades  will  cause  the  starting  current  to  rise  to  fifty  or 
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even  one  hundred  amperes  for  a  few  moments.     The  severest  stress 
to  which  the  conducting  system  of  an  electrical  railway  circuit   cxxn 
be  subjected  occurs  in  the  case  of  a  blockade,  when  a  large  num  L>or 
of  heavily  loaded  cars  may  be  expected  to  start  almost  simultane- 
ously.     It  is  for  cases  of  this  kind  that  the  wiring  of  the  road  shoLiIci 
be  most  especially  planned,  for  nothing  is  so  detrimental  to  street- 
car motors  as  to  subject  them  to  the  requirements  of  starting  undei" 
an  excessive  fall  of  potential.     Such  a  stress  as  this  almost  invariably 
injures  the  insulation  of  the  armature,  causing  the  motor  to  sooner 
or  later  burn  out.     It  is,  therefore,  advisable  to  prepare  the  load   dia- 
gram  of  each  section  of  the  trolley  wire  with  the  maximum  possible 
current  in  view,  bearing  in   mind   particularly,  that   experience    has 
shown  that  traffic  on  electrical  railway  lines  immediately  increases 
upon  the  introduction  of  the  electrical  system,  usually  indicating    it 
advisable  to  double  or  triple  the  load  which  is,  or  has  been,  carried 
by  other  forms  of  traction  on  the  same  line.     Having  obtained   the 
load  diagram  for  each  section  of  the  trolley  wire,  the  calculation   of 
the  fall  of  potential  in  a  particular  section  of  trolley  wire  is  an  ex- 
ceedingly simple  matter.     The  calculation  of  feeders  for  each  section 
of  wire  may  be  made  according  to  the  formulae  already  given.      It  is 
usually  advisable  to  extend  the  feeders  to  the  center  of  each  trolley 
wire  section,  and  then  to  branch  the  feeders  longitudinally  along  the 
trolley  wire  for  such  a  distance  as  will  enable  the  feeds  to  supply  the 
required  current  under  the  given  fall  of  potential  clear  to  both  ends 
of  the  section.     While   railway  motors  are  sensitive  to  changes   in 
the  potential,  they  will  bear  a  much  greater  variation  than  incandes- 
cent lamps,  so  it  is  customary  to  design  the  conducting  system  of  an 
electrical  road  to  work  under  a  difference  of  potential  for  an  average 
maximum  current  of  from  50  to  75  volts  on  a  500-volt  circuit.     The 
mean  annual  current  for  a  road  is  so  difficult  to  predict,  previous  to 
the  operation  of  the  line,  that  it  is  exceedingly  hard  to  apply  the 
formulae  for  maximum  economy.     Experience  has  also  shown  that  in 
most  cases  the  most  economical  current  density  requires   the  con- 
ducting system  to  vary  over  too  great  a  difference  of  potential  to 
enable  the  motors  to  safely  and   successfully  operate.     The  condi- 
tions, therefore,  which  usually  limit  electric  railway  wiring  are  those 
of  the  maximum  allowable  fall  of  pressure,  which  should  never  exceed 
10  to  12  per  cent  of  the  available  voltage  at  the  station.     To  com- 
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pensate  for  the  drop  in  the  line,  it  is  advisable  to  over-compound  the 
c:cnerators  at  the  station,  that,  with  an  increased  demand  upon  the 
conducting  systems,  the  voltage  of  the  generators  shall  rise  in  pro- 
portion to  the  demand  upon  the  line,  thus  enabling  a  very  notable 
>aving  in  the  cost  of  the  conducting  system  to  be  made. 

d42.  Three- Wire  Railway  System.  —  A  recent  novel  and  suc- 
•ressful  experiment  in  three-wire  distribution  has  been  put  into  opera- 
tion by  the  electric  railway  companies  in  Portland,  Oregon,  and  in 
Bangor,  Maine,  for  supplying  energy  to  the  street  railway.  The 
station  and  railway  lines  are  planned  on  three-wire  system,  the  gen- 
erators running  at  1,000  volts ;  the  trolley  wires  throughout  the 
double  track  being  respectively  the  positive  and  negative  leads, 
while  the  ground  return  assumes  the  function  of  the  neutral  wire. 
The  feeder  system  is  designed  to  operate  with  the  trolley  wire,  and 
is  split  into  two  halves,  corresponding  in  sign  to  the  trolley  wire. 
Accidental  grounds  on  the  line  only  interrupt  service  in  the  section 
in  which  the  defect  occurs.  By  careful  scheduling,  the  car-load  is 
so  proportioned  that  excessive  unbalancing  of  the  system  does  not 
occur,  and  for  more  than  a  year  the  plan  has  been  in  successful 
operation. 

If  the  topographical  conditions  of  the  country  are  such,  and  the 
arrangement  of  the  schedule  will  permit  of  quite  an  accurate  balance 
of  the  load  upon  the  two  sides  of  a  three-wire  system  when  applied 
to  an  electrical  railway  circuit,  there  is  no  reason  why  this  method 
should  not  be  successfully  adopted ;   and  experience  in  the  above- 
named  cities  demonstrates  that  it  can  be  done.     As  the  only  reason 
for  adopting  the  three-wire  system  in  an  electrical  railway  is  economy 
in  conducting  material,  and  as  the  endeavor  to  continually  maintain 
a  proper  balance   between  the  two   sides   of  the   system  is  rarely 
uniformly   successful,   it   would   hardly   seem  as  if  the  game   were 
worth  the  candle,  under  ordinary  circumstances.     Usually  economy 
in  copper  section  could  be  better  attained  when  the  power  station  is 
located  at  a  distance  from   the  electrical   center  of  gravity  of  the 
road,  by  adopting  some  form  of  motor  transformer  to  permit  of  the 
station  being  operated  at  a  high  potential,  while  the  line  runs  under 
the  ordinary  500  volts. 
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CHAPTER  XI. 

MISCELLANEOUS   METHODS. 

MOTOR    TRANSFORMERS,   ACCUMULATORS,  TRANSFORMERS,  THE   POLY- 
PHASE  SYSTEM,   AND    LONG    DISTANCE    TRANSMISSION. 

643.  In  the  description  of  multiple-wire  systems,  it   has   been 
shown  that  economy  in  distribution  can  be  effected  by  raising  the 
potential  of  the  generator  station,  and  decreasing  the  current  through 
the  conducting  system ;  but,  at  least  in  lighting-circuits,  a  practical 
limit  is  soon  reached  to  the  possible  elevation  of  potential,  by  the 
limited  resistance  of  incandescent  lamps,  and  the  independence    of 
the  various  customers  is  seriously  interfered  with  in  the  attempt   to 
run  several  lamps  in  series,  in  order  to  render  elevated  potential 
available.     Many  attempts  have  been  made  to  render  feasible  distri- 
bution at  high  voltages,  in  order  to  cover  large  areas  without  too 
serious  loss   in  the  conducting  system,  and   without  too  great   an 
expenditure  of   capital  for  the   conductors,   by  means  of   auxiliary 
pieces    of    apparatus,   whereby   a   high    voltage   and    small    current 
supplied  by  the  station  could  be  transformed  and   changed   into    a 
lower  voltage  and  greater  current  for  the  consumer. 

Devices  of  this  kind  have  been  more  or  less  successful,  and 
already  have  attained  so  wide  an  introduction  in  distributing  systems 
that,  while  the  consideration  of  the  various  appliances  used  in  this 
connection  more  strictly  belongs  to  a  discussion  of  station  machiner)% 
yet  no  treatise  upon  electrical  distribution  would  be  complete  with- 
out, at  least,  a  limited  reference  to  the  various  systems  that  have 
thus  been  inaugurated. 

644.  Motor  Transformers.  —  The  modern  motor  transformer  is 
a  dynamo  machine,  the  armature  of  which  contains  two  circuits  and 
two  commutators.  These  commutators  are  usually  arranged  upon 
opposite  ends  of  the  shaft  extending  through  the  armature,  so  that 
essentially  the  machine  may  be  said  to  be  two  dynamo  machines, 
excited  by  the  same  field  magnets.  The  high  potential  line  from 
the  station  is  brought  to  the  brushes  of  one  of  the  commutators, 
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:3  which  the  fine  wire  windings  of  the  armature  are  attached,  and 
the  machine  acts  as  a  motor,  the  armature  rotating  rapidly  between 
the  poles  of  the  fields.     The  field  magnets  are  in  a  similar  manner 
excited  by  the  line  current.     Now,  it  is  evident  that  the  other  set  of 
windings  of  the  armature,  being  rotated  in  a  powerful  magnet  field, 
will    behave  as  a  dynamo  generating  a  current,   that,  flowing  out 
through  the  remaining  commutator,  may  be  used  in  precisely  the 
same  manner  as  a  current  from  any  other  source  of  electrical  energy. 
From  a  study  of  the  principles  governing  dynamo  electric  machinery, 
it  is  known  that  the  voltage  produced  by  a  dynamo  acting  as   a 
generator,  or  absorbed  by  one  acting  as  a  motor,  is  proportional  to 
the  rate  at  which  the  armature  conductors  cut  the  magnetic  lines  of 
the   field.      In  the  case  of  the  motor  generator,   inasmuch  as   the 
armature  runs  in  a  constant  field,  the  voltages  on  the  two  commu- 
tators will  evidently  be  proportional  to  the  number  of  turns  in  the 
respective  halves  of  the  armature.     Thus,  by  making  the  windings 
of  that  portion  of  the  armatures  connected  to  the  line  of  fine  wire 
and  a  great  number  of  turns,  while  those  on  the  generator  side  are 
of  coarse  wire  with  a  small  number  of  turns,  it  is  perfectly  feasible 
to  transform  the  high  potential  and  small  current  supplied  by  the 
station  line  to  a  low  potential  and  large  current  for  consumers'  use. 
So,  in  cases  where  distribution  is  required  over  a  very  large  area,  it 
is  possible  to  design  the  main  source  of  supply  to  distribute  a  small 
current  of  a  few  amperes  at  a  high  potential  (say  several  thousand 
volts),  running  the  primary  conducting  system  to  a  number  of  sub- 
stations, which  approximately  take  the  place  of  centers  of  distribu- 
tion in  the  feeder  and  main  system. 

646.  At  each  of  the  subordinate  stations,  by  means  of  a  motor 
transformer,  the  small  current  and  high  potential  of  the  original 
supply  is  changed  to  a  large  current  at  low  voltage,  giving  a  safe  and 
practical  supply  for  all  consumers.  Such  an  arrangement  leads  to 
marked  economy  in  the  primary  conducting  system,  especially  if  the 
geographical  circumstances  are  such  as  to  necessitate  the  expansion 
of  the  system  over  a  large  territory,  and  also  renders  all  of  the 
customers  entirely  independent  of  each  other.  The  various  motor 
transformers  may  either  be  operated  in  series  or  in  parallel ;  and, 
furthermore,  additional  advantage  may  be  obtained  by  arranging 
either  the  primar)'  or  secondary  system,  or  both,  to  operate  upon  the 
multiple-wire  system. 
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646.    Installations  of  this  kind  have  already  reached   considera- 
ble development,  especially  in   Europe,   where  by  their  aid    widely 
extended  distribution  is  made  a  commercial  success.      Little    or  no 
difficulty  is  experienced  with  the  motor  transformers,  as,  by  careful 
proportioning,  these  machines  may  be  made  exceedingly  permanent 
and  durable,  requiring  for  annual  maintenance  only  the  renewal    of 
the  commutators  and  the  brushes ;  and  when  suitably  calculated  for 
the  loads  placed  upon  them,  they  can  be  made  exceedingly  economi- 
cal, having  an  efficiency  of  over  ninety  per  cent  at  full  load.      -As, 
however,  they  are  dynamic  machines,  a  certain  amount  of  supervision 
is  essential ;   and,  therefore,  usually  an  attendant  is  constantly  re- 
quired at  each  of  the  sub-stations  during  such  times  of  the  day  as 
the  motor  dynamos  are  in  operation.     The  expense  of  maintenance 
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Fig,  200.    Compensator  on  Three -Wire  System. 


and  lack  of  efficiency  of  the  motor  generators  are  comparatively 
small  items,  being  usually  much  less  than  the  cost  of  interest,  depre- 
ciation, and  loss  of  energy  in  the  ordinary  conducting  systems.  The 
cost  of  attendants,  however,  is  quite  a  serious  item,  and  has  so  far 
limited  to  a  notable  extent  the  expansion  of  this  system.  The 
system  just  outlined  for  the  employment  of  motor  transformers  is 
one  that  has  received,  perhaps,  the  largest  sanction  by  experience. 
There  are,  however,  many  special  methods,  of  which  the  following 
are  perhaps  the  most  important. 

647.  Compensators.  —  The  use  of  motor  generators  for  com- 
pensator has  already  been  alluded  to.  The  design  of  a  compen- 
sator plant  will  be  more  clearly  understood  by  reference  to  Figs.  266 
and  267. 

The  simplest  case  is  the  employment  of  a  compensator  upon  the 
three-wire  system,  the  outline  of   the  connections  being  shown  in 
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Fig.  266.  A  is  the  generating-station,  B  and  C  being  the  two 
lompensators.  These  compensators  are  two  dyamos,  shunt  wound, 
the  fields  being  placed  across  the  outer  mains,  as  shown  at  F  and  G. 
The  armatures  of  the  two  compensators  are  wound  upon  the  same 
shaft,   in  order  to  rotate   exactly  in  unison.     When  the  two  outer 
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Fig.  267.    Compensator  on  Floe 'Wire  System, 


conductors  of  the  line  are  equally  loaded,  a  very  small  current  flows 
through  the  compensators,  simply  sufficient  to  turn  the  armatures, 
overcoming  the  frictional  resistance.  As  soon  as  the  system  be- 
comes unbalanced,  the  armature  connected  with  the  main  carrying 
the  least  current  becomes  a  motor,  while  the  other  armature  plays 
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Fig,  208,    Diagram  of  Currents  in  Five -Wire  Compensator. 

the  part  of  a  dynamo,  the  balance  of  the  system  being  restored ;  for 
one  of  the  compensators,  acting  as  a  motor,  drives  the  other  arma- 
ture as  a  generator,  furnishing  the  excess  current  required  upon  the 
overloaded  main. 

648.  The  calculations  for  the  amount  of  current  required 
in  the  various  compensators  may  be  made  by  the  application  of 
Kirchhoff  s  laws.     Fig.  267  gives  an  illustration  of  the  compensator 
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method,  as  applied  to  a  five-wire  system,  and  will  form  a  sample  tc 
elucidate  the  application  of  the  calculations. 

Let  X  be  the  current  from  the  station  ; 

m,  n,p^  q  the  currents  in  the  different  receivers ; 
e  the  voltage  of  the  receivers ;  and 
jfi"  =  4  <?,  the  voltage  of  the  station. 

649.    Let  A,  B,   C,  D,  and  E,  and  A',  B',  C,   D',   and   E'  be 

the  respective  mains,  with  the  compensators  located  between  A'B', 
B'C,  and  lyE'.  By  Kirchhoff's  laws,  the  values  of  the  currents  in 
the  intermediate  wires  may  be  readily  found,  as  indicated  in  the 
illustration. 

If  X  is  the  current  supplied  by  the  station,  and  x^  y^  ^,  and  /  the 
currents  in  the  armatures  of  the  compensators,  the  following  equa- 
tions are  readily  deduced  :  — 

X-^-x  -  w  =  0.  {24.1) 

y  +m-n  -a:  =  0.  (242) 

z   +n  —p  —^=0.  {243) 

q  -/   —^  =  0.  (244) 
From  which     m^x  =  n-—y=^p'-z  =  q  —  t^=iX, 

660.  Moreover,  if  it  is  assumed  that  the  compensators  have  an 
equal  output,  whether  acting  either  as  generators  or  motors,  and 
neglecting  the  small  amount  of  energy  expended  to  overcome  their 
ohmic  resistances,  and  assuming  e  to  be  the  electro-motive  force 
required  for  the  lamps,  the  following  equation  obtains :  — 

4  ^^  =  ^  (w  +  «  +  /  +  ^) ;  (245) 

From  which  X^m  +  n+p  +  qj^,  (246) 

661.  Solving,  the  various  values  for  the  currents  in  the  compen- 
sators and  in  the  separate  wires,  as  indicated  on  Fig.  268,  are  ob- 
tained. As  all  of  the  compensators  are  shunt  wound  machines, 
having  their  fields  excited  between  the  outer  conductors,  they  a\ways 
revolve  in  the  same  direction,  no  matter  whether  acting  as  generators 
or  motors ;  and,  under  the  present  state  of  perfection  in  dynamo  con- 
struction, they  require  an  exceedingly  small  amount  of  attention. 
The  independence  of  the  system  is  further  preserved  by  the  ability 
to  insert  compensators  at  any  number  of  points  across  the  primary 
mains.     This  method  renders  it  feasible  to  operate  a  station  by  an 
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a^nilable  water-power,  situated  at  some  distance  from  the  center  of 
iTavity  of  the  consumers,  delivering  the  energy  thus  obtained  at  a 
:i^h  potential  through  a  small  pair  of  conductors,  and  placing  the 
-.  »rapensa.tors  in  parallel  across  the  mains  at  the  various  centers  of 
dbtribution.  To  determine  the  size  of  the  compensators,  it  is  ne- 
cessary to  establish  the  greatest  possible  difference  in  loading  be- 
tween the  outer  conductors  and  any  of  the  intermediate  ones,  and 
proportion  the  compensator  to  deliver  the  current  thus  indicated. 
By  designing  the  system  according  to  the  observance  of  precautions 
indicated  for  the  multiple-wire  systems,  so  that  the  load  of  the  vari- 
ous consumers  shall  be  equally  subdivided  among  the  intermediate 
conductors,  it  is  practical  to  reduce  the  probable  lack  of  balance  to 
a  small  percentage,  thereby  reducing  in  a  corresponding  proportion 
Ae  size  of  the  compensators  required  to  maintain  the  balance. 

652.  Motor  Transformers  Running  cuid  Feeding  in  Series.  — 
An  ingenious  method  of  utilizing  motor  transformers  has  been  de- 
mised by  Mr.  Bernstein.  While  usually  applied  to  straight  currents, 
it  is  also  applicable  to  alternating  currents.  The  method  consists  in 
laying  from  the  central  station  a  series  circuit  receiving  power  from 
a  single  generator,  including  in  the  circuit  any  desired  number  of 
motor  transformers.  One  striking  peculiarity  of  this  system  is  the 
arrangement  of  the  engine,  or  other  prime  mover,  without  any  speed 
legulator  for  controlling  changes  in  load ;  the  engine  being  allowed 
to  run  at  any  desired  speed  up  to  a  certain  predetermined  maximum, 
which  will  correspond  to  a  delivery  of  the  highest  voltage  to  be 
obtained  from  the  generator. 

The  motor  transformers  are  those  having  double  windings  on  the 
armatures,  the  motor  side  of  each  transformer  being  connected  in 
series  with  the  primary  line,  so  that  the  whole  number  forms  a  group 
of  series  motors  operating  upon  the  station  circuit.  The  other  wind- 
ings of  the  armature  are  arranged  to  be  in  series  with  the  receivers 
of  each  separate  circuit,  and  are  proportioned  to  supply  the  requisite 
number  of  receivers  that  may  be  expected  upon  each  of  the  secondary 
circuits.  The  number  of  customers  upon  the  secondary  circuits  may 
be  increased  or  diminished  at  pleasure,  by  simply  short-circuiting  the 
apparatus  of  the  customer,  which  is  for  the  time  being  thrown  out  of 
service,  by  this  means  rendering  the  various  receivers  independent 
of  each  other.    The  general  outline  of  this  circuit  is  shown  in  Fig.  2G9. 
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In  this  design  it  is  apparent  that  neither  the  motor  transformeri 
nor  the  generators  and  engine  at  the  station  require  any  specia 
supervision,  the  whole  plant  being  entirely  self-regulating.  The  effi 
ciency  of  the  design  is  low  as  is  common  in  series  circuits,  unlesj 
the  plant  can  be  arranged  to  operate  essentially  under  a  constant  ful 
load.     It  is  also  noteworthy  that  there  is  no  need  of  automatically 


Fig.  209*    Series  Motor  Transformera. 

regulating  the  position  of  the  brushes  on  the  series  machines,  as  is 
customary ;  for  inasmuch  as  the  current  is  constant  in  both  armature 
circuits,  regulation  is  accomplished  entirely  by  a  variation  in  the 
speed  of  rotation  of  the  various  armatures  of  the  motor  transformers. 
653.  High  and  Low  Potential  Distribution  from  the  Same 
Station.  —  M.    Rechniewski   has   devised    the    following    ingenious 
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Fig.  270.    High  and  Low  Potentiat  from  One  Station. 


method  for  delivering  two  different  potential  values  at  one  station. 
The  generators  are  arranged  at  A,  Fig.  270,  in  such  a  manner  that 
part  of  the  dynamos  may  operate  in  parallel  upon  the  circuit  BC, 
which  may  be  supposed  to  feed  a  group  of  110  volt  lamps  placed 
close  to  the  station.  The  remaining  dynamos  are  placed  in  series 
with  the  first  machines,  giving  a  220  volt  circuit  to  be  used,  for  exam- 
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:ic»  at  a  considerable  distance  from  the  plant.  At  D  a  motor  trans- 
I  jnner  is  placed,  so  designed  that  in  connection  with  the  circuit  D  E 
i:  shall  absorb  110  volts,  leaving  110  from  the  220  of  the  circuit  to 
:ass  the  lamps  at  E.  From  the  other  side  of  the  motor  transformer 
:t  F,  a  110  volt  current  is  obtained,  which  is  also  passed  to  the  lamps 
It  E.  By  this  ingenious  device,  only  half  of  the  energy  undergoes 
transformation,  and  the  advantages  of  a  high  potential  with  a  mini- 
mum loss  of  efficiency  is  secured. 

654.  Leonard's  System  of  Motor  Begrulation.  —  For  the  spe- 
cia]  case  of  electric  motors,  operating  under  wide  variations  of  load 
and  speed,  particularly  in  instances  where  the  direction  of  rotation 
is  frequently  reversed,  Mr.  H.  W.  Leonard  proposes  the  following 
Tiethod  of  regulation,  depending  upon  the  principle  that  the  poten- 


Flg*  271.    Leonard's  System, 


tial  at  the  motor  terminals  should  be  proportional  to  the  desired 
speed,  while  the  current  should  vary  as  the  torque  or  twisting  mo- 
ment required.  The  method  is  diagrammatically  shown  in  Fig.  271, 
in  which  B  is  the  motor,  and  A  and  C  two  generators,  the  office  of 
the  generator  C  being  simply  to  excite  the  fields  of  the  motor  B  and 
^he  generator  A.  The  field  currents  are  controlled  by  the  rheostats 
D  and  E.  The  armatures  of  the  generator  and  motor  are  directly 
connected.  So  long  as  the  generator  A  is  operated  at  a  constant 
speed,  the  electro-motive  force  generated  will  be  proportional  to  the 
strength  of  its  field,  which  is  controlled  by  the  rheostat  D.  The 
field  of  the  motor  being  constant,  the  speed  of  its  amature  will  de- 
pend upon  the  applied  electro-motive  force ;  and,  hence,  this  speed  is 
2^so  controlled  by  the  rheostat  D.  The  current  will  automatically 
^'ary  proportionally  to  the  torque  exercised  by  the  motor  armature. 
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and  the  efficiency  will  be  constant  and  independent  of  both  spe-^:rc1 
and  torque.  Reversal  of  rotation  is  readily  accomplished  by  a  revcf^j"- 
sal  of  the  field  current.  This  method  has  been  very  successful!^'" 
applied  to  the  operation  of  elevators  and  to  similar  pieces  of  m^t- 
chinery. 

666.    Accumulators.  —  The  discovery  of  the  storage  battery  tw^o 
decades   ago   seemed  to  present  to  electricians   a   means  whereby*" 
electrical  energy  could  be  stored  and  preserved  to  meet  future  de- 
mands.    It  is  difficult  to  say  why  the  application  of  the  storage  bat- 
tery to  central  station  use  has  not  in  this  country  reached  a  wider 
development,  for   in  Europe  there  are  very  many  plants  that  owe 
their  commercial  success  essentially  to  combinations  of  storage  bat- 
teries and  dynamo  machinery.     The  central  station  engineer  is  com- 
pelled to  meet  and  combat   two  difficulties.     If   the   plant    be    so 
designed  as  to  be  sufficient  for  the  maximum  load,  it  will,  for  a  very 
large  proportion  of   the  time,  run  under  so  light  a  load  as  to   be 
exceedingly  inefficient,  thus  largely  increasing  the  cost  of  the  pro- 
duction of  energy.     If,  on  the  contrary,  the  station  be  so  arranged 
as  to  be  fairly  loaded  during  the  majority  of  the  time  of  action,  it  will 
fail  in  capacity  throughout  the  periods  of  heavy  load.     As  an  adjust- 
ment to  the  conditions  of  varying  load,  central  stations  are  usually 
so  planned  as  to  consist  of  a  number  of  units  which  may  be  thrown 
on  and  off  to  accommodate  the  station  to  the  demands  thrown  upon 
it.     While  this  is  a  partial  solution  of  the  problem,  so  far  as  the 
working  efficiency  is  concerned,  it  necessitates  the  investment  of  a 
very  large  amount  of  capital  in  machinery,  which  is  necessarily  idle 
for  a  great  portion  of  the  time. 

666.  Examining  Diagram  No.  11,  Fig.  262,  it  will  be  seen  that 
the  mean  current  of  the  St.  James  Station  for  the  twenty-four  hours 
of  November  21,  was  about  1,200  amperes,  while  the  maximum  cur- 
rent rose  to  nearly  3,000  amperes.  Could  some  means  be  provided 
that  the  station  might  run  uniformly  during  the  twenty-four  hours  at 
a  steady  load,  the  superfluous  energy  not  needed  in  the  lines  dur- 
ing the  greater  part  of  the  day  being  conserved  and  rendered  avail- 
able during  the  hours  of  heavy  load,  it  is  apparent  that  the  initial 
capital  invested  in  the  station  could  be  reduced  in  proportion  to 
the  output  required,  while  the  machinery  could  be  so  proportioned 
as  to  constantly  run  at  its  point  of  maximum  efficiency.     The  ac- 
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cumulator  provides  precisely  the  means  needed.  By  arranging  the 
nation  so  that  the  dynamos  shall  have  a  capacity,  for  the  average 
-ad  called  for,  with  such  an  accumulator  capacity  as  will  enable 
the  dynamos,  plus  the  accumulators,  to  serve  the  maximum  cur- 
rent, it  is  evident  that  the  station  may  be  continuously  operated 
during  the  whole  of  each  twenty-four  hours,  at  its  most  economi- 
zA  load  ;  the  surplus  current  during  the  hours  of  light  load  flow- 
ing into,  and  being  conserved  by  the  accumulators,  while,  during 
the  hours  of  heavy  load,  the  accumulators  discharge  themselves 
into  the  line,  supplementing  the  dynamo  output  to  the  extent  of 
rendering  it  possible  for  the  station  to  meet  the  demands  of  the 
consumers. 

667.  The  recent  perfection   of  the  storage  batteries  indicates 
such  an  improvement  in  efficiency  and  in  the  life  of  the  battery 
plates   as   to   make  this    method    of    equalizing   the  central   station 
load  an   exceedingly  promising  one.      Reports  from    Europe    indi- 
cate in  the  Hanover  Station  a  battery  efficiency,  for  an  entire  year, 
of   78.4   per  cent.     Several   plants   in   Germany  give  78  per  cent. 
The  Fifty-third  Street  Edison  Station  in  New  York  reports  a  daily 
efficiency  as  high  as  85  per  cent,  and  the  Crompton-Howell  Com- 
pany in   London  are  prepared  to  guarantee  85   per  cent  upon  all 
the  batteries  supplied  by  them.     Nearly  all  authorities  admit  that 
75  per  cent  may  be  constantly  realized,  and  that,  under  favorable 
conditions,   80   per  cent   or  more  may  be  expected.      When  it   is 
considered  that,  as  the  batteries  are  only  used  to  supply  a  fraction 
of  the  entire  station  output,  usually  from  30  to  50  per  cent  of  the 
full  current  demanded  of  the  station,  the  loss  entailed  by  the  lack 
of  battery   efficiency   upon    the  whole    station    output    is    compara- 
tively  a   small    quantity.     In   the    Hanover    Station,    for   example, 
where  the   battery  output   is  very  high,  being  54  per  cent  of  the 
whole  station  output,  the  loss  entailed  by  the  battery  is  so  com- 
paratively  small    that    the    station    averages    an    efficiency  of   over 
91  per  cent,   a  very  much    higher   average  than   can   be  attained 
by  stations  operating   solely  by   mechanical    means,   owing  to  the 
loss  entailed   by   running  the  plant  for   a  large   number  of   hours 
in  an  unloaded  condition. 

668.  The    electrical    railway   problem    would    seem    to   receive 
from  the  storage  battery  an  exceedingly  happy  solution,  for,  from 
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the  station  cur\'es  already  given  in  Chapter  X.,  the  irregularity   of 
load  upon  a  railway  station  is  seen  to   be   exceedingly  severe   and 
irregular.     It  may  be  almost   confidently  stated  that  no    electrical 
railway  plant  can   operate  at  its  point   of  maximum  efficiency,   on 
account   of  sudden   and  extreme  variations  of   load   to  which    the 
station   is   subjected.      To,  therefore,   supply   railway  stations    with 
a    suitable    accumulator    plant,    which    should    allow    engines     tu 
run    at   a  reasonably  constant    and    uniform    load    at   the    point    of 
maximum  efficiency,  and  allow  the  battery  to  make  up  in    the  Wnc 
deficiencies   of  the  current   supplied   by  the   dynamos,   would    cer- 
tainly   be    attended    with    the    happiest    results.     Already     railway 
station    managers    in    this    country   are    seriously   considering    the 
increasing  of  station   capacity  by  means  of  accumulators,   and   the 
wide  adoption  of   this   method   in   the   near  future  seems   to   be  a 
foregone  conclusion. 

669.    Sub-Station  Accumulators.  —  The   accumulator    may    be 
used  in  a  manner  similar  to  the  motor  transformer  by  being  located 
at  a  number  of  sub-stations  which   may  correspond  to  centers  oi 
distribution.      The    employment    of    accumulators    in    this    manner 
forms    one    solution    of    high    potential    transmission,    by    allowing 
the    general ing-stat ion  to  work   at    high   pressure,  the  batteries  in 
the  sub-stations  being  arranged  to  be  charged  in  series,  while  they 
are   discharged   into   the   consumers*   circuits  in   parallel.       In   this 
way   the   batteries    at    the    sub-stations    may    be   charged    under   a 
very  high  potential  with  a  small  quantity  of  current,  and  yet  serve 
a  large  territory  at  the  ordinary  lighting  voltage  with  a  large  cur- 
rent.    Inasmuch   as  the  batteries   do   not   need  constant  attention, 
it  is  practical  to  place  the  care  of  a  number  of  sub-stations  in  the 
hands  of  a  single  assistant,  who   may  visit  each   station  at  differ- 
ent periods  of  the  day,  giving  each  of  the  separate  batteries  such 
supervision  and  maintenance  as  may  be  necessary.     In  this  respect, 
the   accumulator  is  an   improvement   over  the  motor  dynamo,  for 
the  latter  almost  necessitates  the  constant  presence  of  an  attend- 
ant.    On  the  other  hand,  however,  the  cost  of  battery  maintenance, 
including  the  deterioration  of  the  plates,  the  losses  of  exciting  fluid, 
etc.,  are  considerably  larger  than  the  maintenance  expense  entai/ed 
by  motor  generators ;  for,  while  the  present  battery  manufacturers 
are  prepared  to  give  five  or  even  ten  years'  guarantee  for  the  per- 
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oanence  of  their  goods,  the  life  of  a  motor  dynamo,  the  commu- 
urors  and  brushes  alone  excepted,  is  practically  without  limit. 
Accumulator  stations  may  be  designed  either  on  single  or  multiple 
^ire  systems,  for  either  the  primary  or  secondary  conducting  sys- 
tems, or  both. 

660.  Accumulator  Distribution.  —  The  more  customary  meth- 
ods of  distribution  by  means  of  accumulators  are  indicated  in  Figs. 
272  and  273.  In  the  first  illustration,  the  batteries  B  B  B  B  are 
arranged  in  series  along  the  entire  line,  the  generator  feeding  all 


Wa 


B 


B 


i 


flq,  272.    Amatmtlator  Distribution, 


Fig.  273.    Aecumulatora  on  TfiroO'Wire  Matna. 


of  the  sets.  The  receivers  are  taken  off  in  four  parallel  circuits, 
tach  one  of  the  batteries  being  of  sufficient  voltage  to  adequately 
supply  all  of  the  customers.  A  similar  arrangement  is  indicated  in 
the  latter  illustration,  with  the  simple  modification  that  in  this  case 
the  secondary  consumers'  circuits  are  laid  out  upon  the  three-wire 
system. 

661.  Regulation  by  Means  of  Accumulators.  —  A  very  conven- 
ient application  of  the  accumulator  system  is  in  the  accomplishment 
of  the  regulation  of  voltage  to  be  delivered  at  the  end  of  the  feeders, 
by  planning  the  battery  so  that  there  are  a  sufficient  number  of  cells 
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to  make  up  for  the  fall  of  pressure  in  the  feeds,  and  arranging  the 
extra  cells  in  such  a  manner  as  to  be  readily  thrown  in  and  out  of 
service  by  means  of  an  appropriate  switching  apparatus. 

Thus  the  accumulator  forms  an  exceedingly  valuable  and  simple 
method  of  regulating  the  potential  delivered  at  the  ends  of  the  feeder 
system.  As  the  load  is  thrown  on  the  plant,  the  increasing  current 
causing  a  drop  at  the  ends  of  the  feeds,  additional  cells  may  be 
switched  into  the  circuits  in  series,  thus  increasing  the  potential 
precisely  in  accordance  with  the  demands  of  the  line. 

662.    Trcuisformers.  —  The  devices  for  rendering  high  potential 
circuits  available,  that  have  so  far  been  considered,  are  those  applica- 
ble to  straight  currents.     The  alternating  current  presents  a  solution 
of  the  problem,  at  least  so  far  as  lighting-circuits  are  concerned,  in 
an  exceptionally  beautiful  manner.     The  motor  transformer  and  the 
accumulator  are  dynamic  pieces  of  apparatus,  which  constantly  re- 
quire more  or  less  supervision,  and  from  this  cause  are  sources  of 
considerable  expense.     With  the  alternating  system,  the  principles 
of  induction  may  be  so  utilized  as  to  enable  the  plant  to  distribute 
electrical  energy  over  wide  areas  with  the  greatest  economy,  without 
the  interposition  of  machinery  needing  supervision.     In  the  case  of 
the  motor  transformer,  a  rotating  armature  is  supplied  with  a  high 
potential  current  through  the  fine  windings,  and  distributes  a  low 
potential  current  through  the  coarse  windings.      In  this  case,  the 
cutting  of  the  magnetic  lines  is  accomplished  by  the  rotation  of  the 
armature.     In  the  case  of  the  alternating  currents,  no  dynamic  rota- 
tion is  necessary,  as  the  wave  form  of  the  current  itself  supplies  the 
necessary  changes  in  the  magnetic  field.      The  transformer  in  its 
essential  parts  consists  merely  of  an  iron  core  surrounded  with  two 
coils  of  wire,  a  fine  coil  and  a  coarse  coil.     The  fine  coil  is  connected 
to  the  primary  line,  receiving  electrical  energy  at  a  high  potential, 
while  the  coarse  wire  coil  is  in  communication  with  the  lines  of  the 
consumers.     The  alternations  of  the  primary  current  cause  magnetic 
alternations  in  the  core,  thus  inducing  a  secondary  current  in  the 
coarse  wire  coil.     Without  serious  error,  it  may  be  stated  that  the 
transformation  thus  effected  is  in  proportion  to  the  ratio  of  the  num- 
ber of  turns  of  wire  in  the  coarse  coil  to  the  number  in  the  fine  coil. 
If  the  primary  wire  is  operated  under  2,000  volts,  and  100  volts  is 
required  in  the  consumer's  circuit,  the  turns  on  the  two  coils  in  the 
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transformer  will  be  in  the  proportion  of  twenty  to  one.  The  advan- 
t:ige  of  the  transformer  lies  chiefly  in  the  fact  that  it  needs  abso- 
lutely no  supervision.  Once  built  and  placed  in  position,  it  needs  no 
further  attention,  unless  injured  from  some  exterior  cause,  but  will 
go  on  {performing  its  part  of  the  service  for  an  indefinite  time. 

663.  Economy  in  the  Conductor.  —  It  is  easy  to  calculate  the 
economy  that  may  be  made  in  the  circuits.  Let  W  be  the  energy 
in  watts  to  be  transmitted  between  the  generating  station  and  the 
receivers.  Supposing  /  to  be  the  current,  and  E  to  be  the  difference 
of  potential,  and  w  the  energy  which  is  lost  in  the  line,  equal  to  a 
certain  fraction  m  of  W.  If  direct  current  distribution  is  used,  the 
resistance  of  the  line  becomes,  — 

R^m^,  (247) 

and  also,  w  =  tnEI  =  RI\  (248) 

Suppose,  on  the  contrary,  that  the  same  energy  be  transmitted 
under  a  difference  of  potential  K  times  more  elevated  and  a  current 
K  times  more  feeble.     Under  these  circumstances  — 

«.  =  ^-^;  (249) 

from  which  it  follows  that  R  =  K  ^R,  and  therefore,  as  the  length 
of  line  remains  the  same  in  the  two  cases,  the  same  relations  exist 
between  the  relative  amounts  of  copper  that  are  necessary  for  the 
appropriate  circuit.  For  example :  energy  transmitted  under  a 
potential  of  two  thousand  volts  requires  four  hundred  times  less 
copper  for  the  same  line  losses  than  is  needed  under  a  transmission 
of  one  hundred  volts ;  and  conversely,  with  a  tension  of  two  thousand 
volts,  it  is  possible  to  make  the  circuit  four  hundred  times  as  long, 
with  the  same  loss,  as  would  be  required  for  a  potential  of  one 
hundred  volts.  Thus  it  is  evident  that  raising  the  pressure  of  the 
energy  will  permit  a  distribution  over  a  very  much  greater  space. 
For  an  aerial  line,  the  economy  indicated  is  usually  attainable ;  but 
when  the  circuit  is  placed  underground,  the  full  saving  can  very 
rarely  be  realized,  for  in  the  latter  case  a  large  proportion  of  the 
expense  of  line  i»  required  in  the  construction  of  the  subway.  Under 
these  circumstances,  a  saving  in  the  weight  of  the  conductors  will 
only  decrease  the  total  cost  of  the  circuit  by  a  smaller  proportion. 


602 


THE  ELECTRICAL    TRANSMISSION  OF  ENERGY. 


-c- 


d  o   p 


inasmuch  as  the  cost  of  the  subway  will  remain  the  same.  It 
should  also  be  recollected  that  the  saving  in  the  cost  of  the  circuit 
is  also  offset  by  the  expense  made  necessary  by  the  use  of  trans- 
formers ' —  an  outlay  of  capital  that  is  necessary  tx)  incur  when  the 
plant  is  first  established. 

664.    There  are  three  possible  ways  in  which  transformers  may 
be  operated. 

First,     All  of  the  primaries  may  be  in  series  with  the  receivers 

on  the  secondaries  in  parallel. 

Second.  Both  the  primaries 
and  the  receivers  on  the  secon- 
daries may  be  in  series. 

Third.     The   primaries    and 
the    receivers     on    the     secon- 
daries may  both  be  in  parallel. 
These    methods    are    indicated 
diagramatically     in     Fig.     274, 
Nos.  1,  2,  and  3. 

According  to  the  first  sys- 
tem, if  any  receiver  be  put  into 
or  out   of  commission,  the   re- 
sistance of  the    secondary    cir- 
cuit   will     be     correspondingly 
diminished  or  increased.     This 
will  proportionally  vary  the  im- 
pedance of  the  primary  circuit ; 
and  the  current  therein  will  be, 
in    a    like    manner,    varied    in 
quantity.     Such  a  system  cannot  be  made  self-regulating ;    and,  if 
used,  must  depend  entirely  upon  manual  regulation  at  the  station. 

666.  In  the  second  system,  with  the  receivers  arranged  in 
series,  a  practical  working  arrangement  is  obtained,  if  the  primary 
current  is  derived  from  a  constant  current  alternator  having  the 
ability  (by  compound  winding  or  automatic  regulators)  of  maintain- 
ing a  constant  current  for  considerable  variations  in  the  impedance 
of  the  primary  circuit.  This  arrangement  has  received  quite  a  wide 
development  in  arc-lighting  plants  operated  by  alternating  currents, 
the  customary  design  being  indicated  in  Fig.  276. 


N0.1.  TRANSFORMERS  ARRANOeO  IN  SERIES, 
WITH  LAMPS  IN  PARALLEU 
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NO. 2.  TRANSFORMERS  ARRANGED  IN  SERIES, 
WITH  LAMPS  IN  SERIES.  ' 


NO.S.  TRANSFORMERS  ARRANGED  IN  PARALLEL, 
WITH  LAMPS  IN  PARALLEL. 

Fig.  274,     Transformer  Circuits. 
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L     The  third  method  is  the  one  most  usually  employed ;  for, 
if  the  transformers  are  designed  with  sufficient  impedance  in  the 


fig,  275.    Transformer  for  Are  Lamps. 


primary  circuit  to  practically  block  out  all  current,  when  the  second- 
2iy  is  open,  the  system  then  becomes  almost  perfectly  self-regulating. 
667.    Usually,  however,  the  transformer  service  is  installed  as  in- 
dicated in  Fig.  276.    With  this  arrangement,  the  transformers  may 
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1000  VOLTS 


8E0ONOARY  MAINS. 
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Fig.  276.    Common  Transformer  System. 


be  regarded,  in  their  relation  to  the  central  station,  precisely  as  if 
they  were  the  receivers  themselves,  and  the  distribution  studied 
and  designed  in  accordance  with  the  principles  for  direct  currents. 
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Where  the  area  to  be  covered  is  very  large,  or  the  amount  of  energy 
transmitted  great,  the  feeder  and  main  system  finds  economical 
application,  as  indicated  in  Fig.  277. 

668.  The  transformer  system  further  presents  great  flexibility 
in  the  distribution  from  the  secondary  circuit.  Where  a  lar^e 
number  of  receivers  are  to  be  supplied  at  a  single  location,  the  trans- 
formers may  be  banked,  with  their  secondaries  in  parallel,  as  shown 
in  Fig.  278.  Contrariwise,  if  higher  potential  be  desired  to  over- 
come the  resistance  of  long  interior  leads,  the  secondaries  may  be 
placed  in  series,  as  in  Fig.  279,  thus  doubling  the  potential  of  the 


Fig.  277.    Feeder  and  Main  System  with  Transformer. 


individual  transformer.  Finally,  the  service  leads  may  be  arranged 
upon  a  multiple-wire  system,  the  transformer  secondaries  being 
arranged  in  series,  and  appropriately  connected  with  the  inter- 
mediate wires.  For  three-wire  distribution  the  arrangement  is 
indicated  in  Fig.  280.  Even  with  the  best  proportional  trans- 
formers, there  is  a  small  unavailable  consumption  of  energy  due  to 
I^R  losses  and  hysteresis.  When  operating  under  a  large  load,  the 
percentage  of  energy  thus  wasted  becomes  insignificant ;  but,  during 
the  hours  of  light  loading,  these  wastes  rise  to  formidable  propor- 
tions. From  this  aspect,  the  common  method  of  installing  a  separate 
transformer   to   serve   the  wants  of   each  consumer  is  exceedingly 
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detrimental  to  the  attainment  of  high  service  efficiency.  The  trans- 
former supplied  to  each  customer  must  have  sufficient  capacity  to 
carry  the  maximum  load  ever  desired.     Necessarily,  even  during  the 
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f/g.  279.    Wiring  for  TnwaforniBr  Secondary  Circuits.    Secondarioa  in  Paraliei. 

dafly  hours  of  maximum  loading,  the  transformer  will  be  operating 
uneconomically  at  a  light  load.  This  is  particularly  the  case  in 
residence  districts,  where  each  individual  house  must  have  a  possible 
transformer  capacity  sufficient  to  provide  for  occasional  fites,  while 
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Fig.  279. 
Wiring  for  Transformer  Secondcury  Circuits. 
Secondaries  in  Series. 
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Fig.  280. 
Wiring  for  Transformer  Secondary  Circuits. 
Secondaries  on  Three -Wire  System. 


the  daily  load  is  but  a  fraction  of  the  occasional  demand.  A  great 
improvement  in  efficiency  may  be  attained  by  designing  the  trans- 
fomiers  to  serve  groups  of  buildings,  as  it  is  evident  that  special 
loading  will  rarely  simultaneously  occur  to  more  than  one  customer 
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in  such  a  group.     Thus  the  average  load  will  much  more    nearly 
approach  a  full  load. 

669.  If  the  transformer  is  located  to  feed  a  subscriber,  or  ^oup 
of  subscribers,  it  is  most  appropriately  placed  at  the  center  of 
gravity  of  the  system  of  receivers  that  it  is  expected  to  feed.  Inas- 
much  as  it  is  not  advisable  to  allow  a  high-tension  circuit  to  enter 
the  houses  of  the  subscribers,  this  condition  cannot  always  be 
strictly  followed. 

Theoretically,  the  transformer  system  becomes  the  most  econom- 
ical under  the  following  conditions  :  — 

First.    A  supply  to  the  transformers  by  a  primary  circuit   served 
by  a  system  of  feeders. 

Second.    A  secondary  circuit  from  the  transformers  supplying  the 
receivers  by  a  multiple-wire  system. 

670.  The   Efficiency  of  Distribution  by  Isolated  Trajisform- 
ers.  —  The  greatest  offset  to  the  use  of  the  transformers  lies  in  the 
low  efficiency  which  is  to  be  obtained  when  the  instruments  are  oper- 
ated for  a  greater  part  of  the  time  under  a  light  load.     No  matter  to 
what  extent  the  perfection  of  the  transformer  may  be  carried,  the 
output  is  never  quite  equal  to  the  total  amount  of  energy  which  is 
supplied  to  it.     For  example,  supposing  the  output  of  a  transformer 
under  full  load  to  be  95  per  cent  of  the  energy  supplied  to  it,  there 
remains  3  per  cent  to  be  lost  by  hysteresis  and  Foucault  currents, 
and  2  per  cent  due  to  heating  of  the  circuits.    The  loss  by  hysteresis 
is  continual,  and  is  entirely  independent  of  the  loading  placed  upon 
the  transformer.     The  heating-losses,  however,  diminish  in  propor- 
tion to  the  load.     Now,  with  all  the  transformers  at  work  during 
twenty-four  hours  of  each  day,  assuming,  as  a  fair  estimate,  that  they 
will  operate  for  two  hours  under  a  full  load,  four  hours  under  a  quar- 
ter load,  and  during  the  remainder  of  the  time  under  no  load,  the 
mean  daily  efficiency  then  becomes  easy  to  calculate.      Assuming 
the  efficiency  of  the  transformer  to   be  95  per  cent  at  full  load, 
the   demand   on   the   station   during   the   twenty-four  hours   is  as 
follows  :  — 

3  per  cent  during  18  hours =    .54 

50  per  cent  during    4  hours =  2.00 

100  per  cent  during    2  hours =  2.00 

Total 4.54 
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The  output  which  the  transformer  gives  to  the  secondary  circuit 

O.OO  during  18  hours =0.00 

0.46  during    4  hours =1.84: 

0.95  during    2  hours ^IM 

Total       3.74 

The  total  efficiency  is  — 

3.74/4.54  =  0.825. 

671.    Now,  admitting  the  above  excellent  conditions,  and  allowing 
an  annual  operation  covering  1,500  hours,  the  employment  of  the 
iraivsformers  reduces,  in  the  above  proportion,  the  amount  of  elec- 
trical energy  which  can  be  utilized  in  the  secondary  circuits.     If,  on 
the  other   hand,  the  transformers  operate  for  two  hours  under  full 
ioad,  and  only  two  hours  under  a  quarter  load,  the  efficiency  is  low- 
ered 64  per  cent.     From  these  figures,  it  is  evident  that  great  care 
should  be  exercised  in  the  selection  and  design  of  a  plant.     If,  for 
example,  it  is  practical,  in  a  mountainous  region,  to  take  advantage 
of  a  waterfall,  where  the  power  costs  little  or  nothing,  and  where  the 
expense  of  installation  is  moderate,  it  is  evident  that  the  transformer 
system  may  be  used  with  great  economy  and  advantage.     On  the 
other  hand,  in  cases  where   natural   power  is   not  available,  as,  for 
instance,  in  the  center  of  a  crowded  city,  and  it  becomes  essential  to 
use  steam  power,  the  losses  experienced  in  the  transformer  may 
entail  a  coal  expense  which  is  equal  to,  and  often  far  greater  than, 
the  interest  and  depreciation  of  a  large  conducting  system. 

672.  Transformers  Arranged  as  Sub-Stations.  —  In  order  to 
avoid  the  loss  of  energy  due  to  light  loading  of  the  transformers, 
they  may  be  grouped  in  sufficient  numbers  at  a  single  spot,  thus 
torraing  an  auxiliary  station.  It  is  a  simple  matter  here  to  install 
appropriate  switches,  by  means  of  which  the  transformers  may  be 
thrown  out  of  circuit  during  the  idle  hours  of  the  day,  when  the  load 
is  comparatively  light,  and  may  be  successively  thrown  into  action  as 
the  load  increases.  This  operation  is  usually  a  manual  one,  thus 
requiring  the  presence  of  an  attendant  during  a  part  of  each  day. 
If,  however,  the  sub-stations  are  so  arranged  that  the  attendant  can 
proceed  from  one  to  the  other  successively,  to  cut  in  or  out  the  vari- 
ous instruments,  a  single  attendant  will  be  sufficient.      Many  pieces 
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of  apparatus  have  been  proposed  to  throw  the  transformers  in  an< 
out  of  circuit  automatically;  and  while,  on  the  one  hand,  it  is  doubt 
less  possible  to  accomplish  this,  it  will  be  necessary  to  have   mucl: 
greater  experience  with  automatic  machines  of  this  description  before 
full  confidence  and  reliance  can  be  placed  upon  them.     The  location 
of  the  auxiliary  stations  should  be  studied  with  equal  care  to    that 
which  is  devoted  to  the  selection  of  the  site  of  the  main  plant.      The 
secondary  system   of    mains  and  feeders  also  becomes  a  matter    of 
care  in  design,  and  requires  even  greater  attention  than  in  the  case 
of  house-to-house  transformers.     The  three-wire  system  now  becomes 
particularly  applicable,  in  view  of  the  economy  to  be  derived  in   the 
conductors,  especially  as  the  auxiliary  stations  are  designed  to  feed  a 
much  larger  territory.     With  the  auxiliary  station   arrangement,    it 
becomes  practically  advisable  to  feed  each  sub-station  by  means  of 
a  single  pair  of  mains  extending  from   the  main  generating-plant. 
Under  these  circumstances,  particular  care  should  be  taken  to  con- 
nect the  auxiliary  stations  among  themselves  in  such  a  manner  that, 
in  case  of  any  accident  to  a  pair  of  mains  from  the  central  station  to 
a  particular  auxiliary  station,  the  service  may  not  be  interrupted,  but 
that  the  incapacitated  sub-station  may  be  fed  by  a  roundabout  circuit 
through  the  other  auxiliary  plants  from  the  central  station.     A  sepa- 
rate dynamo  may  be  arranged  to  connect  each  set  of  mains  to  its 
corresponding  transformer,  or  set  of  transformers.     However,  from 
an  economical  standpoint,  it  is  usually  preferable  to  unite  the  genera- 
tors among  themselves,  in  order  to  make  them  operate  under  the 
best  possible  conditions  of  loading.     It  should  be  noted   here  that 
one  of  the  largest  English  central  stations  has  preferred  to  employ 
a  small  number  of  machines,  graded  in  size  in  such  a  way  that  one 
after  the  other  may  be  thrown  in  or  out  of  service,  so  as  to  keep  the 
machines  that  are  at  work  constantly  under  full  load,  and,  therefore, 
operating  at  their  point  of  maximum  economy. 

673.  Polyphase  Transmission.  —  Electrical  distribution,  as  ac- 
complished by  the  ordinary  alternating  current,  can,  as  yet,  only  be 
considered  to  be  entirely  successful  when  applied  with  currents  of 
reasonably  high  frequency  to  incandescent  lighting.  The  carbons  in 
arc  lamps  operated  by  alternating  current,  being  equally  consumed, 
the  reflecting  power  of  the  crater  formed  in  a  direct  current  lamp  is 
lost,  and  considerable  illuminating  efficiency  sacrificed.       By  increas- 
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-i^  the  size  of  the  upper  carbon,  and  by  means  of  reflectors,  altemat- 
:r-g  current  arcs  are  greatly  improved ;  but  they  are  hardly  regarded 
as  quite  equal  to  those  of  direct  current  installations.  With  low  fre- 
quencies, unsteadiness  in  both  arc  and  incandescent  lamps  becomes 
quite  noticeable,  while  with  high  frequencies  the  impedance  and 
capacity,  especially  of  long  circuits  with  large  currents,  become 
almost  unmanageable  factors.  For  power  distribution  in  any  form, 
the  plain  alternating  current  is  particularly  disadvantageous,  for  as 
vet  no  thoroughly  successful  alternating  current  motor  has  been 
devised.  The  common  synchronizing  motor  must  be  started  by 
auxiliary  apparatus,  and  brought  into  step  with  the  generator,  before 
the  load  is  applied,  and  then  can  only  operate  under  almost  constant 
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Fig,  281.    Diitgram  of  Triphase  Armature  Connnectlons. 

conditions  of  loading.  In  the  search  for  the  ideal  alternating  cur- 
rent motor,  electricians  have  evolved  the  polyphase  system,  which, 
particularly  for  power  transmission,  presents  especial  advantages. 

674.  For  a  proper  comprehension  of  the  polyphase  systems, 
some  consideration  of  the  way  that  electric  currents  are  generated 
is  necessary.  Suppose,  in  Fig.  281,  N  and  S  be  the  poles  of  a  gen- 
erator, between  which  a  gramme  ring  armature  is  revolved.  If  the 
opposite  diameters  of  the  armature  be  connected  by  means  of  brushes 
to  two  collecting-rings,  an  undulating  current  is  obtained  that  may  be 
represented  by  the  line  AAA,  Fig.  282.  Suppose,  instead  of  this 
arrangement,  that  three  coils,  distant  120  degrees  from  each  other, 
are  taken  as  indicated  in  Fig.  281,  and  brought  to  three  collecting 
rings,  a,  b^  c.  In  every  revolution  of  the  armature  each  coil  will 
become  the  seat  of  an  undulatory  current,  precisely  similar  to  the 
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one  already  cited,  excepting  that,  as  the  coils  are  separated  by  12 
degrees,  the  phases  of  the  three  currents  will  lag  behind  each  oth< 
by  a  similar  amount.  These  currents  are  shown  in  Fig.  283.  E\^ 
dently  any  number  of  coils  could  be  thus  arranged,  giving  rise  to 
corresponding  number  of  different  phased  currents.  To  avoid  in 
practicable  complexity  of  circuits,  distribution  has,  so  far,  bee] 
confined  to  diphase  and  triphase  currents.  The  diphase  current  i 
given  in  Fig.  282,  AA  and  BB  being  the  two  waves,  separated  b; 


fig.  282.    Diagram  of  Diphase  Currents. 

one  quarter  of  a  period.  Diphase  transmission  may  be  accomplished 
by  providing  two  separate  circuits,  requiring  four  wires,  one  for  each 
wave.  It  is  possible  to  economize  conducting  material,  by  providing 
a  common  return  conductor  for  both  waves ;  but  as  is  indicated  by 
the  line  CC  in  Fig.  282,  giving  the  algebraic  sum  of  the  two  cur- 
rents, the  common  return  must  be  a  larger  conductor,  thus  destroy- 
ing the  symmetry  of  the  circuit.  Returning  to  Fig.  283,  the  three 
currents,  lagging  by  one-third  of  a  period  each,  have  equal  effective 
intensities,  with  the  further  advantage  of  having  their  algebraic  sum 
constantly  equal  to  zero.     Three  equal  and  symmetrical  conductors 
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4111  then  serve  to  transmit  triphase  currents.  The  connection  be- 
?vjen  the  generator,  the  circuit,  and  the  receivers,  may  be  made  in 
•TO  ways,  by  what  is  called  "star  connection,"  or  by  "triangle 
:-»nnection,"  diagrammatically  indicated  in  Fig.  284.  The  star  con- 
-ection  possesses  the  advantage,  that,  with  it,  it  is  possible  to 
:onnect  the  common  center  of  the  three  circuits  to  a  fourth,  or  neu- 
tral, wire,  and  to  arrange  the  receivers  working  as  simple  resistances, 
>ich  as  incandescent  lamps,  between  the  neutral  wire  and  either  of 
the  other  three.  The  three  sections  of  the  generator  now  act  each 
as  an  ordinary  alternating  current  dynamo,  without  disturbing  reac- 
ti  'Qs  upon  other  parts  of  the  system.  The  triangle  mode  of  connec- 
ti)n  does  not  permit  of  this  latitude.  The  famous  Lauffen-Frankfort 
transmission  circuit  employed  triphase  station  apparatus,  the  circuit 
'ytv^^  diagrammatically  indicated  in  Fig.  285,  in  which  GS  is  the 
ijenerating-station,  ^,  by  and  c^  the  three  leads  to  a  step-up  transfor- 
:uer  T,  RS  is  the  receiving-station  with  step-down  transformer  T, 
and  the  three  main  leads,  ^,  b,  and  c^  with  the  neutral  wire  NW.  It 
will  be  noticed  that  the  center  of  the  "  star  connection,"  to  which  the 
neutral  is  attached,  is  grounded  both  at  the  generating-station  and  at 
the  receiving-station,  on  the  low  potential  side  of  the  transmitting 
system. 

676.  To  determine  the  difference  of  potential  existing  between 
any  two  wires  upon  a  triphase  system,  it  is  easy  to  see,  by  an  exam- 
ination of  Fig.  283,  that  if  E  is  the  electro-motive  force  between 
the  two  wires,  and  e  is  the  difference  in  potential  between  any  wire 
and  the  neutral  point,  then,  ■^- 

E  =  e2sm  60°  =  1-732 e.  (250) 

With  a  triphase  system  it  is,  therefore,  possible  to  establish 
six  different  circuits,  each  of  which  may  be  conveniently  used  for 
incandescent  lighting. 

Diagrammatically,  this  arrangement  is  shown  in  Fig.  286.  The 
common  center,  or  neutral  point  of  the  three  wires,  is  represented  at 
0.  From  the  terminals  of  the  three  wires,  ^,  ^,  and  Cy  three  mains 
extend,  across  which  lamps  may  be  placed.  The  neutral  wire  is 
shown  by  the  dotted  lines  ONW  extending  from  the  center  of  the 
three  wires.  Between  the  neutral  wire  and  any  one  of  the  external 
leads,  as  ^,  b,  or  Cy  lamps  may  be  also  placed.     It  must  be  noted  that 
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the  voltages  between  the  three  wires,  ac  and  aby  or  cby  and  between 
:ny  of  the  w^ires  a^  by  c,  and  the  neutral  wire,  will  vary  in  the  propor- 
-on  above  indicated  ;  namely,  as  1  to  1*732,  and,  therefore,  on  each 
i  the  different  circuits  here  represented  different  voltage  lamps 
~ust  be  used. 

Incandescent  lamps  arranged  between  each  of  the  three  wires 
1, 6,  c,  and  the  neutral  wire,  possess  greater  independence  than  those 
»hich  are  situated  between  either  of  the  three  wires  ab,  ac,  or  cb. 
TV.e  lamps  which  are  installed  in  connection  with  the  neutral  wire 
possess  complete  independence  of  each  other,  and  also  in  reference 
to  the  three  main  circuits.  In  this  case  each  of  the  three  circuits 
acts  independently  of  the  other,  the  entire  system  behaving  as  if 


Fig.  286.    TriphoM  Olreulta, 

there  were  three  separate  and  independent  generating-stations,  each 
'^gii^g  behind  one  another  one-third  of  a  period ;  on  the  contrary, 
the  lamps  which  are  installed  between  the  circuits  ab,  ac,  or  be,  are 
more  or  less  inter-dependent,  as  it  is  found  that,  when  the  three  cir- 
cuits are  unbalanced,  considerable  difficulty  in  regulation  arises. 

676.  As  yet,  triphase  distribution  has  not  been  very  extensively 
applied  to  arc-lighting,  as  it  is  probable  that,  with  the  present  lamps, 
difficulties  due  to  self-induction  in  the  regulating  mechanism  of  the 
lamps  might  be  encountered.  The  principal  advantage,  however,  of 
the  triphase  system  is  obtained  when  it  is  applied  to  the  operation 
of  electrical  motors.  Referring  to  Fig.  287,  a  typical  dynamo  for 
triphase  work  is  shown.  Here  the  machine  consists  of  a  shaft 
carrying  a  gramme  ring  armature,  placed  so  as  to  rotate  between 
the  two  field  magnets.     The  shaft  carries  a  commutator  at  B,  and 
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three  collecting-rings,  a,  b,  and  c,  the  connections  to  the  armatur 
being  separated  from  each  other  by  120  degrees,  each  part  being 
as  indicated  in  the  illustration,  carried  to  its  appropriate  collecting 
ring.     Such  a  machine  as  this  is  extremely  flexible  in  service. 

First.  By  applying  power  to  pulley  A,  making  the  armature  tun 
mechanically,  a  continuous  current  may  be  obtained  from  the  com 
mutator  B. 

Second.  By  supplying  a  continuous  current  to  the  commutator  B, 
the  dynamo  is  operated  as  a  motor,  and  mechanical  power  may  be 
obtained  from  the  pulley  A, 


Third.  By  applying  mechanical  power  to  the  pulley  A,  turning 
the  armature,  and,  instead  of  collecting  the  current  at  the  commuta- 
tor B,  collecting  it  by  the  rings  a,  b,  and  c,  a  triphase  alternating 
current  generator  is  obtained,  being  self-excited  by  a  current  derived 
from  the  armature  by  the  commutator  at  B. 

Fourth.  By  supplying  triphased  alternating  currents  to  the  col- 
lecting-rings a,  b,  and  c,  a  synchronous  alternating  current  motor  is 
obtained,  and  mechanical  power  may  be  derived  from  the  pulley  A. 

Fifth.  If  a  continuous  current  be  supplied  to  the  commutator  B, 
a  triphased  alternating  current  may  be  obtained  from  the  collectors 
a,  b,  and  c;  thus,  in  this  case  the  dynamo  acts  as  a  motor  trans- 
former, transforming  a  continuous  current  to  a  triphase  alteniating 
current. 
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Sixth,  If  a  triphase  alternating  current  be  supplied  to  the  col- 
lectors a,  b,  and  f,  a  continuous  current  may  be  obtained  from  the 
commutator  B,  the  dynamo  now  operating  as  a  motor  transformer, 
changing  a  triphase  alternating  current  into  a  continuous  current. 
WTiile  the  preceding  example  of  a  dynamo  machine  presents  an 
interesting  illustration  of  the  interconvertibility  of  electrical  currents 
and  mechanical  forces,  the  chief  interest  in  a  triphase  system  lies  in 
its  application  to  non-synchronous  motors,  or  those  having  revolving 
magnetic  fields.  In  the  previous  instance  it  is  shown  that  a  triphase 
current  is  only  connected  with  the  armature  of  the  motor  and  not 
with  the  fields.  If,  on  the  contrary,  the  triphase  current  be  arranged 
to  excite  the  fields  of  the  motor,  it  is  apparent  that  the  sign  of  the 
field  will  vary,  as  the  wave  entering  the  field  coils,  and,  in  a  multi-polar 
machine,  the  magnetic  field  will  evidently  rotate  around  the  ring 
forming  the  magnetic  circuit,  precisely  in  accordance  with  the  suc- 
cessive waves  entering  from  each  of  the  three  wires.  In  a  non- 
svnchronous  motor  the  armature  consists  of  an  electrical  circuit 
closed  upon  itself,  and  in  no  electrical  connection  with  the  line 
circuit,  or  the  magnetizing  fields  of  the  machine.  The  valuable 
properties  of  the  non-synchronous  revolving  field  motor  consist  in 
the  ability  of  the  machine  to  start  itself  and  bear  wide  changes  in 
loading,  without  manifesting  any  of  the  injurious  qualities  that  are 
usually  found  in  the  ordinary  synchronous  type  of  machine.  The 
efficiency  also  of  the  non-synchronous  motor  is  quite  high,  usually 
ranging  considerably  over  90  per  cent. 

677.  While  alternating  currents  lend  themselves  extremely 
readily  to  long  distance  transmission,  it  is  evident,  from  what  pre- 
cedes, that  it  is  diflScult  to  design  a  plant  for  all  round  service. 
WTiile  the  plain  alternating  current  is  advantageous  for  incandes- 
cent lighting,  it  is  badly  adapted  to  the  distribution  of  power ;  and, 
on  the  other  hand,  while  a  triphase  system  lends  itself  especially 
to  power  transmission,  it  is  not  so  well  adapted  for  incandescent 
lighting,  especially  under  circumstances  where  it  is  necessary  to 
connect  the  lights  across  three  wires  of  the  triphase  system.  At 
present,  the  best  design  for  long  distance  transmission  seems  -to 
lie  in  the  adoption  of  a  di-  or  triphase  system  for  the  main  trans- 
mission, arranging  the  receiving-station  with  motor  transformers, 
from  which  direct  currents  may  be  obtained  for  local  distribution, 
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for   operation    of   stationary    motors,    and    the    supply    of    arc    and 
incandescent  lighting. 

678.  Longr  Distance  Transmission.  —  Ever  since  the  classical 
experiments  of  Marcel  Deprez  in  1882,  demonstrating  the  rever- 
sibility of  dynamo  machinery,  the  problem  of  the  transfer  of  large 
amounts  of  power  over  long  distances  has  been  a  favorite  study 
of  the  electrical  engineer. 

Every  waterfall  has  been  a  temptation  to  the  engineer,  in  the 
mists  of  which  the  enthusiasm  of  the  scientist  has  seen  possible 
golden  returns  derivable  from  the  transmission  of  the  energy 
therein  developed  to  a  commercial  center.  Chiefly,  the  long  dis- 
tance problem  is  one  of  station  machinery,  and,  in  this  respect, 
transcends  the  scope  of  the  present  manual ;  yet  the  subject  is  one 
of  so  great  importance,  that  a  brief  reference,  particularly  directed 
to  the  line  problems  arising  in  long  distance  transmission,  seems 
essential. 

679.  In  order  that  a  long-distance  plant  may  be  commercially 
successful,  four  requisites  are  essential. 

First.  There  must  be  available  water-power,  or  other  source  of 
power,  by  means  of  which  the  initial  production  of  energy  can  b? 
very  cheaply  made. 

Second.  The  plant  necessary  for  the  utilization  and  the  trans- 
mission of  the  power  must  be  installed  with  a  reasonable  outlay 
of  capital. 

Third.  Transmission  must  be  effected  at  sufficiently  high  poten- 
tials, so  that  interest  and  depreciation  in  the  cost  of  the  line  and  cost 
of  energy  lost  by  transmission  shall  not  too  greatly  augment  t\it 
cost  of  the  power  delivered  at  the  receiving-station. 

Fourth.  A  reasonable  market  must  exist  for  the  disposition  of 
the  energy  from  the  receiving-station. 

680.  Usually  the  cost  of  improvement  of  water-powers  and 
the  cost  of  the  generating-plant  and  circuit  are  so  great  that,  unless 
large  amounts  of  energy  can  be  obtained  at  a  particularly  low  ini- 
tial expense,  the  plant  does  not  become  a  commercial  success.  It 
has  been  considered  impracticable  to  build  direct  current  apparatus 
at  sufficiently  high  potentials  to  warrant  the  transmission  of  energy 
over  lines  of  considerable  magnitude.  The  difficulties  encountered 
in  the  construction  of  direct   current   generators   operating  under 
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:■  tentials  of  more  than  three  or  four  thousand  volts  has,  so  far, 
cen  found  too  great  to  permit  of  their  use  in  long-distance  trans- 
-n::-3ion.  Experts  are,  at  the  present  time,  not  wanting  who  fee! 
onfident  that  direct  current  apparatus  can  be  produced  which  shall 
:-;  capable  of  operating  at  much  higher  electrical  pressures ;  but 
■nether  this  prediction  shall  prove  to  be  true,  especially  with  the 
r.tavy  currents  that  must  necessarily  accompany  a  distribution  of 
-magnitude,  the  future  only  can  decide.  All  of  the  long-distance 
transmission  plants  now  in  existence,  with  hardly  an  exception,  have 
i^een  constructed  to  embrace  the  use  of  alternating  current  appara- 
:-5.     The  usual  arrangement  of  the  plant  is  diagrammatically  shown 
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in  Fig,  288.  Here  M  is  the  water-wheel,  or  other  prime  mover, 
from  which  energy  to  drive  the  alternating  current  generator  A 
i*  obtained.  This  dynamo  is  usually  a  machine  operating  at  quite  a 
low  electrical  pressure,  frequently  not  higher  than  50  volts.  This 
machine  is  connected  with  a  step-up  transformer  Tj ,  the  office  of 
*hich  is  to  raise  the  voltage  of  the  generator  to  any  desired  quan- 
tity, for  transmission  through  the  circuits  II,  II.  Between  the 
siep-up  transformer  and  the  receiving-station  T^  the  line  extends, 
forming  the  secondary  circuit  of  the  first  transformer  Tj  and  the 
primary  circuit  of  the  second  transformer  T^.  This  latter  trans- 
fnrmer  is  a  step-down  transformer,  the  office  of  which  is  to  reduce 
the  pressure  delivered  by  the  line  to  such  a  voltage  as  shall  be 
convenient  for  distribution  and  utilization  in  any  desired  way,  such 
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as  the  operation  of  motors,  or  the  feeding  of  an  illuminating  circuit 
(as  indicated  in  the  diagram).  The  secondary  circuit  of  this  trans- 
former forms  the  distributing  circuit  of  the  plant.  Such  are  the 
customary  features  of  a  plant  for  the  long-distance  transmission 
of  electricity,  this  brief  account  being  all  that  is  pertinent  to  the 
present  treatise,  so  far  as  station  machinery  is  concerned.  A  con- 
cise outline,  however,  of  some  of  the  more  important  transmission 
plants  is  probably  of  value. 

681.  The  Tivoli  Station.  —  The  motive   power   for  the   Tivoli 
Station,  used  to  supply  the  City  of  Rome  with  lighting  currents,  is 
obtained  from  a  waterfall  that  is  utilized  to  the  extent  of  about  2,000 
H.  P.     The  power-house  is  equipped  with  six  turbines  of  300  H.  P., 
each  coupled  directly  to  alternating  current  generators,  each  of  a 
capacity  of  250,000  watts,  operating  at  a  potential  of  5,000  volts ;  the 
energy  thus  developed  being  conducted  from  Tivoli  to  Rome,  a  dis- 
tance of  about  nineteen  miles,  by  means  of  bare  copper  wires,  each 
having  about  .16  sq.  in.  sectional  area.     The  lines  are  carried  upon 
poles  supplied  with  porcelain  insulators,  the  average  fall  of  potential 
in  the  line  being  about  20  per  cent.     At  the  Roman  city  limits  step- 
down  transformers  are  used  to  reduce  the  pressure  to  2,000  volts, 
at  which  potential  the  distributing  network  in  the  city  is  operated. 
House  transformers  are  again  employed  to  reduce  the  pressure  at 
each  consumer  to  50  or  100  volts.     A  portion  of  the  current  is  used 
for  municipal  illuminations,  by  placing  40  lamps  in  series,  and  dis- 
pensing with  the  second  transformer. 

682.  The  Innsbruck  Plant.  —  This  installation  is  one  of  the 
earlier  experiments  of  long-distance  transmission,  being  established 
in  1889.  The  motive  power,  derived  from  a  waterfall  situated  about 
two  miles  from  the  town,  operates  a  set  of  turbine  wheels,  driving 
alternating  current  dynamos  at  a  pressure  of  2,000  volts.  The  cur- 
rent is  carried  to  the  town  of  Innsbruck  by  bare  copper  wires  upon 
an  ordinary  pole-line,  but  within  the  city  limits  concentric  under- 
ground cables  are  employed  for  distribution.  Step-down  transform- 
ers are  used  at  each  customer. 

683.  The  Plants  at  Valreas  and  Dieu-le-fit,  Prance.  —  The 
towns  of  Valreas  and  Dieu-le-Fit,  in  France,  are  supplied  by  means 
of  a  plant  located  about  twelve  miles  from  the  villages,  obtaining 
power  from  a  waterfall  delivering  about  1,000  H.   P.     Alternating 
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Current  dynamos  of  2,000  volts  are  operated  directly  from  the  tur- 
.^ines  ;  the  energy  being  transmitted  in  one  direction  to  Valreas,  about 
•*r.ree  miles,  and  in  the  other  direction  to  DieuJe-Fit,  about  ten 
-niles.  The  circuits  from  the  power-station  to  both  of  the  towns  are 
entirely  aerial,  being  composed  of  bare  copper  wire  upon  bell  glass 
insulators,  carried  upon  a  pole-line.  It  is  noteworthy  that  the  tele- 
^'hoTie  circuits  are  carried  upon  the  same  poles  as  the  lighting  cir- 
cuit ;  and,  as  yet,  no  complaints  are  recorded,  as  to  either  inductive 
disturbances,  or  crosses  with  the  different  circuits.  As  the  primary 
and  secondary  circuits  of  the  lighting-plant  are  entirely  of  naked 
wire,  it  is  remarkable  that  no  difficulties  have  been  experienced. 

684.  The  Caasel  Plant.  —  The  Cassel  plant  is  an  example  of  the 
combination  of  an  alternating  current  and  a  three-wire  continuous 
-.ystem.  At  a  distance  of  about  four  miles  from  Cassel,  a  water- 
p»ower  is  available,  which  is  utilized  by  means  of  turbines  to  operate 
ahernating  current  machines,  at  a  potential  of  2,200  volts.  The  cur- 
rent is  conveyed  by  a  concentric  cable  to  two  sub-stations  in  Cassel. 
At  each  of  these  stations  an  alternating  current  motor  is  located, 
directly  connected  to  two  direct  current  110-volt  generators.  From 
the  generators  the  distribution  throughout  the  town  is  effected,  on 
the  three-wire  system,  at  220  volts. 

685.  The    Lauffen-Frankfort    Transmission.  —  The    classical 
experiment    of  the    Lauffen-Frankfort  transmission,  demonstrating, 
beyond  a  question,  the  possibility  of  conveying  energy  over  long  dis- 
tances at  very  high  pressures,  is  familiar  to  all  electrical  engineers. 
The   system  was  designed  to  transmit  about  300   H.  P.  over  a  dis- 
tance of  more  than  100  miles.     The  generating-plant  at  the  station 
consisted  of  50-volt  alternators  with  step-up  transformers,  arranged 
to  raise  the  potential  for  line  transmission  to  25,000  volts.     The  line 
consisted  of  bare  copper  wires  about  four  millimeters  in  diameter, 
erected  as  an  aerial  line,  upon  poles  extended  from  Lauffen  to  Frank- 
fort.    It  is  noteworthy  that,  in  order  to  secure  the  necessary  insula- 
tion at  this  high  potential,  it  was  found    essential    to    employ    oil 
insulators  to  prevent  leakage.     The  oil  insulators,  however,  behaved 
successfully.     At    Frankfort   step-down   transformers   were   used   to 
reduce  the  pressure  to  workable  limits. 

686.  The  Heilbronn-Lauff en  Plant.  —  A  good  example  of  in- 
candescent lighting  by  triphase  distribution  is  given   in  the  plant 
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installed  to  light  the  town  of  Heilbronn.  The  Portland  Cement 
Works,  located  at  Lauffen,  about  twelve  miles  from  Heilbronn,  had 
an  available  water-power  amounting  to  about  1,500  H.  P.,  of  which 
about  1,000  H.  P.  was  available  for  distribution  of  electrical  energy. 
The  triphase  system  was  adopted,  particularly  on  account  of  its  avail- 
ability for  long-distance  transmission  of  the  current  at  the  cement 
works.  Three  dynamos  were  operated,  by  means  of  Pelton  water- 
wheels,  running  at  50  volts,  and  giving  4,000  amperes.  By  step-up 
transformers  the  potential  was  raised  to  about  5,000  volts  and  ZH 
amperes.  From  the  cement  works  to  the  town  of  Heilbronn,  trans- 
mission was  effected  by  bare  copper  wire  six  millimeters  in  diameter. 
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Flq.  289.     The  HeUbronn-Lauffen  Circuit 

extended  on  pole-lines  to  the  outskirts  of  the  city.     Oil  insulators 
were  used.     A  few  inches  above  the  transmission  wires  a  barbed 
steel  wire  was  extended  the  entire  distance,  serving  most  excellently 
as  a  lightning  arrester  for  the  entire  line.    At  the  town  of  Heilbronn, 
step-down  transformers  were  used  to  reduce  the  potential  to  1,500 
volts,  for  distribution  through  the  city  by  means   of  underground 
mains.     A  general  diagram  of  the  lighting  circuit  is  indicated  in  Fig. 
289.     The  underground  system  is  operated  by  means  of  concentric 
cables.     The  transformers  are  planned  upon  the  sub-station  system, 
being  located  about  600  ft.  apart,  each  transformer  intended  to  serve 
all  of  the  immediate  neighborhood. 

An  efficiency  of  80  per  cent  has  been  found  in  the  transmission. 
The  plant  is  now  operating  something  like  5,000  incandescent  lights, 
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Desides  arcs  and  motors.     The  average  cost  of  the  entire  installation 
is  calculated  to  be  about  $20.00  per  lamp  installed. 

687.  The  Deptford  Station.  —  The  Deptford  Station  in  Lon- 
don is,  in  one  sense  of  the  word,  hardly  a  long-distance  transmission 
->lant,  as  the  most  distant  point  at  present  reached  by  the  mains  but 
little  exceeds  a  couple  of  miles.  On  the  contrary,  as  the  installation 
has  been  planned  to  operate  at  a  potential  of  10,000  volts,  under  the 
expectation  that  the  mains  would  be  called  on  to  distribute  enormous 
quantities  of  energy,  it  is  worthy  of  mention.  The  alternating  sys- 
tem is  employed ;  the  dynamos  operate  at  a  potential  of  2,400  volts, 
which,  by  means  of  step-up  transformers,  is  raised  and  distributed 
by  the  mains.  At  various  sub-stations  step-down  transformers  are 
employed  to  raise  the  pressure  to  a  convenient  point  for  distribution. 

688.  The  Pomona,  California,  Plant.  —  The  plant  for  supply- 
ing   the  town  of  Pomona,  Cal.,  with   energy  has  the   distinction   of 
being  the   first   long-distance   high-potential  plant   in   this   country. 
A  waterfall  on  the  San  Antonio  River,  about  sixteen  miles  due  north 
of  Pomona,  furnishes  the  energy  for  operating  the  generating-station. 
A  series  of  Pelton  wheels  are  placed,  which  drive  1,000-volt  Westing- 
house  alternators.     By  means  of  a  bank  of  ten  step-up  transformers 
operated  in  series,  the  potential  is  raised  to  10,000  volts,  which,  by 
means  of  an  overhead  pole-line,  is  carried  to  the  town.     The  line  con- 
sists of  No.  7  B.  &  S.  hard-drawn  bare  copper  wire,  supported  on  the 
top  of  special  double    petticoat    glass    insulators,  designed    by  the 
Westinghouse  Company  for  this  particular  installation.     The  insula- 
tors are  placed  on  iron  pins  set  in  cross-arms  upon  redwood  poles. 
The  line  rests  in  grooves  directly  over  the  pins,  so  arranged  as  to 
almost  entirely  relieve  the  insulator  from  lateral  stresses.     Oil  insu- 
lators are  not  found  to  be  necessary,  as  the  climate  of  Lower  Cali- 
fornia is  sufficiently  dry  to  render  but  little  danger  from  moisture 
leakage.     At  the  towns  of  Pomona  and  San  Bernardino,  step-down 
transformers  are  used  for  reducing  the  potential  to  1,000  volts,  for 
distribution  throughout  the  town,  with  additional  transformers  at  the 
consumers,  to  reduce  to  50  and  100  volts  for  interior  lighting.     A 
careful  test  has  been  made  of  the  efficiency  of  the  plant,  with  the 
result  that  the  total  efficiency  of  the  water-wheel  system  is  found  to 
be  83 i  per  cent,  the  efficiency  of  the  electrical  system  to  be  63  per 
cent,  giving  a  net  efficiency  of  the  whole  plant  of  52.2  per  cent. 
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689.  The  Redlands  Plant,  California.  —  Another  transmission 
plant  has  been  located  at  the  city  of  Redlands.  Pelton  water-wheels" 
are  here  used,  coupled  directly  to  triphase  generators  operating  at 
2,500  volts.  The  line  consists  of  No.  0  copper  wire  running  from 
the  generating-station  to  the  town  of  Redlands,  a  distance  of  about 
eight  miles.  Through  the  city  the  circuits  are  No.  6  and  No.  8  wires, 
all  upon  pole-lines.  Step-down  transformers  to  reduce  the  pressure 
to  110  volts  are  used  for  operating  the  lines  and  motors. 

690.  The  Portland,  Oregon,  Plant.  —  About  thirteen  miles  from 
the  city  of  Portland,  Ore.,  the  Willamette  River  affords  a  water-power 
that  is  estimated  to  be  capable  of  delivering  from  200,000  to  250,000 
H.  P.     The  falls  are  utilized  by  means  of  Victor  turbine  wheels  of 
300  H.  P.  geared  to  horizontal  shafts,  to  which  dynamos  are  con- 
nected by  means  of  belting.      Alternating   current  generators   are 
used,  each  one  of  them  operating  by  a  special  wheel  delivering  the 
current  at  a  pressure  of  4,000  volts.     The  line  is  No.  4  B.  &  S.  cop- 
per wire,  which  is  carried  over  double  petticoat  glass  insulators  to 
a  sub-station  in  the  city  of  Portland.     The  loss  in  transmission  is 
about  700  volts,  so  that  the  current  is  received  at  the  sub-station  at 
a  pressure  of  3,300  volts.     Here,  by  means  of  step-down  transform- 
ers, the  pressure  is  reduced  to  1,100  volts,  for  the  purpose  of  dis- 
tribution   through   the    city  circuits,   and    still    further  reduced  by 
consumers*  transformers  to  either  50  or  100  volts,  depending  upon 
the   service.      This    plant    is    now  operating   nearly  10,000  lamps, 
besides  motors  and  other  service. 

691.  The  Telluride  Plant,  Colorado.  —  This  is  a  notable  plant, 
being  chiefly  employed  for  the  transmission' of  power,  lighting  being 
but  a  secondary  consideration.  A  Pelton  water-wheel  drives  the 
plant,  receiving  water  under  a  head  of  320  ft.  The  wheel  is  con- 
nected directly  to  an  alternating  current  generator.  The  line  is  a 
bare  wire,  running  from  the  fall  to  the  mill,  about  three  miles.  The 
alternating  current  generator  is  over-compounded,  so  as  to  compen- 
sate for  line  losses ;  and  the  pressure  at  the  generator  rises  in  pro- 
portion to  the  current  output,  in  order  to  deliver  energy  to  the 
motors  at  the  mill  at  a  constant  pressure  of  3,000  volts. 

Triphase  Transmission  at  Concord,  N.H.  —  One  of  the  earli- 
est polyphase  installations  in  this  country  is  that  of  the  Land  & 
Water- Power  Company  at  Concord,  N.H.     Power  is  obtained  from 
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the  Merrimac  River,  the  improvements  erected  by  the  Power  Com- 
rany  having  rendered  about  5,000  H.  P.  available.  The  present  sta- 
rion  is  equipped  with  five  400  H.  P.  turbines,  operating  a  counter 
>haft,  to  which  the  generators  are  belted.  The  dynamos  are  of  T.H. 
^^^ign,  capable  of  an  output  of  250  K,  IV,,  and  run  at  a  potential  of 
-.500  volts.  The  line  is  aerial  bare  wire  of  silicon  bronze,  carried  on 
D.  P.  glass  insulators.  The  poles  are  40  ft.  long  and  12"  at  the  top, 
substantially  planted.  This  line  extends  about  three  miles,  to  the 
center  of  the  city  of  Concord,  where  the  potential  is  transformed  to 
110  volts,  and  delivered  to  the  network  of  distributing-mains.  Cur- 
rent is  sold  by  meter,  the  charges  being  20  cents  per  K.  IV.  hour  for 
lighting,  and  10  cents  per  K,  W.  hour  for  other  uses.  This  plant  is 
now  carrying  about  300  arcs,  5,000  glow  lamps,  400  H.  P.  of  motors, 
md  about  30  K.  IV.  for  heating. 

6Q2.    The  Niagraxa  Palls  Plant.  —  The  most  stupendous  utiliza- 
tion of  electrical  transmission  of  energy  is  the  plant  now  under  con- 
sideration   for   rendering    available    some    of    the   water-power   of 
Niagara    Falls,  and    transmitting  same  to  the  town  of    Buffalo,   a 
distance  of  about  nineteen  miles.     When  the  project  was  first  con- 
ceived,  a  commission   of   some  of   the  most   noted    American  and 
English    engineers   was   called    in    consultation   to    determine   upon 
the  details  of  the  plant.     The  general  design  embraces  the  construc- 
tion of  tunnels  along  the  banks  of  the  river,  to  convey  a  sufficient 
amount  of  water  from  the  head  of  the  Falls  to  the  generating-station. 
Here  an  available  head  of  nearly  130  ft.  is  obtained,  with  almost  an 
unlimited  supply  of  water.     It  is  proposed  to  use  turbine  wheels  set 
at  the  bottom  of  wheel-pits,  which  shall  be  directly  connected  with 
alternating   current    generators    of   some   5,000    H.  P.    each.      The 
design  of  the  plant  embraces,   ultimately,   the  utilization   of   some 
500,000  H.  P.,  and,  consequently,  its  magnitude  has  given  rise  to 
almost    endless  discussion    as    to    the   proper    machinery  and    best 
methods  of  transmission.      It  has  been  finally  considered  advisable 
to  adopt  diphase  alternating  current  generators  with  step-up  trans- 
formers, delivering  energy  to  the  line  at  a  pressure  of  about  25,000 
olts.      A  frequency  of  16§  periods  per  second  has  been  decided 
advisable. 

693.    Whether  the  views  of  the  designers  are  correct,  or  whether 
the  opinions  of  their  critics  have  better  foundation,  the  experience  of 
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the  future  can  alone  decide.     The  line,  so  far  as  at  present  erected, 
consists  of  bare  copper  mains  inclosed  in  a  subterranean  conduit  sup- 
ported  upon   special   porcelain    insulators.      A   large  proportion   of 
engineering  opinion  holds  that  the  low  frequency  employed  will  nut 
permit  of  satisfactory  lighting  service,  without  the  interposition  of 
motor  transformers  of  some  design.     The  opinion  is  also  adv'anced 
that  it  will  be  impracticable  to  sustain  a  potential  of  25,000  volts  in 
underground  conductors,  and  that  with  the  enormous  currents  it  is 
proposed  to  transmit,  the  slightest  accident  will  involve  destruction 
of  the  entire  lines  and  subways.     There  are  many  opinions  also  to 
the  effect  that  the  diphase  system  adopted  is  not  one  which  will  lead 
to  the  minimum  amount  of  conducting  material,  nor  will  it  best  con- 
duce to  convenient    and   economical    distribution    at    the  receiving 
termini.     On  the  contrary,  the  plans  of  the  Niagara  Company  have 
been  thoroughly  canvassed  by  many  of  the  leading  engineers,  both 
of  this  country  and  of  Europe,  for  the  past  two  years,  and  hav-ing  the 
approval   of  such   scientists  as  Lord   Kelvin,  would   certainly  seem 
worthy  of  trial. 

694.  Longr-Distance  Transmission  with  Continuous  Current. 
—  The  transmission  plants  so  far  described  have  all  been  operated 
by  alternating  currents.  A  Swiss  installation  has  recently  been  put 
in  operation,  by  means  of  which  direct  currents  are  utilized  for  trans- 
mission. The  instance  in  question  is  that  of  some  paper-mills  near 
Soleure.  As  the  power-plant  was  insufficient,  it  was  decided  to 
increase  the  plant  by  rendering  available  a  waterfall  situated  some 
twenty  miles  away.  To  this  end  two  direct  current  gramme  machines 
of  5,000  volts  each  were  arranged  to  operate  in  series.  While  the 
machines  have  been  tested  to  5,000  volts,  they  usually  operate  under 
a  potential  of  3,300  volts,  making  6,600  volts  in  the  line.  The 
machines  are  of  especially  careful  design  and  of  unusually  strong 
construction.  They  deliver  to  the  line  about  40  amperes,  corre- 
sponding to  an  output  of  some  400  H.  P.  The  line  operates  under  a 
fall  of  potential  of  600  volts.  Bare  copper  conductors  are  used  for 
the  line  construction,  of  seven  millimeters  diameter.  The  line  is 
entirely  aerial,  and,  passing  through  a  mountainous  country,  is  liable 
to  injury  from  lightning.  At  the  paper-mills  two  motors  are 
used,  similar  to  the  generators  in  design  and  construction.  The 
commercial  efficiency  of  the   plant,   from  the   shaft   of  the  turbine 
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at  the  power-station,  to  the  motor   shaft,  is  said  to  exceed  75  per 
cent. 

6Q5.    Line   Construction  for   Longr-Distanoe  Transmission. — 
Wliile  the  greater  preponderance  of  thought  in  designing  for  a  long- 
distance transmission  plant  must  be  expended  upon  the  station  and 
lesign  of  the  machinery  therein,  the  circuit  should  by  no  means  be 
omitted  from  consideration.     To  transmit  energy  at  sufficiently  high 
pi:>tentials  to  make  long-distance  transmission  a  commercial  success, 
particular  pains  must  be  undertaken  with  the  forms  of  insulation. 
On  the  whole,  probably,  a  bare  wire  line  carefully  supported  upon 
adequate  poles  presents  the  best  solution.     It  may  be  argued  that  a 
p»3le-line  is  specially  exposed,  and  is  liable  to  destruction  from  the 
severity  of  the  elements.     It  is  certainly  feasible  to  construct  a  line 
sufficiently  strong,  so  that  it  shall  be  perfectly  capable  of  withstand- 
ing all  the  present  known  exigencies  of   the  elements,  at  least  in 
temperate   climates.      This    merely   means    sufficiently    heavy    and 
strong  poles,  placed  near  enough  together  so  that  the  line  loads,  due 
either  to  wiad  stresses  or  to  the  accumulation  of  sleet  and  ice,  may 
never  be  sufficient  to  break  the  line  down,  and  is  readily  accomolished 
by  the  use  of  steel  supporting  poles,  built  short  and  strong. 

696.    By  placing  the  poles  sufficiently  near  each  other,  the  ten- 
sion of  the  spans  can  be  reduced  almost  to  any  desired  limit,  that 
the  conductors  may  never  rupture  from  overloading.      By  further 
providing  insulated  cables,  there  would  seem  to  be  little  probability 
that  grave  difficulties  would  arise  from  short-circuiting  by  the  cross- 
ing of  the  conductors  themselves.      The  difficulty  of  insulation  at 
the  poles,  however,  is  a  more  serious  one,  some  form  of  fluid  insu- 
lator probably  providing  the  best  solution  of  the  problem.     While 
the  adoption  of  the  underground  conduit,  as  indicated  in  the  Niagara 
plant,  affords  complete  protection  from  the  elements,  it  seems  a  very 
open  question  as  to  whether  it  will  be  practicable  to  keep  a  conduit 
sufficiently  dry  to  render  the  circuits  safe,  and  also  whether  it  will 
be  possible  for  workmen  to  enter  the  conduit  for  purposes  of  repairs, 
when  the  plant  is  in  operation.     It  is  also  quite  certain  that,  should 
any  accident  occur  in  a  section  of  conduit  with  the  conductors  in 
close  proximity  to  each  other,  the  resultant  damage  to  the  circuits 
would   be   incomparably  greater.      In    addition    to   the   mechanical 
features  of  line  construction  and  insulation,  presented  in  the  long- 
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distance  transmission  problem,  there  now  arises  for  consideration  the 
effects  of  impedance  and  capacity,  when  the  line  is  used  for  the  trans- 
mission of  alternating  currents  of  high  frequency. 

Unfortunately,  while  the  probable  theoretical  behavior  of  circuits 
under  an  alternating  current  can  be  fairly  calculated,  provided  all  of 
the  constants  are  accurately  known,  the  variables  are  so  great  in 
number,  and  there  is  as  yet  so  limited  experience  in  transmission  of 
this  kind,  that  the  best  and  most  careful  mathematical  calculations 
are  liable  to  lead  to  unexpected  results,   chiefly  owing  to  present 
inability  to   assign  to  all   variables    their    proper   values.     This    is 
notably  the  case  when  it  is  considered  the  practical  impossibility  of 
deducing  the  true  form  of  the  current  wave  in  a  dynamo  that  is  yet 
only  designed.     Certain  it  is,  from  experiments  already  made  in  long- 
distance transmission,  and  especially  with  high  frequencies,  that  the 
effect  of  capacity  and  impedance  exercises  a  very  marked  effect  upon 
line  transmission  and  the  ability  to  utilize  the  energy  at  the  receiving- 
station.     With  each  wave  of  current,  the  entire  line  must  be  filled 
and  discharged ;  so  with  high  frequencies  absorption  of  energy  by 
the  line  will  interfere  materially  with  the  efficiency  of  the  plant,  and, 
further,  the  line,  by  its  capacity,  may  give  rise  to  discharge  currents 
at  the  receiving-station  of  enormous  magnitude.      It  is  probable,  that 
in  an  endeavor  to  meet  these  difficulties,  the  designers  of  the  Niagara 
plant  have  selected  the  low  frequency  of  163  per  second  for  their 
generators.     It  is  their  expectation  that  this  frequency  will  be  suffi- 
cient to  produce  insensible  variation  in  ordinary  illumination  ;  and  at 
the  receiving-station,  in  order  to  overcome  the  capacity  effect,  it  is 

proposed  to  use  an  artificial  load  for  the  starting  of  the  motors. 

697.    Relative   Amount    of   Conduotingr   Material   for    Trans- 
mission Systems.  —  In  connection   with   the  discussion    upon   the 
design   of   the    Niagara   transmission    plant,    the    question    of   the 
relative  amount  of  copper  necessary  to  employ  in  a  conducting  sys- 
tem  has  been  made  the  subject  of  extended  investigations  by  Mr. 
Kennelly,  Dr.  Bell,  Mr.  Steinmetz,  Mr.  Kapp,  and  others.     In  con- 
sidering the  relative  amount  of  conducting  material,  it  is  necessary 
to  observe  that  there  are  two  aspects  to  the  problem.     In  the  case 
of  alternating  currents,  the  electro-motive  force  is  constantly  varj'ing 
with  the  phase  of  the  current ;  and  not  only  the  amounts  of  ohniic 
resistance  and  impedance  of  the  conductors  are  to  be  taken  into  con- 
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siieration,  but  the  electrical  stresses  to  which  the  insulating  material 
'^  subjected  must  not  be  forgotten.  With  continuous  currents 
electro-chemical  effects  also  come  into  play.  If  the  electro-motive 
::rce  effective  at  the  termini  of  the  translating  device  be  assumed, 
::  is  quite  easy  to  show  that  the  alternating  systems  are  considerably 
nore  economical  in  conducting  material  than  the  direct  current 
systems,  and  that  the  multiphase  systems  are  still  more  economical 
than  the  diphase.  This,  however,  leaves  the  important  consideration 
t'Ut  of  the  problem  of  the  electrical  stresses  on  the  insulators. 
Xearly  all  investigators  agree  with  the  following  results  obtained  by 
Mr.  Kennelly  and  Mr.  Steinmetz,  as  given  in  the  Electrical  World} 
and  by  Loppfe  et  Bouquet.^ 

Table  No.  55. 


Giving  Relative  Amounts  of  Conducting  Material  in  Various  Conducting  Systems. 
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Continuous  current  (metallic  circuit)     .    .    . 

100 

100 

Simple  alternating  current  (metallic  circuit)  . 

100 

200 

Diphase  with  common  return  wire   .... 

73 

291 

Triphase  system  Y  connections 

25 

150 

Triphase  system  A  connections 

75 

150 

Continuous  current  three-wire,  allowing  60 

per  cent  of  outside  copper  to  neutral  wire  . 

32.5 

32.5 

Five-wire  continuous  current  system,  allow- 

ing also  60  per  cent  of  outside  copper  to 

inside  wires 

11.9 

11.5 

^W*^V^^^V           tT    VV    ^^m^                         WWWWW^WWW^^ 

1  Electrical  Worlds  vol.  xxiii.  p.  3. 

2  Courants  Alternatifs  Industriels,  par  Loppfe  et  Bouquet,  p.  194. 
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CHAPTER  XII. 

THE   COST  OF  PRODUCTION  AND   DISTRIBUTION. 

698.  The  problem  of  determining  the  cost,  either  of  an  installa- 
tion for  the  distribution  of  energy,  or  the  price  of  producing  that 
energy,  is  one  containing  so  many  factors,  each  of  which  are  varia- 
bles within  so  wide  limits,  and  are  so  modified  and  controlled  by  local 
circumstances,  that  a  general  solution  is  an  impossibility.  Yet  to 
afford  some  assistance  toward  an  approximate  general  solution  under 
conditions  which  are  likely  to  be  frequently  realized,  and  to  enable 
the  designer  to  obtain  figures  necessary  for  the  application  of  the 
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economical  formulae  given  in  Chapters    IX.   and  X.,  the  following 
data  are  presented. 

699.    Cost  of  Conductors.  —  In  Chapter  IX.,  it  has  been  showr 

Table  No.  56  {Continued), 
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that  the  cost  of  conducting  mains  may  be  expressed  by  an  equation 
of  the  form  o{  }f=a  +  dx. 

In  sheets  A,  B,  C,  D,  E,  and  F,  Table  No.  56,  are  given  the 
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ccT^'es  calculated  by  the  foregoing  equation,  for  a  number  of  the 
-nore  common  electrical  conductors.  In  determining  these  curves, 
the  cost  of  copper  has  been  estimated  at  seventeen  cents  per  pound, 
and  the  cost  of  the  various  kinds  of  insulation  determined  from  the 
manufacturer's  current  price-list,  without  any  attempt  at  the  inclu- 
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sion  of  the  various  trade  discounts,  which  are  factors  too  uncertain 
to  be  embraced  in  tabular  values  of  this  kind.  All  of  the  curves  are 
plotted  with  the  axis  of  x  as  the  function  of  conductor  area  in  square 
inches,  while  the  axis  of  y  indicates  the  cost  in  dollars,  per  mile, 
for  the  corresponding  areas.     On  sheet  A  will  be  found  curves  for 
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underwriters  line  wire,  weather-proof  wire,  compound  insulated  wire, 
electric-light  cables,  and  telephone  cables.  In  the  case  of  the  first 
four  curves,  the  copper  areas  are  square  inches  of  conductor  section 
for  the  whole  cable.     In  the  case  of  the  telephone  cables,  the  copper 

Table  No.  56  {Continued). 
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area  is  the  sum  of  the  areas  of  all  of  the  conductors  included  in  the 
cable,  it  being  hardly  necessary  to  state  that  the  individual  conduc- 
tors are  insulated  from  each  other,  in  order  to  render  them  applicable 
to  telephone  service.     In  sheets  B  and  C,  two  other  series  of  curves 
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are  given.  In  sheets  D,  F,  and  G  will  be  found  some  of  the  more 
pcominent  cables  made  by  English  manufacturers ;  the  prices,  how- 
ever,   correspond  very  closely  to  those  of  American  make. 

700.    CJost  of  Conduits.  —  In   Chapter  IX.  it  was   also  shown 
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that  the  cost  of  conduit  systems  could  be  expressed  by  an  equation 
similar  to  that  of  copper  conductors,  of  the  form,  ^  =  ^'  +  Ux, 

Onsheets  W,  X,  Y,and  Z,  Table  No.  67,  the  curves  for  costs  of  the 
more  prominent  forms  of  conduit  are  given.  On  sheet  X  the  cost 
of  the  Johnstone   System  is  plotted,  the  axis  of  x  being  the  duct 
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capacity  in  square  inches,  while  the  axis  of  y  is  the  cost  per  mile  in 
dollars.  On  sheet  Y  may  be  found  similar  curves  for  the  cost  of  tho 
Crompton  System  as  built  in  London. 

On  sheets  W  and  Z  the  underground  conduits  more  commonly  used  in 
this  country,  consisting  of  10"  xlO"  terra-cotta  pipe,  5"  x  5"  single- 
duct  terra-cotta  pipe,  ceme'nt-lined  pipe,  and  iron  pipe,  are  indicated 
in  a  similar  manner.  In  calculating  the  cost  of  conduit,  the  prices 
of  ducts,  per  foot,  are  assumed  as  they  would  average  at  any  one  of 
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the  larger  cities,  either  along  the  Atlantic  Coast,  or  east  of  the 
Mississippi  River.  Prices  of  labor  are  estimated  at  $2.00  per  day  ; 
the  cost  of  repaying  for  macadamized  streets  at  60  cents  per  square 
yard,  wooden  paved  streets  at  fl.OO  per  square  yard,  and  granite 
paved  streets  at  11.50  per  square  yard,  10  per  cent  allowance  being 
made  for  waste  and  loss  in  paving  materials.  The  manholes  have 
been  estimated  at  intervals  of  300  ft.,  and  are  supposed  to  be  5  ft. 
wide,  7  ft.  long,  and  5  ft.  in  depth,  with  8"  common  brick  walls 
laid  in  hydraulic  cement.     The  conduits  have  been  estimated  at  an 
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Table  No.  57  (Continued), 


Cost  of  Ck>ndiiit. 


24"  Culvert 

7  way 
9  Pipes. 


DUCT  CAPACITY. 


average  depth  of  3  ft.  below  the  surface  of  the  ground,  with  no 
special  allowance  for  the  removal  or  replacement  of  complicated 
underground  structures. 

701.   Cost  of   Pole-Lines.  —  In    Table    No.    68,    the    average 
cost  of  the  construction  of  pole-lines   such  as  would  be  suitable, 
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Table  No.  57  (Continued), 

CoBt  of  Conduit. 


283642   40   6063707784   91   06  106 112 110 126 138  140  147  IM  161 108  ITS  sq.ln. 
4     6     0" 


7     8 


0    10  11  12  13  14   16  10    17  18  10  20  2L  2S  28  24  250ible8. 
DUCT  CAPACITY. 


either  in  urban  districts,  or  in  an  open  country  for  ordinar}*"  aerial 
lines,  or  for  common  electric  railway  feeder  lines,  is  given.  The 
estimate  is  made  up  for  various  sizes  of  poles,  from  30  to  50  ft. 
inclusive,  per  mile  of   poles,  without   arms.     In  addition,  the   cost 


THE   COST  OF  PRODUCTION  AND  DISTRIBUTION. 


637 


of  cross-arms  complete  with  insulators,  and  the  cost  of  stringing 
bare  wire,  not  over  No.  8  gauge,  either  iron  or  copper,  is  indicated. 
From  the  figures  here  given,  it  is  reasonable  to  assume  that  an 
average  estimate  of  the  cost  of  line  construction  may  be  made  when 
the  number  of  wires  to  be  strung  is  determined  upon. 

702.  Railway  Lines.  —  The  cost  of  building  electrical  railway 
lines  may  be  divided  into  two  parts,  the  cost  of  the  trolley  line 
proper,  and  the  cost  for  the  necessary  feeds,  and  the  erection  of  the 
same.     A  trolley  line  for  a  double-track  road  with  wooden  poles,  using 

Table  No.  58. 

CkMit  of  Pole  liines. 

Cost  per  mile  of  Line  Poles  set.  but  without  arms. 

Cost  of  one  /«»-pin  arm,  complete  with  insulators  on  pole,  $1.30,  common. 

Cost  of  one  /^«-pin  arm,  complete  with  insulators  on  pole,  $1^,  yellow  pine. 

Cost  of  stringing  wire  per  mile,  $2.fi0  to  $10.00. 

The  cost  of  ^*  Anchor  Poles  "  is  the  cost  for  each  pole  complete. 


Location. 


Height  of  Poles. 


30  Ft. 


40  Ft. 


45  Ft. 


50  Ft. 
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•    • 
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9175 
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one  of  the  cheaper  style  brackets,  may  be  built  for  from  $800.00  to 
11,200.00  per  mile.  If  iron  poles  are  used,  the  cost  will  be  from 
il,200.00  to  $1,600.00  per  mile.  These  figures  presuppose  center- 
pole  construction.  If  side-pole  construction  is  used,  the  cost  for 
wooden  poles  will  be  increased  by  about  $200.00  per  mile,  while  the 
cost  for  iron  poles  will  be  augmented  by  from  $400.00  to  $600.00  per 
mile.  The  cost  for  stringing  feed-wires,  including  insulators,  pins, 
arms,  etc.,  will  vary  from  $50.00  to  $100.00  per  mile,  depending  upon 
the  number  of  feeds  and  the  size  of  the  wire.  For  a  complete  elec- 
trical railway  line,  the  following  figures,  obtained  from  some  twenty 
representative  roads  in  this  country,  will  serve  as  a  fair  average. 
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Table    No.   59.  —  Coet  of  street  lUulway  Iiinefl. 

COST  PBK    MXI.X. 

Round  wooden  poles,  unpainted ^2,000.00  to  $2,500.00 

Machined  wooden  poles,  painted  and  set  in  soft 

soil 2,500.00  to    8,OOO.0O 

Iron  poles,  center  construction 4,000.00  to    5,000.00 

Iron  poles,  span-wire  construction 5,000.00  to    6,000.00 

The  above  figures  include  the  cost  of  the  feeds ;  but  on  most  of 
these  roads  the  amount  of  copper  was  smaller  than  the  requirements 
should  justify,  so  that,  properly  speaking,  these  figures  should  be 
increased  by  some  10  to  15  per  cent,  in  order  to  afford  a  sufficient 
amount  of  copper  for  adequate  service.  A  detailed  estimate  of  the 
cost  of  overhead  line  work  will  be  found  in  Table  No.  60. 

703.  Street  Railway  Operatingr  Expenses.  —  The  cost  of  oper- 
ating an  electrical  railway  depends,  as  is  the  case  in  every  electrical 
plant,  on  the  size,  the  daily  hours  of  service,  and  care  and  skill  exer- 
cised in  administration.  In  Table  No.  61  will  be  found  the  "  Mile- 
age," "  Cost  of  Power,"  "  Cost  of  Repairs,"  and  "  Cost  of  Removing- 
Snow  "  for  nineteen  representative  roads,  from  which  a  close  estimate 
of  probable  actual  operating  costs  can  be  obtained. 


Table  No.  61. 

Operating  Expenses  of  Stareet  BaUways. 


Name. 


Mileage. 


Cost  of 
Electric 
Power. 


Cost  of  Re. 

pairs  to 
Weiring,  etc. 


Cost  Re- 
moving  Ice 
and  Snow. 


Per  Car  Mile.  I  Per  Car  Mile. 


Per  Car  Mile. 


Brockton    

Fitchburg  and  Leominster    .    .    . 

Globe  (Fall  River) 

Gloucester 

Haverhill  and  Amesbury  .... 

Holyoke 

Interstate 

Lowell,  Lawrence,  and  Haverhill  . 

Lowell  and  Suburban 

Lynn  and  Boston 

Merrimack  Valley 

Newburyport  and  Amesbury     .    . 

Newton 

Quincy  and  Boston 

Springfield 

Union 

West  End 

Worcester 

Worcester,  Leicester,  and  Spencer 


883.254 
323.436 
729.378 
214.658 
413.560 
266.688 
331.563 
305.6»4 

1,276.257 

4,059.479 
303.933 
258.191 
265.503 
151.909 

1,441.768 

580.482 

18,609.809 

1,208.854 
351.851 


$0.0203 
.0248 
.0206 
.0400 
.0443 
.0350 
.0696 
.0396 
.0137 
.0223 
.0410 
.0294 
.0360 
.0573 
.0301 
.0077 
.0235 
.0100 
.0389 


•0.0027 
.0017 
.0009 
.0009 

•    •    • 

.0006 
.0010 
.0007 
.0001 
.0015 
.0023 
.0012 
.0036 
.0023 
/)026 
.0009 
.0053 
.0005 
.0056 


90.0039 
.0066 
.0039 
X)034 
.0033 
.0084 
.0037 

... 
.0063 

jum 

.0112 
.0104 
.0050 
.0090 
.0090 

.oa» 

.00^ 
SfM 

.ooa? 
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704.  Cost  of  Power-stations.  —  The  cost  of  power-stations,  ejtr- 
cluding  the  expense  for  real  estate  and  buildings,  varies  greatly  witl^ 
the  type  of  prime  mover  employed,  and  with  the  conditions  necessary' 
to  obtain  good  foundations,  and  with  other  local  circumstances - 
The  following  figures  are  fair  averages. 

Table    No.  62.  —  Cost  of  Power-stations. 

High-speed  simple  engines SIO.OO  to  S15.00  per  H.  P. 

High-speed  compound  engines       ....  12.00  to  20.00  per  H.  P. 

Condensing  engines 15.00  to  25.00  per  H.  P. 

Triple-expansion  engines 20.00  to  30.00  per  H.  P. 

Boilers,  horizontal  iron  tubular      ....  9.00  to  12.00  per  H.  P. 

Boilers,  vertical  iron  tubular 11.00  to  14.00  per  H.  P. 

Boilers,  water-tube  safety 15.00  to  25.00  per  H.  P. 

Dynamos 20.00  to  30.00  per  H.  P. 

Sundries 10.00  to  20.00  per  H.  P. 

Averages  taken  from  the  best  stations  throughout  the  country, 
capable  of  supplying  from  500  to-  1,000  H.  P.,  will  show  a  total 
expense  for  machinery  and  installation  of  from  $55.00  to  $80.00  per 
horse-power  of  station. 

706.  The  Cost  of  Producingr  Energry. — The  cost  of  produ- 
cing energy  in  the  various  stations  throughout  the  country  varies 
greatly  with  the  price  of  labor  and  the  cost  of  fuel.  The  most 
accurate  information  upon  this  subject  has  been  calculated  and 
compiled  by  Dr.  C.  E.  Emery,  and  presented  to  Electrical  Engi- 
neers in  the  Transactions  of  April,  1893.  In  this  paper  Dr.  Emery 
summarizes  all  of  the  cost  entering  into  production  and  mainte- 
nance of  power  for  engines  which  are  reasonably  well  loaded,  and 
for  stations  of  medium  capacity,  say  500  H.  P.  Taking  Dr.  Emery^s 
figures  as  a  basis.  Table  No.  63  has  been  calculated,  showing  the 
cost  of  delivering  electrical  energy  at  the  terminals  of  the  genera- 
tors in  the  supply  station.  Two  sets  of  values  are  here  given, 
one  for  3,080  kilowatt  hours  per  annum,  equivalent  to  the  operation 
of  the  station  for  308  days  of  ten  hours  each ;  the  other  is  the  cost 
of  the  production  of  7,300  kilowatt  hours  per  annum,  or  equivalent 
to  the  operation  of  the  .station  for  365  days  of  20  hours  each.  In 
this  latter  table  such  a  sufficient  margin  in  capitalization  is  intro- 
duced as  will  provide  for  about  50  per  cent  extra  machinery'  to  meet 
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cases  of  break-downs,  and  to  provide  for  special  station  loads.  In 
die  lower  part  of  this  table  these  costs  have  been  further  computed, 
showing,  under  each  circumstance,  and  for  each  of  the  varying  fuel 
prices,  the  cost  of  the  production  of  one  kilowatt  hour. 


Table  No.  63. 

of  Frodncins  Mecstrioal  Enernr  per  KilowBtt  for  308  Dasrs  of  10  Hours, 

and  365  Days  of  20  Hours. 


Type  of  Engine. 


308  DAYS 
OF  10  HOURS  EACH. 


Cost  of  Coal  per  2240  lbs. 


$2.00 


$3.00 


$4.00 


$5.00 


366  DAYS 
OF  20  HOURS  EACH. 


Cost  of  Coal  per  2240  lbs. 


$2.00 


$3.00 


$4.00 


$5.00 


Simple  High  Speed  .    . 


Compound  High  Speed 


Z  "O  I 

w  V  Simple 


Low  Speed  .    . 
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*■ 
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f  Simple  High  Speed  .  . 
Compound  High  Speed 
Simple  Low  Speed  .    . 

^  Compound  Low  Speed 


$55.80 

$66.28 

$74.78 

$84.25 

$05.55 

49.33 

66.80 

65.23 

71.74 

82.72 

W.46 

62.99 

71 JK 

89.01 

90.35 

44.86 

61.14 

67.46 

63.79 

75.67 

43.93 

49.68 

66.41 

61.16 

71.88 

44.88 

50.77 

56.67 

62.58 

72.40 

43.75 

49.06 

54.36 

60.G4 

69.43 

$117.00 


99.61 


$138.43 


116.52 


109.70      129.01 


88.86 


84.87 


86.40 


103.16 


97.88 


99.07 


81.44        93.44 


$159.90 


133.44 


148.36 


117.45 


110.87 


112.40 


106.34 


Cost  per  Kilowatt  Hour. 


if 


Simple  High  Speed  .    . 


Compound  High  Speed 


u  \^  Simple  Low  Speed  .    . 
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^  Simple  High  Speed  .  . 
Compound  High  Speed 
Simple  Low  Speed  .  . 
Compound  Low  Speed 


1.8117 

2.119 

2.428 

2.7355 

1.3089 

1.6015 

1.8117 

2.118 

2.3294 

1.1335 

1.8655 

2.0150 

2.323 

2.890 

1.2375 

1.4560 

1.6603 

1.8656 

2.071 

1.0353 

1.4262 

1.6130 

1.7993 

1.9858 

0.9&47 

1.4570 

1.6475 

1.6400 

2.032 

0.9918 

1.4203 

1.6028 

1.7649 

1.9364 

;  0.9514 

1.6028 


1.8963 


1.3647      1.6962 


lJi03        1.7685 


1.2172 


1.1G28 


1.1836 


1.1166 


1.4192 


1.341 


1.367 


1.2800 


2.1905 


1.8278 


2.0322 


1.600 


\XA% 


1.5398 


1.444 


706.  Coal-Ck>nsuinption  per  Watt  Hour.  —  From  a  report 
made  to  the  National  Electric  Light  Association,  Feb.  29,  1894, 
by  a  committee  specially  appointed  to  investigate  the  subject, 
the  data  exhibited  in  Table  No.  64  are  obtained  as  indicating  the 
actual   consumption    of    coal    in    plants    in    commercial   service   per 
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watt  hour  produced.  The  table  indicates  an  average  yield  of  92 
watt  hours  per  pound  of  coal  consumed.  The  advantage  of  laxge 
units  and  continuous  operation  is  exhibited  in  the  case  of  the  de- 
livery of  208  watt  hours  per  pound  of  hard  screenings  in  a  plant 
loaded  to  8,000,000  watts  running  24  hours  per  day,  as  contrasted 
with  30  watt  hours  per  pound  of  soft  coal,  with  an  output  of  60,000 
watts  and  a  seven-hour  service.     Assuming  a  mechanical  efficiency 


Table  No.  64. 

Actual  "Watt  Hours  Delivered  Per  Found  of  Coal — Commercial  Plants. 


1 

2 

3 

4 

1 

2 

3 

4 

Hours 
per  day 
of  Oper- 
ation of 

Plant. 

Watt  Hours 

per  day 
Delivered. 

Kind  of  Coal. 

Watt 

Hours 

[)er  lb. 

of  Coal. 

Hours 
l)er  day 
of  Oper- 
ation of 

Plant. 

Watt  Hours 

per  Day 

Delivered. 

Kind  of  Coal. 

Watt 

Hours 

per  lb. 

of  Coal. 

24 
15} 

6 

6 

9* 
24 

7 
10 

14} 

6 
15 

6 

8 
24 
24 
24 
18 

1,600,070 
187,860 
312,000 
361,800 

2,090,000 
259,000 
59,500 
247,600 
381,023 
110.880 
270,000 
279.000 
152,000 
12,920,136 

2,217,600 

3,»40,000 
586,740 

Slack 

Slack 

Indiana  Block 

Indiana  Block 

Soft 

Slack 

Soft 

Pea 

Slack 

Slack 
Screenings 

Hard  Screenings 
Soft 

IfiO 
64 
72 
45 
53 

166 
30 
56 
52 

110 
46 
70 

106 

183 

•            a 

208 
186 

6 

14} 
15 
12 
16 
15 
24 
14 

16.3 
24 
10 
10 

5 

9 
11 

7i 

91,368 

377,000 

990,000 

336,000 

787;520 

1,248,000 

1,002,624 

312,666 

267,375 

547,028 

3,750.000 

246,000 

246,001 

72,800 

135,000 

242,000 

171,197 

Lehigh  Pea 

Buckwheat 

Ant.  Buckwheat 

Pkrdee  Soft 

Bituminous 

Buckwheat 

Pittsburgh 

Leh.  Valley  Pea 

Bituminous 

Buckwheat 

Soft  Coal 

Coal 

Lump 

Slack 

Bituminous 

McAl.  Lump 

Iowa  Slack 

90 

110 

96 

121 

192 

122 

109 

76 

114 

68 

117 

46 

40 

56 

76 

47 

of  90  per  cent  in  the  transmission  from  the  engines,  and  the  same 
figure  for  the  conversion  in  the  dynamo,  a  yield  in  watt  hours  per 
pound  of  coal  as  indicated  in  Table  No.  65  should  be  obtained. 
707.  Water-Power.  —  The  value  of  electricity  as  a  means  of 
distributing  energy  has  been  especially  extolled  in  connection  with 
the  utilization  of  water-powers.  In  many  cases  the  claims  made  for 
this  means  of  distribution  have  been  fully  substantiated.  It  should, 
however,  be  recollected  that,  in  most  cases  where  available  water- 
powers  exist  in  proximity  to  centers  where  there  is  a  demand  for 
power,  the  water-powers  have  been  already  made  thoroughly  avail- 


THE   COST  OF  PRODUCTION  AND  DISTRIBUTION. 


543 


uble,  as,  for  example,  in  many  of  the  rivers  upon  the  Atlantic  Coast, 
especially    in  the  North-eastern    States.      In   the  far  West,  where 
vater-powers   are   more   plenty,   settlement    is,  as  yet,  so  sparsely 
distributed  that,  even  were   all   the   machinery  for   availability  in 
/.ace,  the  power  could  not  be  sold  for  lack  of  customers.     Some 
special  cases  will,  however,  undoubtedly  from  time  to  time  appear, 
ab  for    example,  in  the  present  undertaking  to  utilize  a  portion  of 
the  water-power  of  the  Niagara,  and  transmit  the  same  to  the  neigh- 
Wmg  cities,  in  which  the  availability  of  electricity  will  prove  itself 
of  exceeding  value.     Dr.  Emery  has  shown,  by  careful  computation, 
that  in   many  cases  the  cost  of  improvement  required  for  the  utiliza- 
tion  of   water-power  reaches  a  sum  so  large  that  the  interest  and 
depreciation  upon  the  same,  in  the  end,  aggregate  more  than  the  cost 


Table  No.  65. 


POflsible  "Watt  Hours  Per  Founds  of  Coal. 


Coal  Consumr- 

PossiBLB  Watt 

'    Coal  Consump- 

Possible Watt 

TION  PER  I.  H.  P. 

Hours  Pro- 

tion PER  I.  H.  P. 

Hours  Pro- 

IN P0UNI>S. 

duced. 

IN  Pounds. 

duced. 

1.6 

402 

5 

130 

2 

302 

6 

100 

3 

201 

1                 7 

86 

4 

151 

8 

75 

of  power  production  by  means  of  steam ;  and  that  it  is  only  under 
very  exceptional  circumstances  that  a  cost  of  more  than  8140.00  per 
H.  P.  obtained  is  justified  as  an  improvement  expense. 

708.  So  far  as  -station  equipment  expenses  are  concerned,  it  is 
found  that  the  cost  of  water-wheels,  penstocks,  shafting,  etc.,  re- 
quired to  deliver  the  power  to  the  dynamo,  is  very  nearly  as  great  as 
that  incurred  in  steam  machinery.  A  fair  average,  perhaps,  may  be 
taken  at  from  -$40.00  to  875.00  per  horse-power  rendered  available. 
The  actual  cost  of  water-power  throughout  this  country  is  quite 
an  uncertain  quantity.  In  the  New  England  States,  the  cost 
averages  nearly  820.00  per  horse-power  per  year,  thus  approximat- 
ing to  the  cost  of  steam-power. 

700.  In  some  of  the  Southern  States,  where  water-powers  are 
less  fully  in  demand,  the  cost  is  lower,  varying  from  812.00  to 
115.00   per   annum   per   horse-power.      So,   while  electricity  lends 
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itself  most  readily  to  the  transmission  of  power  over  comparatively 
long  distances,  the  financial  outcome  of  the  utilization  of  any  water- 
power  should  be  closely  scrutinized,  both  from  the  standpoint  of 
the  probable  expense  of  the  necessary  improvement  required,  and 
also  from  the  standpoint  of  the  ability  to  find  customers  for  the 
power  obtained  when  the  development  shall  be  complete. 

710.  The  Qas-Engrine.  —  Internal   conbustion  engines,   or  g^s- 
engines  as  they  are  more  frequently  called,  are  deserving  of  notice 
as  prime   movers   for  electrical  plants    under  some  circumstances. 
As  the  gas-engine  requires  no  boiler,  the  apparatus    requires    less 
space  for  installation  than  is  necessary  in  the  case  of  steam.      Very- 
much  less  care  and  attention  are  needed  to  operate  the  engine,  as 
there  is.  no  fire  to  tend,  and  no  steam  pressure  to  watch.     As  there 
is  no  possibility  of  an  explosion,  a  licensed  engineer  is  not,  by  city- 
regulations,  required  as  an  attendant,  and  a  much  cheaper  grade  of 
labor  may  be  employed.     Per  contra,  fuel   in  the  form   of  gas   is, 
except  in  specially  favored  locations,  much  more  expensive  per  unit  of 
output  than  coal,  notwithstanding  the  greater  engine  efficiency.    The 
engine  itself  is  much  more  complicated,  and  entails  a  greater  cost 
for  maintenance. 

711.  With  a  good  quality  of  gas  supplied  at  a  fair  and  steady 
pressure,  the  consumption  of  gas  per  brake  horse-power  varies  greatly 
with  the  size  of  the  engine.  Average  values  of  gas  required  will  be 
found  in  Table  No.  66. 

Table    No.    66.  —  Cubic  Feet  of  Oaa  per  Hour  per  B.  H.  P.  Output. 

Brake  horse-power      ....     3       5        10     15     20     25        50     75     100 
Cubic  feet  of  gas  used  per  hour,  37     32.5     28     25     23     21.5-    19     17     16 

712.  The  cost  of  engine  and  installation  will  vary  from  #50.00 
per  horse-power  for  small  sizes  to  $36.00  for  the  larger  ones.  With 
gas  at  $1.00  per  M.  the  cost  of  producing  electrical  energy  may  be  es- 
timated at  7  to  10  cents  per  K.  W.  hour  for  small  engines  under  ten 
horse-power,  and  from  3  to  5  cents  feu*  engines  of  fifty  horse-power 
and  over.  As  these  figures  are  from  one-half  to  two-thirds  of  the 
cost  of  operating  small  steam-engines,  the  economy  of  the  gas-engine 
for  very  small  plants  is  evident.  With  large  installation  the  steam- 
engine  is  usually  considered  to  show  a  much  greater  economy  than 
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Table  No.  67. 

Showing  Cost  of  Electric  Lightiiis  by  'Wind-Power. 
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the  gas-engine,  though  under  special  circumstances,  when  either  nat- 
ural gas  or  producer  gas  can  be  obtained  at  very  low  rates,  the  cosi 
of  power  delivered  by  the  gas-engine  will  compare  favorably  with  that 
obtained  from  steam.  In  Europe  the  gas-engine  is  being  tried  to  a 
much  greater  extent  than  in  this  country.  Several  of  the  large  Coii-^ 
tinental  stations  are  operating  solely  in  this  way,  and  recently  some 
English  stations  have  be  enequipped  with  350  H.  P.  gas-engines. 


Table  No.  68. 

Cost  of  Producins  Electrical  Ihiergy  per  E.'W.  Hour. 


Location  of  Station. 


Newcastle 

Leeds  

Bournemouth 

House  to  House  Company 
Newcastle  on  Tyne  .  .  . 
Metropolitan  Company  .    . 

Eastbourne 

Exeter 

Qty  of  London  Company  . 

Chelmsford 

Chelsea 

Oxford 

Preston 

Liverpool 

Birmingham 

Charing  Cross 

Hare 

St.  James 

Bradford 

Brighton 

Kingston 

Westminster 

Knightbridge 

Ideal  Station 


System. 


Steam  Turbine 

Alternating  Current,  Rope  driving 
Alternating  Current,  Rope  driving 
Alternating  Current,  Rope  driving 
Alternating  Current,  Rope  driving 

Mixed  System 

Alternating  Current,  Rope  driving 
Alternating  Current,  Rope  driving 

Mixed  System 

Mixed  System    ....... 

Motor  Transformer 

Motor  Transformer 

Direct  Current 

Direct  Current 

Direct  Current 

Direct  Current 

Direct  Current 

Direct  Current 

Direct  Current 

Direct  Current 

Direct  Current 

Direct  Current 

Direct  Current 

Direct  Current 


Cost  in  Cb.vts  of 
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1.60 
2.46 
3.G2 
3.86 
1.21 
3.60 
2.SI 
2.70 
2.48 
1.92 
2.22 
1.40 
3.30 
1.90 
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2.26 
2.52 
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1.32 
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1.66 
1.26 
lA 
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.82 
.32 
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.28 


.46 
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.09 
.90 
.30 
.34 
.37 
.40 
.27 
.19 
.33 
.30 
.38 
.34 
.06 


Labor. 


1.76 
2.74 
2.48 
2JS0 
1.44 
IM 
2.80 


Total, 


1.82 
1.88 
1.54 
2.48 
2.70 

.74 
1.64 
1.22 
2.88 
1.38 
1.62 
1.72 
1.22 
1.90 
1.20 

.40 


3.90 
5.62 
6.C1 
7.18 
3.00 
5.58 
5.92 


4.76 
4.12 
4.44 
3.97 
6.90 
2J»i 
3.74 
3.85 
6.80 
3.39 
3.13 
3.85 
3.26 
3.81 
2.80 

i.do 


Statistics  are  not  yet  to  be  obtained  as  to  the  economic  performance 
of  these  large  units,  though  the  designers,  with  good  foundation, 
predict  favorable  results. 

713.  The  Cost  of  Electrical  Energry  eus  Developed  by  Wind- 
Power.  —  In  some  localities,  notably  in  the  Western  portion  of  this 
country,  where  fuel  is  high  priced,  it  is  feasible  to  utilize  wind-power 
by  means    of   windmills  for  the  purpose  of  generating   electricity. 
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!•[:.  G.  H.  Morse  ^  has  compiled  some  valuable  statistics  regarding  the 
•:  St  of  developing  power  in  this  way,  which  are  abstracted  in  Table 
No.  67.  Owing  to  the  uncertainty  of  the  wind,  it  is  necessary  to 
pronde  a  very  large  margin  in  the  battery  plant,  or  in  times  of  calm 
weather  there  will  not  be  a  sufficient  reserve. 

714.  The  Actual  Cost  of  Electrical  Bnergry. — Whether  for 
the  design  of  a  new  plant,  or  as  a  guide  in  the  operation  of  an  exist- 
ing installation,  data  as  to  present  operating  costs  of  representative 
ciectrical  plants  are  of  the  utmost  value  to  the  engineer.  A  collec- 
tion of  the  best  existing  information  has  been  made  of  practice  both 
in  this  country  and  Europe,  and  will  be  found  in  Tables  Nos.  68 
to  73  inclusive. 

Table  No.  68  is  given  by  Mr.  Crompton,^  and  contains  the  actual 


Table  No.  69. 


Cost  of  Froducins  Mectrical  Enemr  per  Kilowatt  Hour. 

Bkadford  Station. 

Cost  in  1890 

1891 

.    .    .    8.2   cents. 

Liverpool  Station. 

Cost  in  1891 

1893 

6.04  cents. 
5.72  cents. 

1893 

•     .     .    5.14  cents. 

Wbstminstbr  Station. 

Cost  in  1891 

6.66  cents. 

St.  Pancras  Station. 

Cost  in  1892 

•     .     .    9.32  cents. 

1883 

.     .     •    7.10  cents. 

1893 

NoTTiNG  Hill  Station. 

Cost  in  1891 

4.57  cents. 
24.66  cents. 

BmcHTOM  Station. 

Cost  in  1892 

.    .    .    7.52  cents. 
.    .    .    5.92  cents. 

1893 

1893 

10J>8  cents. 

cost  of  producing  electricity  in  twenty-three  of  the  best  English 
plants.  The  costs  are  itemized  into  "  Fuel,"  "  Stores,"  and  "  Labor," 
thus  giving  a  very  complete  sub-division  of  the  subject.  For  an 
'deal  station,  yet  one  within  the  limits  of  present  engineering  skill, 
Mr.  Crompton  estimates  a  capital  of  82,500,000  to  be  required  for  an 
output  of  5,000,000  K.  IV.  per  annum,  and  that  it  is  possible  to  bring 
^he  cost  of  production  only  to  about  1  cent  per  K.  IV.  hour.  In  this 
table  there  are  no  allowances  for  interest,  depreciation,  taxes,  and 
"management ;  allowing  1 J  cents  for  these  items,  and  J  cent  for  profit, 
Jt  IS  calculated  that,  under  the  favorable  conditions  of  a  very  large 
plant  continuously  operated,  electricity  could  be  sold  at  a  profit  at 


1  See  Ygar  Bool'  Soc.  Eng.,  University  of  Minnesota,  1894. 
•  See  Journal  Institute  Electrical  Engineers^  June,  1894. 


THE  ELECTRICAL    TXANSIUJSSION  OF  ENERGY. 


Ill  w  -s=s-r   -I  •  -"^  ■"  •"==    ?rs    ■  ■  ■ 

sag  3    8    S         ■§■■■"  -  ■  ■  ■ 


III  ss»  -rrr  =8^s! 

29       g  s   s  s       I'r 


i  8  =  8"  It -"  88 

§1=  "i-rr  11^58"""-=  ^a°§  «=  »= 

I  S5    "    B  Sg  '-  SS 

883  SSseSS  ^       Sg52S  -  .  B, 

Si=  -i8?"B=  8?sss-— 5  ■  •  |S°i      •  ■  • 

i  a  s  g  88 --  - 

«i*  "garg=  |!S  ■  .—"-!!=  8|"|     . . . 

S  *  =  s"  iS 


5,1  s 

ijjl 

Ilif 


. .  ,J. 


■si  ■■J::e| 


-sit-' 


ill  |T5  N  pilliiliili  Jill  li  i 


THE   COST  OF  PRODUCTION  AND  DISTRIBUTION.  549 

cents    per  AT.  W.  hour.      Present  practice  indicates  that  on   the 
iverage   the  selling  price  must  be  about  double  this  figure. 

71S-  There  is  no  doubt  that  improved  machinery,  better  engi- 
neering, and  a  more  thorough  study  of  electrical  science,  are  constantly 
:e.iding  to  reduce  the  cost  of  production.  This  is  exemplified  in 
Fable  No.  69,  collected  from  data  given  by  Mr.  Stevens.^  Here  a 
:».»mparison  is  given  between  the  cost  of  production  at  six  of  the 
'^rge  English  stations  for  the  past  three  years.  On  an  average, 
there  has  been  a  decrease  of  about  30  per  cent  in  actual  cost.  From 
these  figures  it  seems  not  impossible  that  Mr.  Crompton's  expecta- 
tk»ns  may  be  realized. 

716.  In  the  Electro-technische  Zeitschrifty  Max  Meyer*  gives  an 
article  on  the  operating  expenses  of  a  number  of  the  largest  stations 
on  the  Continent,  from  which  Table  No.  70  is  epitomized.  The 
costs  here  are  in  the  neighborhood  of  5  cents  per  K,  IV,  hour.  In 
Table  No.  71  is  a  comparison  of  operating  expenses  of  a  large  num- 
ber of  central  stations  made  by  H.  A.  Foster.^  As  the  data  are 
derived  from  fifty-four  plants,  the  averages  would  seem  to  be  exceed- 
ingly trustworthy.  The  cost  of  production  from  these  figures  is  seen 
to  be  about  5.4  cents  per  K,  IV.  hour.  In  the  same  article,  Mr.  Fos- 
ter has  made  a  very  extensive  collection  of  data  from  information 
obtained  from  a  hundred  and  fifty  lighting-stations  in  this  country. 
As  the  range  of  the  inquiries  is  very  broad,  Table  No.  72  has  been 
compiled  from  this  source,  embracing  the  figures  thus  obtained  from 
actual  practice  as  to  the  cost  of  installation  and  operation  of  lighting- 
plants.  The  cost  of  plant  per  K.  IV.  includes  buildings  and  real 
estate,  whenever  owned  by  the  operating  company,  and  also  the  cost 
of  the  circuits.  On  the  whole,  the  costs  per  K.  IV.  hour  are  higher 
than  those  from  European  stations,  but  it  must  be  remembered  that 
the  foreign  data  are  taken  from  very  large  plants  under  continued 
•operation.  To  select  from  Table  No.  72  stations  of  similar  size  will 
show  a  close  agreement  in  operating  costs. 

717.  In  the  Review  of  ReviewSy  February,  1893,  Mr.  R.  J.  Fin- 
ley  discusses  "  American  Street  Lighting,"  giving  considerable  data 
regarding  the  cost  of  plant  and  operation  of  municipal  stations,  in 
contrast  with  those  of  private  ownership.  The  motive-power  is  not 
stated,  an  omission  greatly  detracting  from  the  value  of  any  compari- 

1  See  Electrical  World^  vol.  xxiv.,  p.  206.        2  EUcirical  Engineer^  vol.  xviii,  p.  188. 
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sons  that  may  be  instituted.  A  summary  of  the  data  is  to  be  found 
in  Table  No.  73.  All  the  figures  apply  to  the  operation  of  nominal 
2,000  c.p.  arc  lamps. 

718.  Commercial  Consideration  of  Transmission  Problems.  — 
Every  long-distance  installation,  from  a  constructive  standpoint,  must 
be  regarded  as  made  up  of  three  factors. 

First.  A  generating-station,  including  prime  movers  for  utiliz- 
ing the  source  of  energy,  and  dynamo  machinery  for  transforming 


Table  No.  71. 

Compariflon  of  Operating  Hxpenaes  of  Central  Station. 


Nature  of  Station. 

Labor. 

Fuel. 

Supplies  and 
Office. 

,  Total  Cost 
in  Dollars. 

Cost  per 
K.W.  in 
Dollars. 

Per 

Cent  of 

ToUl. 

Cost  per 
K.W.  in 
Dollars. 

Per 
Cent  of 
Total. 

Cost  per 
K.W.  in 
Dollars. 

Per 

Cent  of 

Total. 

Per  K.W. 
Hour. 

14  American  Municipsd  Sta- 
tions, Contin.  Cur.  Arc.  . 

5  American  Municipal  Sta- 
tions, Incandescent     .    . 

1  American  Municipal  Sta- 
tion, Arc.     New.    .    .    . 

6  American  Stations,  Mixed 
Output  of  6,300,000  K.W. 

.0251 
.0214 
.0317 

•        •        • 

42.9 
40.9 
54.2 

•         •         • 

.0173 
.0226 

• 

.0199 
.0006 

29.6 
37J 
34 
20 

.0161 
.0126 
.0069 

•         •         • 

27  Ji 
21.2 
11.8 

■         ■         • 

.0685 
.0696 
.0686 
.0173 

6  German  Stations,  Output 
1,907,900  K.W.     .    .    . 

.0218 

46.5 

.0469 

23  English  Stations,  avge. 

Crompton 

Ideal    English    Station, 

Crompton 

Lowest   Items  in  23   Star 

tions.  Weaver    .... 

.0144 

.004 

.0074 

26.7 

15 

19.8 

.0222 
.0054 

.0126 

1 

39.6 

20 

33.8 

.0194 
.0170 
.0173 

34.7 

65 

46.4 

.0660 
.0264 
.0373 

mechanical  energy  into  electrical  energy  at  proper  potentials  for 
economical  transmission. 

Second.  The  necessary  line  for  transferring  this  energy  from  the 
generating-station  to  the  receiving-station. 

Third.  The  receiving-station,  embracing  such  dynamo  machinery 
as  is  necessary  to  reduce  the  high  potentials  used  in  the  line  to  con- 
venient voltage  for  distribution  and  use  by  customers. 

The  vital  consideration  in  all  such  installations  then  becomes  the 
cost  of  energy  delivered  at  the  receiving-station  by  the  transmission 
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Table    No.  72.  —  Cont  and  operating  Expenses  of  liightins-Stations. 


o  •"  • 

Total  First 

Cost  of  Plant 

per  A'.«^. 

Capacity. 

Operating 

Expenses 

per  A'.»'. 

per  Annum. 

Fixed 

Charges 

per  A'.W. 

per  Annum. 

Total  Cost 

per  A'.W'. 

per  Annum. 

Operating  Expenses. 

Fixed  Charges 
]ier  K.  W.  of 
Total  Output. 

% 

.0758 
.1019 

J.    -  •.rrr.x  OF" 

21.00 
09.60 

\  u 

$.0114 
.0177 

$ 

•     • 

f228.60 
570.97 

1 

$  32.38 
130.01 

$  30.85 
77.08 

%  63.23 
207.12 

$.0274 

$!0144 

% 

.0371 
.039 

— »'wrii   .       .      . 

26.08 
45.00 

966.84 

250.00 

117.87 

367.87 

!0646 

!0493 

iooh 

•  a 

•  • 

.O82S6 

.259 

-  Nor«3lk     . 

44.40 

486.50 

99.55 

31.25 

130.80 

.0817 

.0199 

.0069 

•          a 

.0186 

.0771 

^-..-i. 

63.00 

365.08 

92.79 

49.28 

142.07 

.0276 

.0257 

.041 

.0016 

.0511 

.147 

1     —-*C\^  .     . 
\       "i    .     .     .      . 

68.40 
120.00 
&S8.00 

60.00 

377.09 
774.13 
400.00 

48.24 

84.01 

120.80 

113.58 

60.99 
91.21 
60.00 

135.00 
212.01 
163.58 

!0257 
.0274 
.0272 

.0151 
.Oia5 
.0153 

!0045 
.0101 
.0154 

.002 

1 

8 

.0296 
.0386 
.0254 

^77*4 
.0896 
.0834 

PEiara 

1     i-^-^a     .     . 

19.20 
86.40 

572.92 
318.6.3 

141.43 
59.96 

77.M 
43.04 

218.77 
103.00 

.0305 
.012 

.0284 
.0008 

.006 
.0054 

.0367 
.0131 

.1009 
.0313 

1  ^r>  ^towa  .     . 

14.40 

•        • 

416.66 

•        • 

68.44 

•        • 

56.25 

•          a 

124.69 

•         • 

.ay72 

.0088 

.OaV) 
.0044 

.0147 
.0068 

.0718 
.0271 

.1501 
.0471 

1     -  i  Grove 

16.30 
32.40 

490.80 
169.75 

22.*42 

e2j>7 

22.91 

45.33 

•  • 

•  • 

•  • 

•  ■ 

•  • 

•  t 

•  a 

•  • 

•         ■ 

Kn      .     .     . 

48.00 

333.a3 

104.16 

45.00 

149.16 

.oia"* 

.0083 

.0127 

.0162 

.0536 

JicTAX        .         .        . 

28.80 

520.83 

121.52 

70.31 

191.83 

.0228 

.0114 

.0177 

.0301 

.0821 

>^-|aa. 

87.00 

413.60 

103.20 

61.57 

154.77 

.0148 

.0102 

.0117 

.006 

.0214 

.0642 

*"-:esata. 

J 

-n* .    .     .    . 

1    '-r'-T    .     .    . 

30.00 
79.30 
10..« 

166.66 
123.74 
291.26 

42.00 

36.94 

143.20 

22.50 
17.10 
39.32 

64JS0 

54.04 

182.52 

.0294 
.00!>9 
.06% 

.0326 
.0211 
.0^48 

.0065 
.0049 
.0104 

•  • 

•  • 
a          a 

.0367 
.0168 
.0331 

.1054 

.0528 
.154 

1    -^TT  tye  Lake 

19Ji6 

■        • 

107.62 

•        • 

•         • 

■         • 

•        • 

•         • 

•          a 

•         ■ 

a          • 

i.j.     ,     .     . 
•ixF-ri   .     .     . 

'^i^ai     .     .     . 

39.00 

30.00 

222.00 

182.62 

466.66 

211.40 

67.44 
87.00 
31.00 

26.47 
63.00 
23.07 

93.91 

150.00 

54.16 

.026 

.0217 

.0142 

.0353 
.0195 
.0071 

.0314 
.0076 
.011 

.0023 
.0078 

•         • 

.0374 
.0409 
.0241 

.1324 
.0975 
.0565 

-•  •      •        ■        •        • 

■'^Uty    .    .     . 

16.30 
36.00 

582.82 
250.00 

167.66 
74.44 

78.68 
31.25 

236.34 
105.69 

.081 
.0177 

.0616 
.0145 

.0225 
.0022 

.0051 

.0822 
.0166 

.2473 
.0561 

^>b  Carolina. 

« j  I'vMnt .     .     . 

24.45 

•        • 

53.41 

■        • 

•         • 

•        * 

•        • 

•         • 

a         • 

•         a 

•         • 

^Jersey. 
i*isc-a.    .    .     . 

198.00 

176.77 

•         • 

•        • 

■         • 

•        • 

•         • 

•         • 

•         * 

•         a 

•         « 

*wYork. 

•:rlirli.     .     .     . 
"ijt  Troy  .     .     . 
*'«teid'   .     .     . 

60.40 
49.44 
76.80 

394.18 
525.88 
160.27 

69J>3 

127.34 

77.52 

49.27 
70.99 
19.46 

118.80 

198.a3 

96.98 

.0091 
.0128 
.0250 

.0118 
.0138 

.0082 

.0125 
.0051 
.0425 

.0005 

.0236 

.018 

.0188 

.0569 
.0502 
.0056 

"Cairsvillc  .     . 
••^oexviUe  .     .     . 

44.00 
43.20 

225.22 
300.92 

39.20 
80.28 

28.40 
37.61 

67.60 
117.89 

.0146 
.0272 

.0048 
.0139 

.0073 
.016 

.0012 

•        • 

.0204 
.0262 

.0483 
.0825 

^3sylTania. 

•"*'".rn    .... 
.'aieno»n     .     . 

64.80 
56.20 

617.20 
328.06 

137.45 
97.24 

70.97 
38.94 

208.42 
136.18 

.0156 
.0246 

.0194 
.0172 

.0179 
.0364 

.0038 

•        • 

.0294 
.0313 

.086 
.1005 

•'■xas, 

•ijv«s:on    ... 

122.40 

326.80 

135.67 

44.11 

179.78 

.0221 

.011 

.017 

•        • 

.0163 

.0664 

'^oia. 

UTn-,;lle    .    .    . 

32.40 

370.37 

79.63 

60.00 

129.63 

.029 

.021 

.0(H2 

•        • 

.034 

.0884 

^'uhington. 
■^Hsixs .... 

59.40 

252.52 

«rl.«f4 

44.52 

139.46 

.0247 

.0343 

.OOU 

•          a 

.0316 

.096 

*:Kon»in. 
Hciwm  .... 

16.30 

429.44 

92.02 

57.97 

149.99 

.0125 

.0125 

.0167 

•          • 

.0261 

.0679 
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plant,  in  comparison  with  the  cost  of  manufacturing  a  similar  amount 
of  energy  by  some  other  means  at  this  station. 

719.    To  determine  the  cost  of  energy  delivered  by  the  transmis- 

Table  No.  73. 


CoBt  of  Plant  and  of  Oi>eratinff  for  Aro-Idght  Stations. 


Location  op  Plant. 
24  Private  Stations. 


M 

• 

u 

X 

X 

fl 

E  E 

a. 
S 

^1 

2^1 

:i 

u    X 

*-   5 

u 

umbe 
ours  ] 

1  2X 

0 

o 

Location  of  Plant. 
24  Private  Stations. 


•?  c 

^< 

B    3 
3    O 

zx 


ex    • 

t| 
u 


a. 
S 


1.  Texarkana,  Ark.   .    . 

2.  Jacksonville,  III.  .    . 

3.  Joliet,  III 

4.  Peoria,  111 

5.  Springfield,  111.     .    . 

6.  Streator,  111.     .    .    . 

7.  Kokomo,  Ind.  .    .    . 

8.  Logansport,  Ind.  .    . 

9.  Arkansas  City,  Kan.  . 

10.  Augusta,  Me.    .    .     . 

11.  Bath,  Me 

12.  Grand  Rapids,  Mich. 


3741 

$160.00 

.M28 

2190 

96.00 

.0437 

3741 

124.00 

.0331 

2190 

146.00 

.0662 

2190 

137.00 

.0625 

3741 

96.00 

.0256 

3741 

100.00 

.0267 

2190 

100.00 

.0466 

1872 

72.00 

.0384 

3285 

76.33 

.0232 

2237 

125.00 

.0628 

3741 

109.00 

.0293 

13.  Lansingf  Mich. 

14.  Kansas  City,  Mo. 
16.  Sedalia,  Mo. 

16.  Springfield,  Mo. 

17.  Bellaire,  O.  .    . 

18.  Tremont,  O.     . 

19.  Hillsborough,  O. 

20.  Lebanon,  Pa.    . 

21.  New  Castle,  Pa. 

22.  Dallas,  Tex.      . 

23.  Houston,  Tex.  . 

24.  Parkersburgh,  Va 


2190 
3741 
2190 
2190 
2190 
3741 
2190 
1872 
3741 
3741 
3741 
3741 


9100.00 

200.75 

87.00 

136.00 

$N).00 

90.00 

70.00 

80.00 

80.00 

96.85 

150.00 

102.00 


AHSe 

.0634 

.0398 

.0620 

i)410 

.0240 

.0320 

.0427 

.0214 

.0258 

.0400 

.0272 


Avbracbs 


2922 


$100.27     .0893 


19  MuNiaPAL  Plants. 


e 

9 
O 

H 


B 


o  E 

o  "^ 
U 


u 

X 
a 
B 

J3 


3 


19  Municipal  Plants. 


e 

3 
O 

< 


J2 


It  ti 

3  o. 


g. 


e 

IS 


o   g 

6 


X 
£ 


s 


1.  Little  Rock,  Ark.  .    . 

2.  Aurora,  111 

3.  Bloomington,  111.  .    . 

4.  Elgin,  III 

5.  Moline,  111 

6.  Paris,  111 

7.  Madison,  Ind.  .    .    . 

8.  Topeka,  Kan.  .    .    . 

9.  Bowling  Green,  Ky.  . 
10.  Bangor,  Me.      .    .    . 

AVB RAGES   .      .      .      . 


2920 

$317.00 

.0316 

2775 

631.00 

.0469 

3741 

333.00 

.0240 

3660 

288.00 

.0213 

3741 

263.00 

.0225 

2565 

160.00 

.0231 

2190 

294.00 

.0428 

3741 

272.00 

.0347 

2190 

260.00 

.0366 

3741 

250.00 

.0200 

11.  Lewiston,  Me. 

12.  Bay  City,  Mich 

13.  St.  Joseph,  Mo 

14.  Galion,  O.    . 
16.  Marietta,  O. 

16.  Chambersbuig, 

17.  Meadville,  Pa. 

18.  Titusville,  Pa. 

19.  Galveston,  Tex 


Pa 


2190 
2190 
2920 
2190 
1872 
2190 
2555 
3660 
2566 


150.00 
210.00 
264  J)0 
315.00 
200.00 
666.00 
270.00 
160.00 
228.00 


.0832 
J0380 
JOSM 
J0331 
J0330 
.0545 
.0311 

jom 

.0449 


2819 


$279.00     .0328 


sion  plant,  the  following  items  must  be  taken,  as  affecting  the  total 
expense  :  — 

First,    The  interest  and  depreciation   on   the   necessary  capital 
invested  in  improving  the  water-power,  or  other  source  of  energ)', 
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and  in  the  purchase  of  the  necessary  machinery,  engines,  dynamos, 
^•ater-wheels,  etc.,  and  in  the  acquisition  of  real  estate  and  erection 
of  buildings  required  for  the  generating-station ;  in  other  words,  the 
total  cost  of  the  generating-station. 

•720.  Second.  The  cost  of  obtaining  power  at  the  generating-sta- 
tion. This  item  will  include  rent  paid  for  water-power,  or  interest 
on  the  necessary  capital  invested  in  the  purchase  of  water-right.  A 
similar  expense  would  be  the  cost  of  purchase  of  fuel  at  a  location 
where  such  a  low  price  for  coal  could  be  obtained  as  would  seemingly 
warrant  the  installation  of  a  transmission  plant. 

721.  Third.  The  expense  of  energy  at  the  generating-station 
is  further  augmented  by  the  cost  of  such  labor  and  superintendence 
as  may  be  necessary  to  operate  and  maintain  the  plant. 

722.  Fourth.  The  interest  and  depreciation  on  the  cost  of 
erecting  the  line  between  the  generating-station  and  the  receiving- 
station. 

723.  Fifth.  The  cost  of  energy  lost  in  transmission  between 
the   generating  and  the  receiving  station. 

Interest  and  depreciation  on  the  cost  of  the  machinery,  buildings, 
etc.,  for  the  receiving-stationy  do  not  enter  into  the  expense  of 
delivering  energy  at  the  receiving-station,  for  the  reason  that,  were 
any  different  arrangements  made  for  obtaining  electrical  energy  at 
the  receiving-station  than  that  of  the  transmission  plant,  a  station  es- 
sentially similar,  so  far  as  this  cost  is  concerned,  would  be  necessary. 

Summarized  :  The  cost  of  energy  at  the  receiving-station,  then, 
stands  as  follows  :  — 

First.  Interest  and  depreciation  upon  the  capital  invested  in 
the  generating-station. 

Second.  Cost  of  obtaining  energy  at  the  generating-station. 

Third.     Labor  at  the  generating-station. 

Fourth.    Interest  and  depreciation  upon  cost  of  transmitting  line. 

Fifth.       Losses  in  line  transmission. 

724.  To  determine  the  advisability  of  the  installation  of  a  long- 
distance plant,  it  is  necessary  to  compare  the  probable  cost  of  energy 
delivered  to  the  receiving-station  by  the  long-distance  plant,  with 
the  cost  of  a  corresponding  amount,  as  obtained  at  this  location,  by 
any  other  means.  Should  the  figure  obtained  for  the  cost  of  energy 
by  a  long-distance  plant  be  equal  to  that  required  by  the  manufac- 
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ture  of  energy  in  any  other  way,  it  is  evident  that  the  long-distance 
plant  will  stand  on  precisely  equal  footing  with  any  other  installation. 
Should  the  amount  for  production  of  energy  by  a  long-distance  plant 
be  less  than  that  by  other  installations,  the  long-distance  plant  will 
be  profitable  in  that  proportion. 

725.  The  ability  to  produce  energy  at  the  receiving-station  will 
be  limited  to  the  power  derived  by  means  of  a  steam-engine.       Cases 
where  wind,  tidal  power,  or  other  methods  would  be  available,  are  so 
infrequent  that  they  may  be  discarded   without    seriously   affecting 
the  result,  and  attention  confined  solely  to  the  production  of   energy 
at    the   receiving-station,    by    means   of   a  steam-engine,  in    contra- 
distinction to  that  obtained  by  the  transmission  plant.     The  cost  oi 
the  production  of  energy  by  means  of  steam-power  is  tolerably  well 
ascertained.     The  cost  of  energy  will  vary  with  the  kind  of   ^ng^nCy 
the  price  of  coal,  the  rate  of  interest  arid  depreciation  upon  the  capi- 
tal invested  in  the  plant,  and  cost  of  necessary  labor.     In  Table  No. 
74  a  series  of  curves  with  necessary  data  is  given,  for  determining 
the   capital  to  be  invested  in  a  steam-plant,  the  cost    of   perpetual 
maintenance  of  the  same,  and  the  production  of  power.     The  Table 
is  divided  into  four  parts. 

First,     A   schedule  giving  the   cost   of   steam-plant   per  horse- 
power  at  the   engine  and    per  kilowatt  of  energy  delivered  at  the 
terminals  of  the  generator.      In  this    latter  column  the  values  are 
assumed  for  engines  working  at  a  reasonably  steady  full  load,  with 
an  efficiency  of  90  per  cent  in  the  generator.     The  figures  are  those 
which  would  apply  to  fairly  large  installations,  say  from  250  horse- 
power upwards,  and  would  prevail    for  most    locations  east  of   the 
Mississippi  River,  in  this  country.     Special  charges  necessitated  by 
locations    out    of     the    ordinary    have    not    been    considered.      The 
schedule  is  arranged  to  embrace  seven  different  styles  of  engines, 
considered  to  be  those  which  are  more  likely  to  be  used. 

726.  The  second  division  of  the  Table  embraces  a  set  of  curves 
arranged  for  the  purpose  of  calculating  the  interest  and  depreciation 
to  be  allowed  upon  the  steam-plant.  A  separate  line  is  given  for 
each  type  of  engine,  the  horizontal  axis  being  scaled  for  interest 
and  depreciation,  while  the  vertical  axis  gives  the  amount  to  be 
assessed  per  horse-power  per  annum,  for  varying  rates  on  the 
interest    and   depreciation  scale. 
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The   third  part  of  the  Table  is  devoted  to  the  cost  of  fuel  and 
supplies  in  dollars  per  horse-power  per  year. 

The    horizontal  axis  here  embraces  the  cost  of  coal   in  tons,  of 

2,240  pounds,  from  $2.00  to  $10.00  per  ton,  while  the  vertical  axis 

indicates    the  corresponding  cost  per  horse-power  per  annum.       It 

should  be  here  noted  that  the  lines  are  so  drawn  as  to  include  the 

cost  of    the  ordinary  amount  of  oil  and  other  minor  supplies  which 

would   be  naturally  required  in  a  steam-plant.     While  these  values 

are  not    absolutely  correct,  as  a  slight  variation  in  the  cost  of  the 

minor    supplies,  in  comparison   with  the  cost  of   coal,  would    make 

slight    changes,  it   is  considered  that  it  is  sufficiently  accurate  for 

ordinary  purpose  of  estimate. 

The  fourth  division  of  the  Table  applies  in  a  similar  manner  to 
rates  of  wages  for  engineer  and  fireman.     On  the  horizontal  axis  will 
be  found  the  rates  per  day  for  engineer  and  fireman,  two  scales,  one 
for  each  class  of  labor,  being  indicated.     The  vertical  axis  gives  the 
wages  cost  per  horse-power  per  annum.     In  each  of  the  divisions  a 
separate  line  will  be  found  for  each  kind  of  engine,  which  may  be 
readily  identified  on  the  schedule  by  means  of  a  corresponding  initial 
letter,  used  in  each  of  the  divisions.     To  use  the  Table,  select  on 
ihe  horizontal  axis  the  value  required  ;  follow  a  vertical  line  to  its 
intersection  with  the  line  indicating  the  kind  of  engine  proposed  to 
install,  and  then  follow  a  horizontal  line  to  the  left  to  the  vertical 
axis,  finding  the    value    desired.       This  Table    forms  a  convenient 
means  whereby  the   engineer  may  rapidly  determine  the  probable 
cost  of  energy  per  horse-power  per  annum,  as  developed  by  a  steam- 
plant    erected   at   the  receiving-station.     It  is  now  necessary  to  as- 
certain the  cost  of  energy  delivered  at  the  receiving-station,  when 
obtained  through    the    medium    of   long-distance    transmission,  and 
compare  this  with  the  cost  of  energy  as  obtained  by  means  of  the 
steam-plant. 

727.    The  factors  composing  the  cost  of  energy  at  the  receiving- 
station,  as  delivered  by  the  transmission  plant,  are  as  follows  :  — 
First,       Interest  and  depreciation  on  cost  of  generating-station. 
Second.  Cost  of  power  at  generating-station. 
Third.     Cost  of  labor  at  generating-station. 
Fourth.    Interest  and  depreciation  on  cost  of  line. 
Fifth.      Cost  of  energy  lost  in  the  line. 
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For  this  puqDOse,  it  is  convenient  to  refer  to  Table  No.  76, 
The  use  of  this  table,  as  it  is  slightly  complex,  will  be  best  com- 
prehended by  means  of  an  example. 

Assume  the  following  data  :  — 

a.  Cost  of  generating-station  per  horse-power    .     .       $150.00. 

1.  Interest  and  depreciation  on  generating-station 

per  annum 10  per  cent. 

2.  Cost  of  water  per  horse-power  per  annum     .     .  $15.00 

3.  Cost  of  labor $2.50   per  day. 

b.  Cost  of  line  per  mile $1800.00. 

c.  Length  of  line 5   miles. 

4.  Interest  and  depreciation  on  cost  of  line  per 

annum 15  per  cent 

5.  Loss  in  line 20  per  cent- 

d.  Power  transmitted 400  H.  P. 

To  find  cost  of  energy  at  receiving-station. 

728.  Refer  to  Table  No.  75,  finding,  on  the  left-hand  side,  along 
the  vertical  axis,  two  scales,  one  labeled  "  Cost  of  Generating-Plant 
per  H.  P."     Taking  this  scale,  proceed  to  $150.00  (a),  the  assumed 
cost  of  the  plant  per  horse-power.     PVom  $150.00  follow  a  horizontal 
line  (this  example  may  be   readily  traced   by  following  the   dotted 
lines  upon  the  diagram,  which  have  no  reference  to  any  calculations 
excepting  the  particular  example   now  under  consideration)  to  Xh^ 
point  of  intersection  of  the  horizontal  with  the  diagonal  line  marked 
"Interest  and  Depreciation"  (1),  and  labeled  "10  per  cent,'*  the  as- 
sumed value.    The  amount  of-  interest  and  depreciation  is  then  found 
by  following  a  vertical  line  downward   to  the  lower  scale,  marked 
"  Interest  and  Depreciation  on  Generating-Plant  per  H.  P.,*'  giving 
j>15.00  as  the  interest  and    depreciation  per  horse-power  of   plant 
capacity  per  annum.     It  is  now  necessary  to  take  into  consideration 
the  cost  of  water  per  annum,  which  is  assumed  to  be  $15.00  (2). 

729.  From  the  point  of  intersection  of  the  horizontal  through 
$150.00,  with  the  interest  diagonal  10  per  cent  follow  a  vertical 
line  upwards  to  the  intersection  of  the  diagonal  under  "Cost  of 
Water-Power  per  H.  P.,"  labeled  "$15.00."  Then  follow  a  horizon- 
tal line  to  the  right  to  the  left-hand  scale  on  the  right-hand  side  of 
the  diagram,  —  the  scale  labeled  *f  Interest  and  Depreciation  on  the 
Generating-Plant  plus  the  cost  of   Water-Power  per  H.  P."     The 
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\-aiue   liere  given,  $30.00,  is  the  sum  of  the  first  and  second  items. 

To  include  the  cost  of  labor  (3),  return  to  the  intersection  with  the 

-  Cost  of  Water  "  diagonal  through  $15.00,  follow  the  horizontal  line 

to  the    right  to  the  intersection  of  the  "  Cost  of  Labor  per  Day " 

diagonal,  labeled  $2.50.     At  this  point  follow  a  vertical  line  to  the 

extreme  upper  scale  of  diagram,  labeled  "  Interest  and  Depreciation 

plus  Cost  of  Water,  plus  Cost  of  Labor,  or  total  Cost  at  Generating- 

Station  per  H.  P.,"  finding  the  total  value  to  be  $32.50  as  the  cost 

per    horse-power    per    annum    at    the    generating-station.       It    now 

remains  to  find  and  add  to  this  amount  the  cost  of  the  energy  lost  in 

transmission  (5)  between  the  generator  and  the  receiving-station,  and 

the  interest  and  depreciation  on  the  cost  of  the  line,  in  order  to  get 

the  total  expense  of  energy  at  the  receiving-station. 

•730.    From  the  intersection  of  the  previous  horizontal  line  with 
the  diagonal  for  the  "  Cost  of  Labor  per  Day,"  marked  ".$2.50,"  fol- 
low a  vertical  line  downward  to  intersection  with  the  diagonal  under 
the  heading  "  Losses  in  Line,"  labeled  "  20  per  cent."     From  this 
point  follow  a  horizontal  line  to  the  right,  to  the  left-hand  scale  on 
the   right-hand  side  of  the  diagram,  headed  "  Interest  and  Deprecia- 
tion  plus  Cost  of  Water,  plus  Cost  of  Labor,  plus  Losses  in  Line." 
Here  the  value  of  $39.00  will  be  found  as  the  cost  per  horse-power 
per  annum  of  energy  delivered  at  the  receiving-station  by  the  trans- 
mission plant,  exclusive  of  interest  and  depreciation  on  the  cost  of 
the  line,  which  figure  it  is  now  necessary  to  ascertain.     The  previous 
amount,    $39.00,    must    be    carefully    noted,   as    it    is    necessary  to 
add  the  amount  of  the  interest  and  depreciation  on  the  line  to  it. 
To  find  this  latter  figure,  return  to  the  extreme  left-hand  vertical 
scale  of  the  diagram  headed  "  Cost  of  Line  per  Mile  in  Dollars  "  (b). 
Selecting  the  figure  $1800.00,  the  assumed  cost  of  the  line  per  mile, 
follow  a  horizontal  line  to  the  right  to  the  intersection  of  the  diagonal 
marked  (15  per  cent)  (4),  the  assumed  rate  of  interest  and  depreci- 
ation on  the  line,  under  head    "  Interest  and  Depreciation."     From 
this  intersection  follow  a  vertical  line  upwards  to  the  lower  top  scale 
marked  "  Interest  and  Depreciation  on  Line  per  Mile,"  obtaining  the 
value  8270.00  as  interest  and  depreciation  on  the  line  per  mile  of 
length.     This  figure  is,  evidently,  not  the  total  amount  necessary  to 
obtain,  as  the  length  of  the  line  is  not  included.     From  the  upper 
left-hand  corner  of  the  diagram  will  be  seen  the  number  of  radiating 
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diagonal  lines  headed  "  Length  of    Line  in  Miles "  (c).     From    the 
intersection  of  the  previously  mentioned  vertical  with  the  diagonal 
headed  "  5  Miles,"  follow  a  horizontal  line  to  the  right,  obtaining,  on 
the  scale  marked  "Interest  and  Depreciation  on  the  Whole  Line," 
the  figure  $1350.00  as  the  amount  of  this  charge.     As  the  entire 
calculation  is  made  per  unit  of  power,  it  is  evident  that  the  charge 
for  interest  and  depreciation  on  the  line  must  be  divided   by   the 
total  amount  of  power  transmitted  in  order  to  obtain  the  proper  pro- 
portional charge  per  unit  of  energy  supplied.     To  secure  this  result, 
the  last  obtained  amount  must  be  divided  by  the  amount  of  power 
transmitted,  namely,  400  horse-power  (d).    To  accomplish  this,  return 
on    the   horizontal   line  through  $1350.00,  until  an  intersection   is 
obtained  with   the  diagonal   marked  "400    H.  P."      Here  follow  a 
vertical  line  to  the  lower  top  scale  of  the  diagram  marked  "  Interest 
and  Depreciation  on  the  Whole  Line  per  Horse-Power,"  finding  a 
value  of  f 3.37  as  the  amount  for  the  interest  and  depreciation  on  the 
line  per  unit  of  power,  to  be  added  to  the  previously  obtained  cost  of 
$39.00,  making  a  total  cost  of  $42.37  per  annum  per  horse-power, 
delivered  at  the  receiving-station. 

731.  In  this  example  the  process  has  been  given  in  extefiso 
step  by  step,  in  order  to  familiarize  the  reader  thoroughly  with  the 
workings  of  the  diagram,  and  to  show  that  the  process  may  be 
stopped  at  any  desired  step,  and  used  to  obtain  the  value  of  any 
successive  set  of  items.  If  it  is  wished  to  complete  the  entire  calcu- 
lations without  any  reference  to  the  intermediate  steps,  the  process 
is  as  follows  :  — 

732.  Find  the  cost  of  the  generating-station  per  horse-power  on 
the  left-hand  scale  of  diagram.  In  this  example,  start  at  8150.00, 
follow  a  horizontal  line  to  intersection  with  the  "  Interest  "  diagonal ; 
from  this  point  follow  a  vertical  line  to  the  intersection  with  *'Cost 
of  Water  per  H.  P."  diagonal,  then  a  horizontal  line  to  the  "Cost  of 
Labor  per  Day  "  diagonal,  then  vertical  line  to  the  intersection  with 
diagonal  headed  "  Losses  of  Line,"  then  horizontal  line  to  the  right 
to  the  left-hand  scale  on  the  right-hand  side  of  diagram,  finding  the 
figure  $39.00  as  the  "  Cost  of  Power  at  the  Receiving-Station." 

733.  In  a  similar  manner,  to  obtain  the  value  for  "  Interest  and 
Depreciation  on  Cost  of  Line  per  H.  P.,"  start  at  $1,800.00  on  left- 
hand  scale  on  diagram,  follow  a  horizontal  to  intersection  with  the 
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**  Interest  "  diagonal,  then  the  vertical  to  intersection  of  diagonal 
giving  **  Length  of  Line,"  then  vertical  to  lower  scale  on  top  of 
the  diagram,  giving  $3.37  as  the  total  cost  per  unit  of  power,  for 
*'  Interest  and  Depreciation  on  the  Line."  Add  these  two  figures  to 
obtain  the  desired  result. 

From  slight  consideration  it  is  evident,  by  these  tables,  problems 
involving  the  commercial  aspect  of  long-distance  transmission  may 
be  rapidly  solved,  providing  the  necessary  data  for  obtaining  the 
constants  are  at  hand. 

734.  Economical  Conductor  Section.  —  In  long  distance  trans- 
mission, the  cost  of  the  line  rises  to  be  one  of  the  most  important 
factors,  if  not  the  principal  one,  in  the  installation. 

To  determine  the  most  economical  area  for  the  conductor,  the 
principles  given  in  Chapter  IX.  should  be  used,  and  may  be  directly 
applied  to  the  greatest  advantage.  The  equation  there  given  for 
finding  the  proper  conductor  area  is  — 

In  this  equation  three  coeflScients  must  be  considered ;  namely, 
a,  /?,  and  X. 

By  the  process  of  differentiation  a  disappears ;  so  to  determine 
the  value  of  5,  the  quantities  ^  and  A  only  need  enter  into  considera- 
tion.     The  term  )3  is  substituted  for  the  expression  L\^b(i  -\-  di)  -f 
b'  (i  +  ^c )  ]>  involving   the  interest  and  depreciation   to  be  allowed 
upon   the   cost   of  the   conductor,  and   upon  the  structure  used  for 
supporting  or  protecting  it.     Two  rates  of  interest  and  depreciation 
were   allowed,  as  in  the  most   refined  calculations,  especially  those 
involving  the  cost  of  conduit  structures,  the  interest  and  depreciation 
assessed  upon  the  conduit  would  be  different  from  that  on  the  con- 
ductor.    For  ordinary  purposes  of  calculation,  as  an  abridgment  of 
the  process,  the  two  rates  may  be  assumed  the  same,  and  the  value 
of  fi  considered  to  be  Z  (*  -f  ^)  (/  -f  d^).     The  term  X  involves  the 
amount  of  current  transmitted,  the  resistance  and  length  of  the  line, 
the  interest  and  depreciation  allowed  upon  the  cost  of  the  station 
per  unit  of  output,  and  the  cost  of  producing  the  energy  lost  in  the 
line;   adopting  the   notation   of   Chapter   IX.,   \  =^  I'^p  L\FK -\- K* 

736.    For  the  purpose  of  facilitating  calculations  of  the  most 
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economical  conductor  cross-section,  Tables  Nos.  76,  77,  and  78  are 
presented  for  determining  the  values  of  the  above  coefficients,  giving 
a  solution  directly  of  the  equation  x  =  VA  /  ^. 

Tables  Nos.  77  and  78  are  arranged  in  two  parts  —  part  B  of 
each  Table  being  laid  out  to  a  reduced  scale,  as  compared  with  part 
A.  As  the  scales  in  all  of  the  Tables  are  decimal,  the  range  of  the 
Tables  may  be  extended  in  any  direction  by  multiplying  or  dividing- 
by  any  power  of  10.  By  means  of  the  decimal  arrangement  and  the 
double  sets  of  values  given,  all  problems  within  ordinary  ranges  may 
be  readily  solved.  As  the  use  of  the  Tables  is  a  little  complicated, 
an  example  will  perhaps  best  elucidate  their  application. 

Returning  to  the  data  given  on  p.  560  used  to  exemplify  the  use 
of  Table  No.  75,  and  adding  to  the  constants  there  assumed,  the 
amount  of  current  to  be  transmitted  through  the  line,  200  amperes, 
and  the  length  of  time  this  current  flows  through  the  line,  3,000 
hours  per  annum,  let  it  be  required  to  find  the  most  economical 
cross-section  for  the  conductor. 

736.  The  Tables  have  been  calculated,  by  assuming  the  length 
of  the  line  to  be  one  mile  of  double  circuit ;  that  is,  a  mile  away  from 
the  station  and  a  mile  back,  making  the  total  actual  length  of  the 
line  two  miles.     It  will  also  appear  that  the  most  economical  con- 
ductor cross-section,  as  determined  for  a  mile  of  double  circuit,  will 
equally  apply  to  a  line  of  any  length,  for  reason  that,  as  the  resist- 
ance increases  directly  in  proportion  to  the  length  of  the  line,  the 
amount  of  energy  wasted  and  the  interest  and  depreciation  on  the 
cost  of  the  line  will  correspondingly  increase  in  the  same  direct  pro- 
portion. 

737.  Table  No.  76  serves  to  determine  the  two  constants  inside 
the  brackets  ;  namely,  FK,  and  K'(i  -\'  d^.  To  determine  the  value 
of  this  latter  quantity,  look  for  the  cost  of  the  generating-station 
along  the  top  scale  of  diagram  labeled  "  Cost  of  the  Generating-Sta- 
tion  per  H.  P.,"  or  K\  In  the  example  under  consideration,  $150.00 
is  assumed  for  the  cost  of  the  station,  while  the  interest  and  depre- 
ciation {i  +  dg)  is  given  on  the  diagonals  running  downward  from 
the  right-hand  upper  corner.  From  $150.00  or  "Cost  of  Station" 
follow  a  vertical  downward  to  the  intersection  of  the  diagonal  marked 
"  ( /  -f  d,)  "  for  the  assumed  rate  of  10  per  cent,  then  follow  a  horizon- 
tal line  to  the  right,  to  the  left-hand  scale  marked  **K'{i  +  </,),"  here 
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nnding    the  value  of  "  f  15.00  "  as  the  amount   of  this  expression. 
}sot€  this  'value.     Now,  to  determine  FK^  having  the  annual  cost  of 
producing  energy  per  horse-power,  as  obtained  from  Table  No.  75. 
It  must   be  recollected  that  this  cost  per  horse-power,  as  given  by 
Table    No.  75,  is  based  upon  operating  the  station  3,000  hours  per 
annum.      In  order  to  find  the  cost  per  horse-power  hour,  select  on  the 
lower  horizontal  scale,  labeled  "Cost  of  Energy  at  the  Generating- 
Station  per  H.  P.,"  the  cost  gathered  from  Table  No.  75,  follow  a 
vertical  line  upward  to  intersection  with  diagonal  line  marked  "  3,000 
hours,"  then  follow  a  horizontal  to  the  right-hand  scale  on  the  right- 
hand    side  of  the  diagram,  finding  the  desired  amount  on  the  scale 
marked  "  Cost  of  Energy  at  Generating-Station  per  H.-P.  hour'     In 
the    example  under  consideration,  from    Table   No.   75,  a  cost  of 
•S32.50  was  obtained  as  the  "  Cost  of  1  H.P.  for  3,000  hours."     Se- 
lect this  point  on  the  lower  scale,  follow  a  vertical  line  upward  to 
intersection  with  diagonal  labeled  "  3,000  hours,"  then  follow  a  hori- 
zontal to  the  right,  to  the  right-hand  scale,  the  value  of  f.0108  is 
found  as  the  "  Cost  of  one  H.-P.  hour."     FK  is  the  cost  per  horse- 
power, multiplied  by  the  time  of  operation,  and  is  obtained  from  the 
Table  by  following  a  horizontal  line  to  the  left  from  the  cost  per  horse- 
power hour  on  the  right-hand  scale  till  the  horizontal  intersects  the 
diagonal  marked  with  the  number  corresponding  to  the  annual  time 
of  operation.     Thus,  supposing  the  plant  to  operate  for  5,000  hours, 
following  diagonal  from  the  right-hand  scale  through  .0108  to  the 
intersection  of  the  diagonal  labeled  "  5,000  hours,"   then  a  vertical 
downward  to  the  horizontal  scale,  the  value  of  $54.16  is  found  for 
FK.     Continuing,  however,  the  original  example  on  the  supposition 
that  the  plant  operates  for  3,000  hours,  the  value  of  $32.50  is  found 
for  FK.     Note  this  value.     The  Table  thus  gives  the  values  of  the 
two  quantities  inside  the  brackets;   namely,   /^^  and  K' {i  +  d^). 
These  two  values  must  now  be  added,  giving  $47.50  as  the  total  of 
the  quantity  inside  the  brackets. 

738.  Now,  turning  to  Table  No.  77,  the  top  scale  is  labeled 
\'alue  of  FK  ■\-  K'{i  +  d^.  The  left-hand  scale  gives  the  values  of 
7^/^,  while  the  lower  scale  gives  the  values  of  PpL  x  [FK+  K (t +d,)], 
or  the  value  of  X.  On  the  top  scale  of  the  diagram  find  the  value  of 
FK+K'(i+dg),  as  obtained  from  Table  No.  76.  Connect  this  point 
with  the  origin  at  the  lower  left-hand  corner  by  a  diagonal  line  (see 
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dotted  line).      The  value  of  Pp  must  now  be  obtained.      The   con- 
ductor in  this  example  is  assumed  to  be  soft  copper,  to  operate  at  a 
temperature  not  exceeding  30°  C.     Find  upon  the  lower  scale  of  the 
diagram  the  temperature  of  the  conductor,  then  follow  a  vertical  line 
upwards  to  the  intersection  with  the  diagonal  labeled  "  200  amperes 
S.  C."  (soft  copper).     Follow  a  horizontal  line  to  the  left  from  this 
intersection  to  the  left-hand  scale,  from  which  the  value  of  PpL  is 
obtained  as  5.     From  the  intersection  of  this  horizontal  line  with  the 
diagonal  to  the  origin  drawn  from  the  value  of  FK  +  K\i  +  d^y  on 
the  top  scale,  follow  a  vertical  line  downwards  to  the  lower  scale 
labeled  "  Value  of  PpL  [FK  +  K'  (i  +  d,)];'  obtaining  here  the  value 
of  this  expression  as  260,  or  the  value  of  X.     The  dotted  lines  on  the 
Tables  serve  to  show  the  course  followed  in  the  solution  of  this  par- 
ticular example,  but  have  no  reference  to  the  solution  of  any  other. 
The  dotted  lines  have  been  drawn  on  both  parts  of  each  diagram,  in 
order  to  show  that  the  same  result  is  obtained  on  each.     The  opera- 
tor  should  use   that   section  of  diagram  which  will  give  the  most 
advantageous  scale.     Now,  turning  to  Table  No.  78,  find  upon  the 
right-hand  vertical  scale,  headed  "Cost  of  Line  per  Mile,"  the  amount 
of  capital  invested  in  the  line,  recollecting  that  the  mile  here  referred 
to  is  two  actual  miles  of  circuit.     In  this  case  the  cost  of  the  circuit 
mile  is  $1,800.     Follow  a  horizontal  from  this  figure  to  intersection 
with  the  diagonal  giving  the  determined  rate  of  "  Interest  and  Depre- 
ciation," in  this  example  16  per  cent  being  selected.      From  this 
intersection  follow  a  vertical  line  upward  to  the  top  scale  of  the  dia- 
gram, here  finding  the  value  of  L  \b  (i+d^  +  b'  {i  +  d^)]y  or  p.     The 
value  here  obtained  is  $270.00.    Connect  this  point  by  a  diagonal  with 
the  origin  at  the  lower  right-hand  corner.     From  Table  No.  77,  the 
value  of  X  was  found  to  be  260.    On  the  lower  horizontal  line,  marked 
"  Value  of  X,"  find  260.     At  this  point  erect  a  perpendicular  until  it 
intersects  the  diagonal  previously  drawn  from  the  point  on  the  top 
scale,  giving  the  value  of  fi  to  the  origin.     The  point  of  intersection 
of   the  vertical  and  this   diagonal   is,  evidently,  the  value  of  X//?. 
From  this  intersection  follow  a  horizontal  line  to  the  left,  until  the 
curve  C  is  intersected,  then  follow  a  vertical  downward  to  the  lower 
horizontal  scale  marked  "Value  of  5,"  here  finding  ^^  of  a  sq.  in. 
as   the   most   economical   value   of    the   cross-section   of    the   con- 
ductor. 
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ThougH  the  process  of  using  the  Tables,  as  here  described,  may 
seem  someAvhat  complicated,  experience  gained  from  the  solution  of 
hajf-a-dozen  examples  will  enable  the  operator  to  determine  the  most 
economical  cross-section  of  conductor  in  one-quarter  the  time  that  is 
Tequired  to  read  the  description. 

By  mea.ns  of  the  graphical  methods  thus  outlined,  the  designer 
nay  rapidly  determine  the  best  cross-section  for  the  conductors  of  a 
iransmission  plant  under  any  of  the  usual  limiting  conditions.  A 
careful  comparison  should  always  be  instituted  between  the  section 
thus  ascertained  and  that  indicated  by  each  of  the  various  other  gov- 
erning factors  that  enter  into  every  distributing  problem  ;  for  the 
most  economical  conductor  section  is  by  no  means  always  the  most 
advisable   one  to  employ. 

In  the  distribution  of  energy  by  means  of  electricity,  the  prin- 
ciples outlined  form  a  ground-work  sufficient  to  enable  the  designer 
*o  so  utilize  materials  and  energy  as  to  attain  the  desired  result. 
Facts  and  laws  are,  however,  like  tools,  the  value  of  the  product 
depending  largely  on  the  skill  of  the  workman. 


THE   END. 
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Connection  of  Underground  and  Aerial 

Systems 195-197 

Constant  of  Galvanometer 206 

Condensers 214-217 

Condensers,  Arrangement  of    .     .     215-217 
Condenser,  Measurement  of  Galvanom- 
eter Resistance  by 238-239 

Condenser,  Measurement    Battery   Re- 
sistance by 240 

Conductors 268 

Conductors,  Continuous  Current  .     268-310 
Continuous  Current  Conductors    .     268-310 
Conducting  Circuit,  Distribution  of  Po- 
tential in     276-281 

Conductance 281 

Conductance,  Graphical  Method  of  De- 
termining     281 

Conductors,  Heating  of 287 

Conductors,  Radiation  and  Convection 

from 288-290 

Convection 288-290 

Conductors,  Heating  of 293 

Concentric  Cables,  Heating  of  .  .  .  310 
Conduit  Cables,  Heating  of  ....  308 
Conductors    for   Alternating    Currents 

311-371 

Conductors,  Alternating 312 

Conductors    for    Alternating    Current, 

Skin  Effect  in 312 

Constant  Current  Circuits  with  Genera- 
tors and  Receivers  at  Fixed  Distances,  373 
Conditions,  Economical,  in  Series  Cir- 
cuits        376-377 

Conductors,  Equation  for  Cost  of  .  383-385 
Conduits,  Equation  for  Cost  of  .  .  .  384 
Conductor  Tables  for  Series  Circuits  38(^389 
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521  Constant  Current  Qrcuits  Embracing 
Generators  and  Receivers  at  Varying 
Distances 40] 

531  Conical  Conductors 411-41-J 

535-537  Conductors,  Cylindrical,  Parallel  Feed- 
ing            414-416 

538-539  Conical  Conductors,  Parallel    Feeding, 

416-413 

540-541  Conductors,   Cylindrical,  Anti-Parallel, 

-     418-420 

542-543  Conical  Conductors,  Anti-Parallel  Feed- 
ing            420-421 

579         Conductors,  Efficiency  of      .    .     .      446-447 

620         Conductors,  Buried,  Table  of    Heating 

Limits 472— 4T.1 

629         Conductors,  Aerial  and  Paneled,  Heat 

Limits  for 471-475 

663  Conductors,  Economy  in,  With  Trans- 
former Service 501 

676  Connection,  Polyphase  System,  Meth- 
ods of      611-513 

691  Concord  Plant 52-' 

694         Condnuous    Current,    Long    Distance 

Transmission  with' 524 

696  Construction      Line,    Long      Distance 

Transmission  for 525 

697  Conducting  Material  for  Transmission 

Sjrstems,  Relative  Amounts  .     .     526-527 

698  Conductors,  Cost 528-534 

700         Conduit,  Cost 533-634 

706         Consumption  Coal  per  Watt  Hour,    541-542 
711          Consumption  of  Gas  by  Gas  Engines    .  544 
718-738  Considerations,  Commerdal,  of  Trans- 
mission Problems 660-565 

146  Cooking,  Insurance  Regulations  for  .    .  134 

11  Copper  Wire 8 

11  Copper  Resistance,  Variations  in  .    .    >     9 

11  Copper  Wire,  Impurities  in 9 

12  Copper  Wire,  Table  of  Properties  of  .  H 
12  Copper  Wire,  Fall  of  Potential  in  .  .  12 
18  Copper  Wire,  Specifications  for  .  .  26-27 
13-18  Copper  Wire,  Resisunce  of  .  .  .  11-39 
20  Copper  Wire,  Tensions  in    ...    .   34-35 

144         Cord  Pendants,  Insurance  Regulations 

for 1« 

497         Cost  of  Laying  One  Additional  Ton  of 

Copper,  Table  of 390-391 

603  Cost  of  Plant  Minimum  to  obtain  Maxi- 
mum Income,  Design  for  .     .  '  .     393-3M 

698-738  Cost  of    Production  and  Distribution. 

628-667 

698         Cost,  Conductors 628-634 

700  Cost,  Conduit 533-634 

701  Cost    of    Telephone    and     Telegraph 

Lines 53tW537 

702  Cost  of  Railway  Unes    ....    637-638 

704         Cost,  Power  Stadons •  5W 

706         Cost  of  Producing  Energy    •    •    •    540-5*2 
706         Cost    of    Installing   and    Maintainiitg 

Steam  Plants  ....    540-«|i,  55W59 
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'T         Cost  of  Water-Power 6«^4M4 

~:<^71'2  Cost  of  Gas  Engines 644 

"^        Cost  of    Producing  Enei^  per  Kilo- 
Watt  Hour     .    • 546-660 

1J         Cost  of  Lighting  by  Wind-Power  .     545-646 
"14        Cost,  Actual,  of   Producing  Electrical 

Energy 647-649 

^4         Cost  of  Producing  Electricity  in   Eu- 
rope         547-^49 

"^'^         Cost     of     Producing     Electricity     in 

America S6(M»2 

7!r-738  Cost  of  Line,  Tabular  Calculation  for, 

660^667 

%         Cross-Anns 38 

^         Cross-Anns 73-74 

*^        Cross-Ann  Braces 74 

^         Cross-Arm  Bolts 74 

'2^         Cross- Arms,  Placing  of 76 

®        Cross-Arms,  Location  of 76 

''}t         Cross-Overs  and  Switches 112 

^'4         Crompton  System,  The    ....     162-164 

^        Crosses,  Localization  of 253 

S         Crushing  Strength,  Timber 43 

K        Curves,  Railway 106-106 

%        Curves,  Location  of 106-106 

K        Curve  Construction,  Right  and  Left .    .  106 

3«        Cunent  Unit 224 

:^3@  Current  Strength',  Measurement  of,  244-246 
^  Current  Strength  by  Ammeter  .  .  .  244 
3B        Current  Strength,  Measurement  of,  by 

Voltmeter 246 

^        Current    Strength,    Estimation   of,   by 

Differential  Galvanometer    ....  246 
^        Current   Strength,    Estimation   of,  by 

Slide  Wire  Bridge 246 

W        Current    Measurement   of    Alternating 

Grcuiu 257 

^  Currents,  Diphase,  Measurements  on  .  269 
^^^-379  Current,   Continuous,    Conductors  for, 

26ft^l0 
Sl^3S6  Current  Distribution  in  Branch  Circuits 

282-286 
3S  Current,  Strength  to  Heat  Wires  ...  293 
^        Curves,  Current  Strength  to  Heat  Wires 

293 

^        Cunents  in  Paneled  Wire 296 

^        Current  Density  in  Alternating  Current 

Circuits 312 

^  Current,  Constant,  Circuits  with  Gener- 
ators and  Receivers  at  Fixed  Dis- 
tances      373 

^       Current  Density,  Main  Circuit      .     374-376 
*^'^*MB  Csrves  and  Tabular  Data  for  Various 
Forms  of  Conductors,  PSuallel  Sys- 
tem         421-423 

^       Curves,  Station  Load 476-478 

^      Curves,  Load,  St.  James  Sution  .    476-478 
*^       Conent,  Mean  Annual,  Determinadon 

of 481 

**       Current,    Continuous,    Long   Distance 

Transmission  with 624 
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Ill         Cut-outs,  Automatic 120 

136         Cut-outs,  Insurance  Regulation  for  .    •  131 

635-637  Cylindrical  Conductors,  Parallel  Feed- 
ing       414-416 

640-641  Cylindrical    Conductors,    Anti-Parallel 

Feeding 418-420 

218         D'Arsonval  Galvanometer   .    .    .     204-205 
44  Dead-Ending 62-63 

251         Deflection,  Measurement  of,  Resisunce 

by 22».228 

266         Deflection,  Equal  Resistance  Galvano- 
meter by 237-238 

272         Deflection,  Resistance  Battery  by     .    .  240 

386  Definition  oi  H 316 

387  Definition  of  ^ 317 

287         Definition  of  m 316 

466         Density  Current,  Main  Circuit      .     374-376 

488-494  Depreciation  Rates 386-387 

687         Deptford  Plant 621 

469-471  Design  for  Heating  Limit  .  .  .  377-379 
472  Design  for  Mechanical  Strength  .  379-380 
473-474  Design    for    Minimum    First    Cost   of 

Line 380^1 

476         Design  for  Minimum  First  Cost  of  Sta- 
tion      381 

477-498  Design  for  Minimum  First  Cost  of  Plant 
and  Minimum  Cost  of  Maintenance 

and  Operation 381-389 

408         Design  to  Secure  Total  Minimum  First 

Cost  of  Installation 389^392 

600         Design  for  Accomplishment  of  Best  Ser- 
vice          391-392 

603         Design  for  Minimum  Cost  of  Plant  to 

Obtain  Maximum  Income      .    .    '303-^394 
616-619  Design  for  Series  Circuits     .    .     .     398-401 
667-660  Designs,  Special,  for  Three- Wire  Sys- 
tem      430-432 

68         Deuils,  Construction 75-76 

495  Determination  of  Factor  K  and  K'  .  .  29^ 
635  Determination  of  Mean  Annual  Current,  481 
633  Diagram,  Station  Loads  ....  477-479 
638         Diagrams,  Electric  Railway  Load,     483-484 

337  Dielectrics,  ResisUnce  of 273 

460         Dielectrics,  Character  of 371 

683         Dieu-le-Fit  and  Valreas,  Plants  at.    518^19 
254         Differential     Galvanometer,     Measure- 
ment of  Resistance  by 230 

286         Differerential   Galvanometer,  Measure- 
ment Current  Strength 246 

37         Dimensions  for  Anchor  Poles  .     .    .   63-67 

812         Diphase  Circuits,  Measurements  on  .    .  257 

1  Distribution  in  General 1 

1  Distribution  Methods 1 

2  Distribution  in  Series 2 

3  Distribution  in  Parallel 2 

6         Distribution,  Indirect .......      3 

109         Discriminating  Arrester 118 

343^349  Distribution  of  Potential  in  Conducting 

Circuit 276-281 

351-366  Distribution  of  Potential  and  Current 

in  Branch  Circuiu    .....     282-286 
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397         Discussion  of  Energy  Equation    .    .    .  324 
406-409  Discussion  of  Solution  of  Energy  Equa- 
tions for  Circuits  with  Capacity .     332-333 
407-406  Discussion  of  Energy  Equation  of  Cir- 
cuits Containing    Resistance,   Induc- 
tance, and  Capacity 333^336 

461-520  Distribution,  Series 372-Wl 

461  Distribution,  Series,  Origin  of  ...     .  372 

522-642  Distribution,  Parallel 402-487 

626-547  Distribution,  Methods  of  .  .  .  406-123 
634         Distribution    of    Potential    in    Parallel 

Circuits 412 

674         Distributing  Mains 443 

620-621  Distributing  Mains,  Calculation  of  4G7-468 
663  Distribution,   High  and  Low  Potential 

from  same  Station 494-495 

660  Distribution  Accumulator 499 

661-667  Distribution,    Methods   of,   by    Trans- 
formers    502-504 

670         Distribution  of  Insulated  Transformers, 

Efficiency  of 606-607 

678-694  Distance,  Long, Transmission  Plants, 516,525 
696-738  Distribution  and  Production,  Cost  of ,  528^567 
292         Divided  Charge  for  Measuring  Capacity, 

249-250 

415         Division  of  Vectors 337 

170  Dorset  Conduit,  The 147 

46  Dynamometers,  Wire 65 

46  Dynamometers 65 

229  Dynamometers,  Siemens 214 

75          Earth,  The,  as  a  Railway  Return  Circuit    82 
467          Economical   Conditions  in   Series  Cir- 
cuits        376-377 

663  Economy   in   Conductors    with    Trans- 

former Service     ........  501 

106  Edison  Lightning  Arrester 116 

196  Edison  System 178 

196         Edison  Mains 178-182 

196         Edison  Circuits 178-182 

30         Effect  of  Temperature 33-34 

193         Effect  on  Alternating  Current  Circuits 
of    Metallic   Conductors    and    Cable 

Sheaths 174 

336  Effect  of  Temperature  on  Resistance    •  272 

348  Effect  of  Leakage 280 

381  Effect  of  Inductance •    .  315 

399-400  Effect  of  Mutual  Inductance    .    .     326-327 

402-405  Effect  of  Capacity 329^351 

427  Effect  of  Capacity 346 

450-460  Effect  of  Adjacent  Bodies  on  Capacity  of 

Circuits 370-371 

379  Efficiency  of  Conductors      .     .     .     446-447 

670  Efficiency  of  Distribution  of  Insulated 

Transformers 506-507 

18          Electrical  Properties  of  Wire,  Specifica- 
tions for 30-31 

72         Electric  Railway  Circuits 77 

84-87    Electrolytic  Action 89-90 

142         Electric  Gas  Lighting,  Insurance  Regu- 
lations for    133 
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149         Electric  Railways,  Insarance    Regula- 
tions for      13Q 

188-193  Electric  Rail-v.iv  Conduits  .    .     .       109-174 
212-241  Electrical  Insirumenis     ....      19»-:223 

228         Electrostatic  Voltmeter 213 

241-028  Electrical       Measurement,       Methods 

of 223-267 

242  Electrical  Inductance 223 

243  Electrical  Quantity 223-224 

277-281  Electro-Motive     Force,     Measurement 

of 942-343 

281  Electro-Motive     Force,    Measurement 

of  by  Wheatstone  Method  ....  243 
288-292  Electrostatic    Capacity,    Measurement 

of 246-250 

290  Electrostatic    Capacity    by    Thomson's 

Method 248 

291  Electrostatic       Capacity      by      Goti*s 

Method 349 

292  Electrosutic     Capacity     by     Divided 

Charge,  Measurement  of  .    .     .     249-2riO 

317  Electrical  Railway  Testing 259 

371  Electric  Heating 297-298 

371  Electric  Heating,  Cost  of     .    .    .     297-298 

389  Electro-Motive  Force  due  to  Varying 

Field 318 

418  Electro-  M  oti ve  Forces ,  Composition  and 

Resolution  of 338-339 

419  Electrical  Properties  of  Simple  Circuits 

with  One  Resistance  and  One  Induct- 
ance in  Series 340-341 

425  Electrical    Properties,    Simple    Circuits 

with  Several  Resistances  and  Induct- 
ances in  Series 344-346 

426  Electrical  Properties  of  Simple  Circuits 

with  One  Resistance  and  One  Capacity 

in  Series 340-348 

428  Electro-Motive  Force  in  Simple  Circuits 
Containing  Resistance  and  Capacity  in 
Series,  Graphical  Solution  of     .    .    .  347 

430  Electrical  Properties  of  Simple  Circuits 

with  Several  Resistances  and  Capaci- 
ties in  Series 349 

431  Electrical  Properties  of  Simple  Circuits 

Containing    Resistance,     Inductance, 
and  Capacity  in  Series      .     .    .    349-3J0 

432  Electrical  Properties  of  Simple  Circuits 

with  Several  Resistances,  Inductances, 
and  Capacities  in  Series    .    .    .    ^0-331 

433  Electrical    Properties  of   Circuits  with 

ResistanceSj  Inductances,  and  Capaci- 
ties in  Multiple  Arc      ....    351-3r4 
638         Electric  Railway  Load  Diagrams.    483484 
638-642  Electric  Railway  Wiring.     .    .    .    483-4S7 
714          Electrical  Energy,  Actual  Cost  of  Pro- 
ducing         547-649 

714         Electricity  in  Europe,  Cost  of  Produc- 
ing      547-M9 

714         Electricity  in  America,  Cost  of  Produc* 

ing 551-«2 
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^  Soersy  Equation 318 

91  Energy,  Expcoditure  of,  in  Alternating 

Circuits 319 

a(7           Energy  Equation,  Discussion  of  .     .     .  324 
•*1C>-i07  Energy  Equation  for  Circuits  with  Ca- 
pacity, Solution  of 331-333 

Energy  Equation  for  Circuits  with  Ca- 
pacity. Discussion  of    ...     .     332-333 
Energy  Equation  of  Circuits  containing 
Resistance,  Inductance,  and  Capacity, 

Discussion  of 333-335 

Energy  Equation  of  Circuits  cotanining 
Resistance,  Inductance,  and  Ca- 
pacity           333-335 

Energy,  Cost  of  producing  .     .     .     540-^2 
Energy,    Cost  of  producing  per  Kilo- 
Watt  Hour 546-.5a) 

7H>-712  Engines,  Gas,  Cost  of 5&4 

711  Engines,  Gas,  Consumption  of  gas  in     .  544 

91  Equations  for  the  Catenary 32 

33           Equal  Deflection,  Measurement  of  Bat- 
tery Resistance 241 

Equation  of  Energy 318 

Equation,  Energy,  Discussion  of  .    .    .  324 
400  Equation  of  Energy,  General,  for  Mutual 

Inductive  Circuits 326 

480  Equation  for  Cost  of  Conductors  .     383-385 

4S3  Equation  for  Cost  of  Conduits  ....  384 

434-^135  Equivalent  Resistance  and  Inductance, 

Method  of 353-357 

560  European  Multiple  Wire  Systems     .     .  432 

714  Europe,  Cost  of  Producing  Electricity 

in 547-549 

522-525  Evolution  of  the  Parallel  System  .     402-406 
85  Examples  of  Electrolytic  Action  .     .   89-97 

77  Experiments  upon   the    Resistance  of 

Return  Circuits 84 

107  Expansion  Arrester,  Air 116 

156  Exterior  Wires,  Insurance  Regulations,  137 

619  Example  of  Street  Loading  .    .     .     466-467 

301  Expenditure  of   Energy  in  Alternating 

Circuits 319 

703  Expense  Oi)erating  Street  Railway     638-539 

496  Factor  K  and  K  \  Determination  of      .  387 

12  Fall  of  Potential  in  Copper  Wire  ...    12 

317  Fall  of  Potential,  Represenution  of,  278-279 

G90-504  Fall  of  Pressure  and  Necessary  Section 

in  Feeders 453-465 

602-693  Falls,  Niagara,  Plant 523-624 

84         Famham's,  I.  H.,  Experiments  on  Elec- 
trolytic Action 87-88 

187         Farranli,  Circuits,  Th 182-183 

197  Farranti  Mains 182-183 

233-301  Faults,  Localization  of    ...    .     250-254 

293-301  Faults  in  Line 250-254 

297  Faults,  Line,  Loop  Test  for  ....  252 
297  Faults,  Line,  Murray's  Method  for  .  .  252 
296  Faults,  Line,  Varley  Method  for  .  .  .253 
03  Feed  Wire  Insulators  and  Pole  Tops,  97-99 
S33         Feeding,  Anti-Parallel 412 
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636-637  Feeding,   Parallel,  Conical  Conductors 

416-418 

538-638  Feeding,   Parallel,  Conical  Conductors 

416-418 

640-641  Feeding,  Anti-Parallel,  Cylindrical  Con- 
ductors         418-420 

512^543  Feeding,  Anti-Parallel,  Conical  Con- 
ductors     420-421 

663-667  Feeder  and  Main  System     .     .     .     435-139 

673  Feeders,  Location  of  Center  of  Distri- 
bution      443 

676-678  Feeders,  Calculation  of    ...    .     444-446 

678  Feeds,  Best  Number  of 446 

690-^594  Feeders,  Necessary  in  Section  and  Fall 

of  Pressure 453-465 

623  Feeds,  Calculation  of 469 

668  Feeder  and  Main  System  with  Trans- 

former     504 

207         Felten-Guilleaume    Cable,    Telephone 

191-192 
384  Field,  Magnetic,  Due  to  Current  .  .  .316 
221  Figure  of  Merit  of  Galvanometer       .    .  206 

17  Fire,  Inspection  of 24-26 

115-162  Fire  Underwriters,  Regulations    .     125-140 
156-160  Fire   Underwriters,  Rules  of   National 

Board 137-139 

473-474  First  Cost  of  Line,  Design  for  Minimum 

380-381 
68  Fittings,  Iron  and  Steel 74 

669  Five- Wire  Systems 432 

141  Fixture  Work,    Insurance    Regulations 

for 133 

16  Flexible  Wire,  Insulated      ....    18-21 

16  Flexible  Cable 18-10 

16  Flexible  Cable,  Tables  of    ...  23,  19-21 

43  Fluid  Insulators 62 

389  Force,  Electro-Motive,  Due  to  Varying 

Field 318 

206         Fowler- Waring  Telephone  Cable  .     190-191 

685  Frankfort- Lauffen  Plant 619 

137          Fuses,  Insurance  Regulations  for      .    •  132 
372-376  Fuses    299-306 

373  Fuse  Wire,  Length  and  Carrying  Ca- 

pacity       303 

374  Fuse  Wires,  Lead  and  Tin 305 

14  Galvanizing 13,  16,  31 

14  Galvanized  Wire 13-16 

50  Galvanizing  of  Iron  Fittings     ....    74 

217-226  Galvanometer 203-204 

217  Galvanometer,  Thomson 203 

218  Galvanometer,  D'Arsonval  .    .     .     204-206 

219  Galvanometer,  Ballistic    ....     205-200 

220  Galvanometer,  Constant 206 

SS21  Galvanometer,  Figure  of  Merit  of     .     .  206 

225  Galvanometer  Shunts 208-200 

266  Galvanometer  Resistance,  by  Equal  De- 

flection     237 

267  Galvanometer  Resistance      .     .    .     237-238 
267-268  Galvanometer    ResisUnce    by    Wheat- 
stone  Bridge 238 
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Galvanometer  Resistance  by  Condenser 

238-239 
Galvanometer  Resistance,  Measurement 

by  Deflection 240 

Gas 168-169 

Gas  Engines,  Cost  of 534 

(^as  Consumed  by  Gas  Engines    .     .    .  544 

Gauges,  Wire 6-25 

Gauges,  Wire,  Relation  between  ...      7 

Gauge,  Micrometer 25 

Generator  or  Motor,  Insurance  Regula- 
tions for 125 

General  Equation  of  Energy  for  Mutu- 
ally Inductive  Circuits 328 

Generators  and  Receivers  at  Fixed  Dis- 
tances, Constant  Current  Qrcuits  .    .  373 
Generators  and   Receivers   at   Varying 
Distances,  Constant  Current  Circuits, 

embracing 401 

General  Design  for  Conducting  System 

in  Multiple  Arc 463-472 

German  Silver  Wire  for  Rheostats    ...  299 
Glover  Cables,  Telephone   .    .    .     189-190 

Good  Conductor 268 

Gott's  Method  for  Electrostatic  Ca- 
pacity       249 

Graphical  Representation  of  Fall  of  Po- 
tential in  Conducting  Circuit      .     278-279 
Graphical  Method  for  Determining  Con- 
ductance       281 

Graphical  Methods 335 

Graphical  Solution  of  Electro-Motive 
Force  in  Simple  Circuits  Containing 
Resistance  and  Capacity  in  Series  .    .  347 

Ground  Wire  Construction 80 

Ground  Indicators 219-221 

Ground  Indicators  for  Alternating  Cur- 
rent         220-221 

Ground    Resistance,    Measurement    of 

236-237 
Gutta-Percha,  Resistance  of     ....  274 

Guying 4&-46 

Guy  Stubs,  Anchor 73 

Guy  Rods 75 

Guy  Rope 75 

Hard  Drawing 4 

Harmonic  Motion 320-322 

//,  Definition  of 316 

Healing,  Insurance  Regulations  for  .     .  134 

Heads  for  Cables 197 

Healing  of  Conductors 287 

Heating  of  Bare  Wires  Freely  Sus- 
pended     288 

Heating  Power  of  Current 293 

Heating  of  Conductors 293 

Heating  of  Insulated  Wire 296 

Heaters 296 

Heating  of  Insulated  Cables     .    .     306-310 

Heating  of  Aerial  Cables 309 

Heating  of  Concentric  Cables  ....  310 
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302-307 

326 

382 
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Heating  Limit.  Design     ....     3T7-^I 
Heating  Limits,  Table  of.  Buried  Con- 
ductors     472.474-47;! 

Heat  Limits  for  Aerial  or  Paneled  Con- 
ductors     471-472,473 

Height  of  Poles ^ 

Heilbronn-Lauffen  Plant 5M 

Hermann    Beaded    Cable,    The,   Tele- 
phone       192-133 

High  Potential  Wires,  Insurance  Regu- 
lations for 138 

High  Resistance  Arresters 114 

High  Resistance,  Measurement  of,    232-235 
High  and  Low   Potential  Distribution 

from  Same  Sution 494-495 

Hours  of  Lighiini;.  Table  of     ....  395 

Hours,  Service.  Table  of 385 

Hours,  Lamp,  Number 46* 

Humming  of  Wires 69-70 

Indirect  Distribution 3 

Indicators,  Ground 220-221 

Indicators,  Ground  for  Alternating  Cur- 
rent         230-221 

Inductance,  Electrical 223 

Inductance,  Measurement  of    .    .     254-256 

Inducunce  of  Aerial  Lines 2@ 

Inductance 312 

Inductance 315 

Inductance,  Variable 344 

Inductance,  Effect  of       315 

Inductance    and     Resistance,    Circuits 

Containing 324-325 

Inducunce,  Mutual,  Effect  of  .  .  326-327 
Inductance,  Coefficients  of  .  .  .  327<^329 
Inductance  and  Resistance  Equivalent, 

Method  of 353-357 

Inductance,   Resistance,  and  Capadtv, 

Circuits  Containing 3fi>-o71 

Inflexible  Conduits Ifl) 

Inferred  Zero       207 

Impedance 3^ 

Impedance  Tables 3S) 

Impedance  Tables  for  Grcuiis  Conttin- 
taining  Resistance  and  Inductance,  36(^-365 

Impurities  in  Copper  Wire 9 

Innsbruck  Plant      516 

Introduction 1 

Introduction  of  Circuits,  The    .    .    167-168 

Insulated  Wire 17 

Insulated    Wire,    Table    of    Weights 

of 19-21 

Insulator,  Bamboo  as  an 17 

Inspection **-25 

Insulators W^ 

Insulators,  The  Value  of     ....  ®^ 
Insulators  and  Insulating,  Power  of  .  GO-61 

Insulators,  Fluid ®' 

Insulators,  Oil ® 

Insulators 75 

Insulators  for  Feed  Wire     .   •   .   •  97-W 
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128 

129 

130 

131 

132 
:33 
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135 

136 
137 
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139 
140 

140 
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142 

143 
143 
144 
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146 
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Insulators,  Trolley 98-104 

Insulators,  Strain 107 

Insulators,  Railway  Section  ....  109 
Insurance  Regulations  for  Circuits,  125-140 
Insurance  Regulations  for  Light,  Heat, 

or  Power  Circuits 125 

Insurance  Regulations  for  Generator  or 

Motor 125 

losuvance  Regulations  for  Care  and  At- 
tendance       125 

Insurance     Regulations    for     Conduc- 
tors      126 

Insurance     Regulations     for     Switch- 
boards      126 

Insurance    Regulations    for   Resistance 

Boxes 126 

Insurance  Regulations  for  Lightning  Ar- 
resters      126 

Insurance  Regulations  for  Testing     .     .  127 
Insurance  Regulations  for  Arc  Circuit 

Conductors 127 

Insurance     Regulations      for      Service 

Blocks 127 

Insurance  Regulations  for  Interior  Con- 
duits   128 

Insurance  Regulations  for  Arc  Lamps  .  128 
Insurance  Regulations  for  Low  Pressure 

Circuits 129 

Insurance  Regulations  for  Outside  Aerial 

Conductors 129 

Insurance  Regulations  for  Underground 

Conductors 129 

Inside  Wiring,   Insurance    Regulations 

for 129 

Insurance  Regulations  for  Sizes  of  Con- 
ductors     129 

Insurance  Regulations  for  Cleat  Work  .  130 
Insurance  Regulations  for  Metal  Staples,  130 
Insurance  Regulations  for  Special  Wir- 
ing       130 

Insurance  Regulations  for  Interior  Con- 
duit     131 

Insurance  Regulations  for  Cut-Outs  .  .  131 
Insurance  Regulations  for  Fuses  ...  132 
Insurance  Regulations  for  Srntches  .  .  139 
Insurance  Regulations  for  Motors  .  .  133 
Insurance   Regulations  for  Alternating 

Current  Systems 134 

Insurance  Regulations  for  Arcs  on  Con- 
stant Potential  Cirxniits 133 

Insurance     Regulations     for     Fixture 

Work 133 

Insurance  Regulations  for  Electric  Gas 

Lighting 133 

Insurance  Regulations  for  Pendants  .    .  134 
Insurance  Regulations  for  Sockets    .    .  134 
Insurance    Regulations  for  Cord   Pen- 
dants   134 

Insurance  Regulations  for  Heating  .  .  134 
Insurance  Regulations  for  Cooking  .    .  134 
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146  Insurance  Regulations  for  Convection    .  134 

147  Insurance  Regulations  for  Primary  Con- 

ductors     135 

148  Insurance    Regulations    for    Secondary 

Conductors 135 

149  Insurance  Regulations  for  Electric  Rail- 

ways    136 

149  Insurance   Regulations  for  Power  Sta- 

tions    135 

150  Insurance  Regulations  for  Railway  with 

Ground  Return 135 

151  Insurance  Regulations  for  Trolley  Wires,  136 

152  Insurance  Regulations  for  Car- wiring     .  136 

153  Insurance  Regulations  for  Lighting  and 

Power  Wires 136 

154  Insurance  Regulations  for  Batteries  .     .  136 

155  Insurance   Regulations  for  Miscellane- 

ous       137 

156  Insurance   Regulations  for  Capacity  of 

Wire 137 

157  Insurance    Regulations    for    Joints    of 

Wires 137 

158  Insurance     Regulations     for     Exterior 

Wires 137 

169          Insurance  Regulations  for  Wires  Enter- 
ing Buildings 138 

160  Insurance  Regulations  for  High  Poten- 

tial Wires l.« 

161  Insurance     Regulations     for     Outside 

Wires 130 

162  Insurance  Regulations  for  Inside  Wires,  139 

200  Insulation,  Paper 185 

212-241  Instruments,  Electrical     ....     198-223 
226  Instruments,  Weston,  The   .     .     .     209-211 

258-261  Insulation     Resistances,    Measurement 

of 234-236 

261  Insulation  Resistance 234-236 

342  Insulators,  Resistance  of 276 

369          Insulated  Wires,  Heating  of     ....  296 
369          Insulated  Wire  Freely  Suspended,  Heat- 
ing of  295 

375-379  Insulated  Cables,  Heating  of    .     .     306-310 
498  Installation,   Design    to    Secure   Total 

Minimum  First  Cost  of  .  .  .  389-392 
626-629  Inside  Wiring,  Calculation  of  .  .  470^71 
670         Insulated  Transformers,  Efficiency  of. 

Distribution  of 606-507 

706  Installing     and      Maintaining      Steam 

Plants,  Cost  of     .     .     .    540-^1, 656-659 
8  Iron  and  Steel  Wire,  Properties  of    .    .      6 

8-18    Iron  and  Steel  Wir«,  Strength  of  .    .      5-^1 
18         Iron  Wire  Specifications,  British  Post- 

Office 28 

18  Iron  Wire  SpeciAcatious 30 

18  Iron  Wire,  Mechanical  Properties  of     .    31 

20  Iron  and  Copper  Wire,  Line  Tensions 

in 34^36 

37  Iron  Anchor  Poles 47 

37  Iron  Top  Poles 48-76 

68  Iron  and  Steel  Fittings 74 
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68  Iron  Fittings,  Galvanizing  of    ....    74 

91  Iron  Poles 93-96 

168          Iron  Pipe  Conduit  in  Asplialt  Concrete,  145 
370          Iron  Wire  RheosUts,  Safe  Current  for  .  297 
85          Jackson,  D.  C,  Experiments  on  Electro- 
lytic Action 88 

47-49    Joints  in  Wire 66-68 

49  Joints,  Strength  of 67-68 

157  Joints  of  Wires,  Insurance  Regulations 

for 137 

176  Johnstone  Conduit,  The  ....  156-157 
209-210  Joints  and  Splices  for  Cables  .  .  193-195 
184         Junction    Boxes    for    Street    Railway 

Feeds 166 

357  Joule's  Uw 287 

177  Kennedy  Conduit 157 

234  Keys 218 

228  Kelvin  Voltmeter 213 

249  Kirschhoff's  Laws 225-226 

37  Lattice  Top  Poles 48-57 

91  Lattice  Pole,  Railway 94 

249  Laws,  KirschhofiE's 225 

248  Law,  Ohm's 226 

342  Leakage,  Line 274-276 

348  Leakage,  Effect  of 280 

374  Lead  and  Tin  Fuse  Wire 305 

192  Lenox  Avenue  Railway  Conduit  .     173-174 

66  Lightning  Rods 75 

102-113  Lightning  Arresters 113-123 

112  Lightning  Arresters  for  Cables      .     .    .  122 

113  Lightning  Arresters  for  Switchboards    .  123 
116  Light,  Heat,  or  Power  Circuits,  Insur- 
ance Regulations  for 125 

122  Lightning  Arresters,  Insurance  Regula- 

laiions  for 126 

163  Lighting  and  Power  Wires,  Insurance 

Regulations  for 136 

20  Line    Tension   for    Iron    and    Copper 

Wire 34-36 

21  Line  Construction 36 

22  Lines,  Aerial 36 

29         Lines,  Stresses  in 40-41 

68         Line  Fittings 74 

96         Line  Work,  Railway 101 

99         Line  Sections,  Railway 109 

101  Line  Crossings,  Railway Ill 

263-264  Line  Resistance,  Measurement  of,  236-237 
293-301  Line  Faults,  Localization  of     .    .     250-264 

296  Une  Faults  by  Overlap  Method  ...  251 
300  Line  Crosses,  Localization  of  .  .  .  .  253 
342  Line  Leakage 274-276 

96  Location  of  Curves 105-106 

96         Location  of  Railway  Curve  Guy  Poles  .  106 
293-301  Localization  of  Faults     ....     250-264 

300         Localization  of  Crosses 253 

45         Loops 63 

297  Loop  Test  for  Line  Faults 252 

261         Loss  of  Charge,  Resistance,  Measure- 
ment by 234 

191  Love  Railway  Conduit     ....     172-173 
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128          Low  Pressure  Circuits,  Insurance  Regu- 
lations for 1:2S 

282  Lumsden's    Method,   Measurennent   of 

EM.F. aM 

282  Lumsden's    Method,   Measurement    of 

Potential 244 

614  Lamp  Cut-outs 398 

614  Lamps,  Ratio  of  Number  Installed  to 

Number  Actually  Lighted     .     .     .     .  44yl 

616  Lamp  Hours,  Number 4^ 

666  Lamps,  Arc,  Transformers  for ....  503 

685  Lauffen-Frankfort  Plant 519 

686  Lauffen,  Heilbronn  Plant 51.<) 

404  Lighting,  Table  of  Hours  of     ....  395 

469-471  Limit,  Heating,  Design    ....     377-379 
473-474  Line,  Design  for  Minimum   First  Cost 

of 3S0-3M 

095  Line  Construction  for   Long   Distance 

Transmission 525 

727-738  Line,  Cost  of.  Tabular  Calculations  for 

560-567 
713  Lighting  by  Wind-Power.  Cost  ol,  b^S>-^A6 
702  Lines,  Railway,  Cost  of  .  .  .  .  537-338 
701  Lines,  Telephone  and  Telegraph,  Cost 

of 535-537 

654  Leonard  System  of  Motor  Regulation    .  495 

638  Load,  Electric  Railway,  Diagrams,    483-4»4 

637         Lamps,    Arc,    on    Constant     Potential 

Circuits 482 

633         Loads,  Station,  Diagrams    .    .    .    477-479 
633  Load  Curves,  St.  James  Sution   .    476-478 

633         Load,  Station,  Curves      ....    476-J78 

633-636  Loads,  Station 476-482 

629         Limits,  Heat,  for  Aerial  and  P&neled 

Conductors 471-472,475 

620         Limits,  Table  of  Heating,  Buried  Coo- 

ductors 472-475 

604         Loads,  Calculation  of 3^ 

619  Loading,  Street,  Example  of    .    .     466-W7 

617-820  Loads,  Street 464-t67 

465         Location  of  Station 374 

673         Location  of  Feeders  and  Center  of  Dis- 
tribution       ^ 

668^72  Location,  Central  Station     .    .    .     439-442 

627  Loop  System 408-410 

628  Loop,  Spiral «<> 

678, 694  Long    Distance    Transmission    Plants 

516,  625 

980         Long  Distance  Circuit,  Typical    ...  517 

694  Long  Distance  Transmission  with  Con- 

tinuous Current '* 

695  Long  Distance  Transmission  Une,  Con- 

struction for ^^ 

17  Machines,  Testing 24-25 

676  Machines,  Polyphase  .    .    .    .    •    5^^^^ 

106  Magnetic  Blow-out  Arrester    .    •    •    *  ^'^ 

73-74  Methods  of  Rail  Bonding    ....  *^ 

235  Magneto 218 

384  Magnetic  Field  Conduit  and  Curreni    .  -''^ 

384  Magnetic  Field  Due  to  Current    .    .    •  3^^ 


INDEX. 


579 


tIT.  PACK. 

'^         Maim,  Edison 178-182 

\r^  Mains,  Farnmti 182-183 

^         Main  Circuit,  Current  Density      .    374-376 
3SKM7  Main- and  Feeder  System  .     43&-439 

^4         Mains,  Distributing 443 

i»-Sn  Mains,  Distributing,  Calculation  of,  4e7-468 
<l%         Main  and  Feeder  System,  with  Trans- 
formers   504 

'         Manufacture,  Wire 4 

A         Manholes 163-165 

^         Matthteson's  Standard 271 

'.'A         McDonald,  The,  Conduit 143 

«         Mclntire  Splices 66-67 

O         Mclntire  Joints,  Strength  of    ....    68 
G>         Mean    Annual  Current,  Determination 

of 481 

9\.         Means  of  Accumulators,  Regulation  by, 

490-500 
£1-377  Measurement  of  ResisUnce      .    .     '2S&-2XL 
21         Measurement  of  Resistance  by  Deflec- 
tion         226-228 

£1         Measurement  of  Resistance  by  Wheat- 
stone  Bridge 228-229 

:Z4         Measurement  of  Resistance  by  Differ- 
ential Galvanometer 230 

^        Measurement  of   Resistance    by  Volt- 
meter       230 

S>r        Measurement  of  Small  Resistance,    231-232 
^        Measurement  of  Resistance  by  Voltme- 
ter and  Ammeter 23(^231 

2^-382  Measurement  of  High  Resistance,     232-236 
-A-2S9  Measurement    of    Resistance   by  Volt- 
meter           232-234 

^         Measurement,   Resistance  by,  Loss  of 

Charge 2M 

)B-26I  Measurement  of  Line  Resistance  .  236-237 
^  Measurement,  Ground  Resistance  .  .  23? 
267        Measurement  of  Battery  Resistance  by 

Voltmeter 239 

20  Measurement  of  Battery  Resistance  .  .  239 
St        Measurement  of  Battery  Resistance  by 

Condenser 240 

^        Measurement  of  Battery  Resistance  by 

Equal  Deflection 241 

^-2n  Measurement  of  Potential  .  .  .  212-244 
.17-281  Measurement  of  Electro-Motive  Force, 

242-243 
^^        Measurement  of  Potential  by  Weston 

Voltmeter 242 

^  Measurement,  Electro-Motive  Force  .  243 
^        Measurement   of    Potential  by   Lums- 

den's  Method 244 

^^^  Measurement,  Current  Strength    .     244-246 
^        Measurement,  Current  Strength  of  Am- 
meter       245 

^       Measurement,  Current  Strength,  Differ- 
ential Galvanometer  Method      .     .    .  246 
"^^^^91  Measurement,    Electrostatic   Capacity, 

246-250 
^       Measurement  of  Self-InducUnce  ...  265 
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904         Measurement  of  Inductance  by  Means 

of  Alternating  Currents 256 

306-307  Measurement,  Mutual  Inducunce,  265-266 
307         Measurement   of    Mutual    inductance, 

Coefficients  of 266 

308-316  Measurements  on  Alternating  Current 

Circuits 267-260 

306         Measurement    of   Alternating   Current 

Potential 207 

300         Measurement  of  Current  in  Alternating 

Circuits 267 

310  Measurement  of  Power  in  Alternating 

Circuits,  The 267-258 

310  Measurement  of  Power  in  Alternating 

Current  Circuits,  Two  Voltmeters  .    .  258 

311  Measurement  of  Power  in  Altematiug 

Current  Circuits  by  three  Ammeters  .  258 
312-316  Measurements   on    Polyphase  Current 

Circuits 257 

312  Measurements  on  Diphase  Circuits  .     .  267 
321-325  Measurement     of     Aerial     Line     Ca- 
pacity          263-265 

326         Measurement    of     Inductance,    Aerial 

Lines 265 

328         Measurement    Mutual    Inductance    on 

Transmission  Lines 267 

18        « Mechanical  Properties  of  Wire     ...    29 

18         Mechanical  Properties,  Iron  Wire     .    .    31 

106         Mechanical  Magnet  Arrester    .         .    .  116 

472         Mechanical  Strength,  Design  for  .    379-380 

630         Mechanical  Methods 471-475 

1  Methods  of  Distribution 1 

24  Methods  of  Preserving  Poles    ....    37 

106  Metal  Arresters,  Non-arcing  ....  117 
133         Metal    Staples,  Insurance   Regulations 

for 130 

193  Metallic  Conduit  and  Cable  Sheaths  for 

Alternating  Currents 174 

241-328  Methods      of       Electrical       Measure- 
ment       223-267 

410         Methods,  Graphical 335 

434-435  Methods  of  Equivalent  Resistance  and 

Inducunce. 353-357 

526^7  Methods  of  Distribution  ....  406-423 
660-581  Methods  of  Regulation     ....     447-453 

630         Mefhods,  Mechanical 471-475 

664-667  Methods    of    Distribution    by    Trans- 
formers   502-504 

675         Methods     of    Connection,    Polyphase 

System 511-513 

17  Micrometer  Gauge .25 

473-474  Minimum   First  Cost  of   Line,  Design- 

for 380-381 

476         Minimum  First  Cost  of  Station,  Design 

for 381 

477-498  Minimum  First  Cost  of  Plant  and  Mini- 
mum Cost  of  Maintenance  and  Opera- 

tion,  Design  for 381-388 

503         Minimum  Cost  of  Plant  to  Obtain  Maxi- 
mum Income,  Design  f or  .    .    .     393-394 
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166         Miscellaneous,    Insurance   Regulations 

for 137 

643-a97  Miscellaneous  Methods    ....     488-G27 

4         Mixed  Systems 2 

139  Motors,  Insurance  Regulations  for  .  .  133 
392-383  Motion,  Harmonic 3a)--322 

661  Motor  Transformers 434 

644-653  Motor  Transformers 488^96 

662  Motor  Transformers,  Running  and  Feed- 

ing in  Series 493-494 

664  Motor  Regubtion,  Leonard  System  of  .  496 
64»-561  Multiple  Wire  Systems  ....  423-434 
664-<S60  Multiple  Series  Systems,  Modifications 

of  Three- Wire  System  ....  428-432 
660  Multiple  Wire  Systems,  European  .  .  432 
662         Multiple  Wire  Systems,  Relative  Areas 

covered  by 435 

613-630  Multiple  Arc,  General  Design  for  Con- 
ducting System  in 463-472 

297  Murray's  Metliod  for  Line  Faults  .  .  252 
306-307  Mutual       Inductance,        Measurement 

of 256-2r)6 

328         Mutual    Inductance    on    Transmission 

Lines 267 

399-400  Mutual  InducUnce,  Effect  of  .  .  326-327 
400         Mutually    Inductive    Circuits,    General 

Equation  of  Energy  for 326 

414         Multiplication  of  Vectors 337 

433  Multiple  Arc,  Circuits  containing  Re- 
sistances, Inductances,  and  Capacities 

in 351-364 

436  Mutual  Inductance,  Properties  of  Cir- 
cuits containing 357-360 

466         Multipliers  to  Transform  E.  S.  C.  G.  S. 

Units  into  E,M,F,^  Table  of  ...  368 
116         National    Electric    Light    Association, 

Sundard  Rules  of 126 

161-162  New  England  Insurance  Exclunge, 
Standard  Rules  for  Electrical  Con- 
struction and  Operation    .    .    .     139-140 

602-693  Niagara  Falls  Plant 523-524 

108  Non-arcing  Metal  Arresters  .  .  .  .117 
100         Non-ardng  Wurtz  Continuoys  Current 

Arrester 119 

614  Number  of  Lamps  Installed  to  Lamps 

Actually  Lighted,  Ratio  of    ...    .  464 

616         Number  Lamp  Hours 464 

43         CMl  Insulators 62 

215         Ohm-meter 202-203 

254  Ohm-meter,  Measurement  of  Resist- 
ance     230 

218         Ohm's  Law 225 

332         Ohm's  Law 269 

703  Operating  Expense  Street  Railway,  638-639 
461  Origin  of  Series  Distribution     ....  372 

128         Outside  Aerial  Conductors,   Insurance 

Regulations  for 129 

161  Outside  Wires,  Insurance   Regulations 

for 139 

296         Overlap  Method  for  Line  Faults  ...  251 
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622-642 
622-525 
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361-356 

143 

27 

62 

91 
168-169 
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678-694 

682 

683 

684 

686 

686 

687 

688 

689 

690 

691 

691 

G02-683 

186 

23 

23 

21 

25 

28 

33-35 

36 

37 
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Paneled  Wire 12 

Paneled  Wire,  Carrying  Capacity  of  .  .  1*2 
Paneled  Wire,  Safe  Current  for  .  .  .  2i>4 
Paneled  Wires,  Current  in  ...  .  .  23^ 
Paneled  and  Aerial  Conductors,  Heat 

Limits  for 471— 47i5 

Paper  Conduit •    14-4 

Paper  Insulation •      .    185 

Paper  Cables 136 

Pisrallel,  Distribution  in  ....     .      .        1? 

Parisian  Conduits .   159 

Parallel    Wires,    Capacity    of   Circuits 

Modified  by 370-^f7i 

Parallel  Distribution 408— 437 

Parallel  System,  Evolution  of  .    .     402-406 
Parallel   Feeding,  Cylindrical  Conduc- 
tors      414-416 

Parallel   Feeding,  Conical  Conductors, 

41»-4  iS 
Parallel  System,   Curves  and  Tabular 
Data  for  Various  Forms  of  Conductors, 

421-423 
Patterson  Cable,  Telephone     .    .     188-189 
Potential  Distribution  in  Branch  Cir- 
cuits         282-286 

Pendants  and  Sockets,  Insurance  Regu- 
lations for .  134 

Pins 39 

Pins 74-76 

Pipe  Poles M-SG 

Pipe  Conduits 144-147 

Placing  of  Cross-Arms 38-39 

Placing  of  Cross-Arms 76 

Plant,  Design  for  Minimum  First  Cost 
of  and  Minimum  Cost  ci  Maintenance 

and  Operation 381-389 

Plants,  Transmission,   Long    Distance, 

6I6-6S5 

Plant,  Innsbruck 518 

Plants  at  Valreas  and  Dieu-le-Fit,     618-619 

Plant,  Cassell,  The 619 

Plant,  Frankfort-LaufFen 619 

Plant,  Heilbronn-Lauffen 619 

Plant,  Deptford 521 

Plant,  Pomona,  The fiSl 

Plant,  Redlands,  The  .......  622 

Plant,  Portland 022 

Plant,  Telluride 022 

Plant,  Concord 522 

Plant,  Niagara  Falls    .....    623-624 
Pneumatic  Rodding    .......  167 

Poles 3S-S: 

Poles,  Wooden 36-87 

Poles,  Methods  of  Preservatioa    .    .   37-38 

Poles,  Height  of 38 

Pole  Tops 40 

Pole  Strengths,  Calculations  for  .     .41-46 
Poles,  Methods  of  Guying    ....   45-46 

Poles,  Anchor 47-57 

Poles  with  Iron  Tops  j.    .    .    .    .    .    48-57 
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Ptole  Setting 68 

Pole  line  Specifications 72-76 

Poles 73 

Poles,  Railway 90-97 

Poles,  Iron 93-95 

Pole,  Center,  Construction 96 

Pole  Tops,  Feed  Wire  Insulators      .    97-90 

Pole  Tops .    .    • 97-99 

Polyphase  Current  Circuits,  Measure- 
ments on 257 

Polyphase  Transmission  ....    508-616 
Polyphase  System,  Methods  of  Connec- 
tion     511-513 

Polyphase  Machines 513-515 

Pomona  Plant,  The 621 

Ponable  Testing  Sets 200 

Portland  Plant 522 

Potential,  Measurement  of  .     .    .     242-244 
Potential    in  Alternating  Current  Cir- 
cuits, Measurements  of 257 

Potential  in  Conducting  Circuit    .     276-281 
Potential  and  Current,  Distribution  of 

in  Branch  Circuits 282-286 

Potential  in  Parallel  Circuits,  Distribu- 
tion of     412 

Potential,  High  and  Low,  Distribution 

from  Same  Sution 494-495 

Power  Circuits ?2-76 

Power  Stations,  Insurance  Regulations 

for 136 

Power  Circuits 185-186 

Power,  Unit  of 224 

Power  in  Alternating  Current  Circuits, 

Measurement  of 257-268 

Power,    Measurement    in    Alternating 

Current  Circuits  by  Two  Voltmeters  .  268 
Power,    Measurement    in    Alternating 
Current  Circuits  by  Three  Ammeters,  258 

Power  Stations,  Cost 640 

Power,  Water,  Cost  of     ...    .     642^544 
Power,  Wind,  Cost  of  Lighting  by,     645-546 
Pressure,  Fall  of,  and  Necessary  Sec- 
tion in  Feeders 453-455 

Primary  Conductors,  Insurance  Regu- 
lations for 135 

Properties  of  Wire 4 

Properties  of  Iron  and  Steel  Wire    .     .      5 
Properties  of  Silicon  Bronze  Wire    .    12-16 

Properties  of  Copper  Wire 11 

Properties  of  Flexible  Cables  .    .  23,  19-21 
Properties  of  Iron  Wire,  Mechanical  31 
Properties,  Electrical,  of    Simple  Cir- 
cuits with  One   Resistance  and  One 
Inductance  in  Series     ....     340-341 
Properties,  Electrical,  Simple  Circuits 
with  Several  Resistances  and  Induc- 
tances in  Series    344-346 

Properties,  Electrical,  of  Simple  Qr- 
cnits  with  One  Resistance  and  One 
Capacity  in  Series 346-348 
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Properties,  Electrical,  of  Simple  Cir- 
cuits with  Several   Resistances   and 

Capacities  in  Series 349 

IVoperties,  Electrical,  of  Simple  Cir- 
cuits Containing  Resistance,  Induc- 
tance, and  Capacity  in  Series  .  349-<360 
Properties,  Electrical,  of  Simple  Cir- 
cuits with  Several  Resistances,  In- 
ductances, and  Capacities  in   Series, 

360-^1 
Properties,  Electrical,  of  Circuits  with 
Resistances,  Inductances,  amd  Capa- 
cities in  Multiple  Arc    ....     361<"364 
Properties  of  Circuits  Containing  Mu- 
tual Inductance 367-360 

Production    and  Distributing,  Cost  of, 

528-567 
Producing  Eiiergy,  Cost  of  .    .     .     540-542 
Producing   Energy,  Cost  of,  per  Kilo- 
Watt  Hour 546-660 

Problems,  Transmission,   Commercial, 

Considerations  of 530-565 

Quantities,  Vector 335 

Radiation  and    Convection  from  Con- 

ductora 288-2S0 

Radiation 288-280 

Railway  Circuits 77 

Railway  Return  Circuit 77-00 

Rail  Bonding,  Methods  of    ...    .    80-82 

Rail  Bonding 80-82 

Railway  Return  Wire 80 

Ralls  as  Railway  Return  Circuit  .  .  82-84 
Railway  Return  Circuit,  the  Earth  as  a,    82 

Rail  Circuit,  Resistance  of 84 

Rail  Welding 84 

Railway  Joints,  Cast  Connection  of  .    .    85 

Railway  Bondsj  Size  of 86 

Railway  Poles 90-97 

Railway  Construction,  Center  Pole  .  .  91 
Railway  Span  Wire  Construction  .     .    92-93 

Railway  Lattice  Pole 94 

Railway  Iron  Pipe  Poles      ....    95-96 

Railway  Line  Work 101 

Railway  Curves 105-106 

Railway  Turn-outs 106 

Railway  Curves 106-106 

Railway   Curve    Guy    Poles,   Location 

of 106 

Railway  Line  Anchors 106 

Railway  Section  Insulators 100 

Railway  Line  Sections 100 

Railway  Lines,  Switches  for     .     .     109-110 

Railway  Line  Crossings Ill 

Railway  with  Ground  Return,  Insurance 

Regulations  for 135 

Railway  Work,  Compensator  in  .  .  .  452 
Railway  Electric  Wiring  ....  483-487 
Railway  Systems,  Three-Wire  ....  487 
Railway  Lines,  Cost  of  ...  .  537-538 
Railway,  Street,  Operating  Expense,  538-630 
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Ratchets,  Span  WiK 92 

Rates  of  Depredation      ....     386-387 
Ratio  of  Number  of  Lamps   Installed 
to  Lamps  Actually  Lighted    ....  464 

Reactance 341 

Reciprocal  of  Vectors 337 

Receivers  and  Generators  at  Fixed  Dis- 
tances, Constant  Current  Circuits  .    .  373 

Reduction  to  Zero 207 

Redlands  Plant,  The 522 

Regulation 394-308 

Regulation,  Methods  of  ...  .  447-453 
Regulation,  Motor,  Leonard's  System 

of 486 

Regulation    by    Means    of    Accumula- 
tors          409-600 

Relations  between  Wire  Gauges,  Table 

of 7 

Relation  between  Carrying  Capacity  and 

Length  of  Fuse  Wires 303 

Relative    Areas   covered    by   Multiple 

Wire  Systems 435 

Relative  Amounts  of  Conducting  Mate- 
rial for  Transmission  Systems  .  526-627 
Resistance  of  Silicon  Bronse  Wire  .  12-16 
Resistance  of  Copper  Wire  ....  11-30 
Resistance  of  Rail  Bonding  ....  83-84 
Resistance  Boxes,  Insurance  Regula- 
tions for 126 

Resistance 224 

ResisUnce,  Measurement  of     .    .     226-242 
Resistance,  Measurement  of,  by  Deflec- 
tion          226-228 

Resistance,   Measurement    by    Wheat- 
stone  Bridge 228-229 

Resistance,     Measurement     by    Ohm- 
meter  230 

Resistance,  Small,  Measurement  of,  231-232 
Resistance,  Measurement  of,  by  Volt- 
meter      232-234 

Resistance,     Insulation,    Measurement 

of 234-236 

Resistance,  I^ss  of  Chaise  by.  Measure- 
ment   234 

Resistance,  Special  Methods  for  .  237-242 
Resistance,    Galvanometer,    by    Equal 

Deflection 237 

Resistance,  Galvanometer  .  .  .  237-2S8 
Resistance,  Galvanometer,  by  Wheat* 

stone  Bridge 238 

Resistance,  Battery,  by  Deflection    .    .  240 

Resistance 269 

Resistance,  Si^ecific 269 

Resistance,  Table  for  Metals  ....  270 
Resistance,  Table  for  Unit  Lengths  .  .  271 
Resistance,  Variation  with  Temperature  272 

Resistance  of  Dielectrics 273 

Resistance  of  Gutta-Percha 274 

Resistance    and     Inductance,    Circuits 
Containing 324-325 
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Resistance,   Inductance*  and  Capacitj', 
Circuits     Containing,    Equataoti      of 

Eneiigy 

Resolution  and  Composition  of  Electro- 
Motive  Forces • 

Resistances,  Variable 342.^343 

Resistance,  Variable,  in  Qrcnits   Con- 
taining Resistance  and  Capacity . 
Reustance  and  Inductance,  Equivalent, 

Method  of 

Resistance,  Inductance,  and  Capacity, 
Circuits  Containii^ ..... 

Rheostats 

Rheostats  and  Heaters    .... 

Right  and  Left  Curve  Construction  .     .  I08 

Riveted  Railway  Joints 86 

Rods,  Guy     . 75 

Rods,  Lightning 75 

Rodding 167 

Rolling  of  Wire 5 

Rope,  Guy 75 

Rules  of  National  Board  of  Fire  Under- 
writers         137-139 

Running  Board 63-04 

Safe  Current  for  Paneled  Wire  ...  12 
Safe  Current  for  Paneled  Wire,  Table  of  2»i 
Safe  Current  for  Iron  Wire,  Rheostats  .  297 
Safe  Current  for  German  Silver  Wire, 

Rheosuts 299 

Sags  and  Tensions  for  Erecting  Iron  and 

Copper  Wire 34 

Sand  Barrels 58 

Secondary  Conductors,  Insurance  Regu- 

ladons  for 135 

Secondary  Orcuit  Wiring,  Transformers,  505 
Self- Inductance,  Measurement  of     .    .  255 

Series,  Distribution  in 2 

Service  Blocks,  Insurance  Regutadons 

for 127 

Series  Distribtttioa  ....    372-401 

Series  Distribution,  Origin  of  ....  372 
Series  Circuits,  Qassification  of  .  372-374 
Series  Circuits,  Economiad  Conditions 

in 376-377 

Series  Circuits,  Conductor  Tables  388-^389 
Service,  Design  for  Accomplishment  for 

Best 392-383 

Service  Hours,  Table  of 395 

Series  Circuits,  Design  for  .    .    .    39M01 
Series  Systems,  Multiple  and  Modifica- 
tion of  Three-Wire  SyMem    .    .    4K-43S 
Service  Transformer,  Economy  in  Con- 
ductors  601 

Setting  Poles 68 

Shunts  for  Galvanometer     .    .    .    20B-209 

Siemens  Cable 175 

Siemens  Dynamometer 214 

Silicon  Bronze  Wire    ......  12-16 

Silicon  Bronze  Wire,  Table  of  Proper- 
ties of     I2.16 
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amd  One  Inductance  in  Series,  Elec- 
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4S  Simple  Circuits  with  Several  Resist^ 
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trical Properties  of 344-346 
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cal Properties  of 346-348 
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and     Capacity,    Variable     Capacity 

in 346-349 

4130  ^mple  Circuits  with  Several  Resistances 
and  Capacities  in  Series,  Electrical 
Properties  of 349 

431  Simple  Circuits  Contsuning  Resistance, 

Inductance,  and  Capacity  in  Series, 
Electrical  Properties  of    .    .    .    349-360 
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ances, Inductances,  and  Capacities  in 
Series,  Electrical  Properties  of  .     350-351 

131  Sizes  of  Conductors,  Insurance  Regula- 
tions for 129 

372  Size,  Fuse  Wires,  Table  of 300 

382  Skin  Effect,  Alternating  Currents     .    .  312 

383  Skin  Effect 312 

214  Slide  Wire  Bridge 201-202 

287  Slide  Wire  Bridge,  Method  for  Estimat- 

ing Current  Strength    ......  246 

114  Sneak  Current  Arresters 124 

143          Sockets,  Insurance  Regulations  for  .    .  134 
405-407  Solution  of  Energy,  Equation  for  Cir- 
cuits with  Capacity 331-^33 

406-400  Solution  of  Energy,  Equations  for  Cir- 
cuits    widi      Capacity,      Discussion 

of 332.333 

MB  Solution,  Graphical,  of  Electro-Motive 

Force  in  Simple  Circuits  Containing 
Resistance  and  Capacity  in  Series  .    .  347 
89-00    Span  Wire  Railway,  Construction     .   92-93 
80  Span  Wire,  Construction     ....    91-93 

80         Span  Wire  Ratchets 92 
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18         Specification  for  Iron  Wire 28 

18  Specification  for  Copper  Wire  .  .  .  26-27 
18  Specifications,  British  Post-Office  .  26-27 
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18  Specifications,  American  Wire .  .  .  28-31 
18         Specifications  for  Electrical  Properties 
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18         Specifications,  Iron  Wire 30 
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for 130 
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Speed  Recorder,  Boyer's     •    .    .     221-222 
Special  Methods  for  Resistance    .     237-242 
Special    Designs  for   Three- Wire  Sys- 
tem      430-432 

Spiral  Loop 410 

Splices,  Wire      .    .    .  ' 66-68 

Splices,  Mclntire 66-67 

Splices  for  Cables 193-1S6 

Standard  Rules  of    National    Electric 
Light  Association     .......  125 

Standard  of  Copper  Resistance     .    .    .  271 

Station  Location 374 

Station,    Design    for    Minimum    First 

Cost  of 381 

Station,  Central  Location     .    .    .     439-442 

Station  Loads     . 476-482 

Sution  Load  Curves 476-478 

Station  Load  Curves,  St.  James  .  476-478 
Station  Loads,  Diagram  ....  477-479 
Station,  Sub- Accumulation  .  .  .  498-499 
Station,  Sub-Transformers  as    .    .    607-608 

Station,  Tivoli 518 

Stations,  Power,  Cost 640 

Steel  Wire,  Properties  of 5 

Steel  Poles 94 

St.  James  Conduit 158 

St.  James  Sudon,  Load  Curves  .  476478 
Strength  of  Iron  and  Steel  Wire  .  .  &-31 
Steam   Plants,  Cost  of  Installing  and 

Maintaining     ....    540-541,566-550 
Stranded  Cables,  Table  ol   ....   20-23 

Stresses  in  lines 40-41 

Strength,  Timber 43 

Stringing  of  Wires 63-64 

Strength  of  Joints 67-68 

Strength  of  Western  Union  Joints    .    .    68 
Strength  of  Mclntire  Joints     ....    68 

Strain  Insulators     ........  107 

Street  Railway  Juncdon  Boxes  ...  166 
Strength,  Mechanical,  Design  for,     379-380 

Street  Loads 464-467 

Street  Loading,  Example  of     .    .     466-467 
Street     Railway,    Operating    Ex- 
pense      538-639 

Subway,  Gas  in 168-169 

Submarine  Cables  ......     183-186 

Sub-aqueous  Cables 183-185 

Subtraction  of  Vectors 337 

Sub-Station  Accumulators  .  .  .  498-409 
Sub-Stations,  Transformers  as .  .  507-606 
Suspension  of  Aerial  Cables  .  .  .  68-69 
Suspended  Cables,  Heating  of  .  .  .  309 
Switches  for  Railway  Lines  .     .    .     109-110 

Switchboard  Protectors 123 

Switchboards,  Insurance  Regulations  for,  126 
Switches,  Insurance  Regulations  for     .  132 

Systems,  Mixed 2 

System,  Parallel,  Evoludon  of      .     402-406 

System,  Loop 408-410 

System,  Tree 410 
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System,  Closet 410-411 

System,  Three- Wire 423-428 

Systems,  Multiple  Wire  ....     423-424 
System,  Three-Wire,   with   One    Gen- 
erator       430 

Systems,  Five- Wire 432 

Systems,  Multiple  Wire,  European  .  .  432 
System,  Feeder  and  Main  .  .  .  436-439 
Systems,  Railway,  Three- Wire  .  .  .  487 
System,  Three-Wire,  Compensator  on  .  490 
System,  Leonard,  Motor  Regulation  .  496 
System,  Polyphase,  Methods  of  Connec- 
tion         511-513 

System,     Feeder    and     Main,     Trans- 
formers with 504 

Table  of  Wire  Gauges 7 

Table  of  Properties  of  Copper  Wire  .    .11 

Table,  Combination  Wire 24 

Table  of  ResisUnce  of  Metals  ....  270 
Table  of  Resistance  for  Unit  Lengths  .  271 
Table  of  Variation  of  Copper  Resistance 

with  Temperature 291 

Table  of  Thickness  of  Shells  in  Alternat- 
ing Current  Conductors 314 

Table  of  Virtual  Resistance  in  Alternat- 
ing Current  Circuits 315 

Table  of  Hours  of  Lighting 395 

Tables,  Impedance 360 

Tables,  Impedance  for  Circuits  Contain- 
ing Resistance  and  Inductance  .       300-66 
Table  of  Multipliers  to  Transform  £.  S. 

C.  G.  S.  Units  into  E.M,F,  ....  368 
Tables,  Conductor,  for  Series  Circuits, 

388-389 
Table  of  Cost  of  Laying  One  Additional 

Ton  of  Copper 390-391 

Table  of  Service  Hours 395 

Tabular  Data  and  Curves  for  Various 
Forms  of  Conductors,  Pauallel  System 

421^23 
Table  of  Heating  Limits,  Buried  Con- 
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Tabular  Calculation  for  Cost  of  Litie  660-567 
Telephone  Lines,  Transposition  of    .    70-72 

Telegraph  Cables 183 

Telephone  Cables 188-194 

Telephone  Cable,  British  Post-Oflice  .  188 
Telephone  Cable,  Patterson      .    .     188-189 

Telluride  Plant 622 

Telephone  and  Telegraph  Lines,  Cost  of, 

535-637 
Temperature,  Influence  on  Aerial  Lines, 

33-34 
Temperature,  Effect  on  Resistance  .  .  272 
Temperature  in  Dielectrics,  Resistance 

of 274 
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Systems  and  Modification  of  .     .      428-432 
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Three-Wire  System,  Compensator  on     .  490 

Timber,  Strength  of 43 

Time  Cut-outs 398 
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Tin  and  Lead  Fuse  Wire 306 
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Tying 62-63 
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M,  Definition  of 317 
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Regulations  for 129 

Underground  Circuits,  Construction  of,  141 
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nection of 196-197 
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Unit  of  Power 224 

Unit  Lengths,  Table,  Resistance  of  .     .271 
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Variations  in  Copper  Resistance  ...  9 
Variations   of   Temperature,   Influence 

of 33-34 

Varley  Method  for  Line  Faults     .    .    .  253 

Variable  Inductances 344 

Variation  of  Resistance  with  Tempera- 
ture      272 

Variation  of  Dielectrics  with  Tempera- 
ture     274 

Varying    Field,    Electro-Motive    Force 

Due  to 318 

Variable  Resistances 342-343 

Variable  Capacity  in  Simple    Qrcuits 
Containing  Resistance  and  Capacity, 

348-349 
Variable   Resistance    in   Circuits    Con- 
taining Resistance  and  Capacity,    348-349 

Vector  Quantities 336 

Vectors,  Addition  of 337 

Vectors,  Subtraction  of 337 

Vectors,  Multiplication  of 337 

Vectora,  Division  of 337 

Vectors,  Reciprocal  of 337 

Voltmeter,  Weston 209-211 

Voltmeter,  Cardew 211 

Voltmeter,  Electrosutic 213 

Voltmeter,  Kelvin .  213 
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256         Voltmeter  and   Ammeter,   Resistance, 

Measurement  by 230-231 

258-250  Voltmeter,  Measurement  of  Resistance 

by 232-234 

285         Voltmeter,    Measurement    for  Current 

Strength 245 

232         Wattmeters 217 

232         Wattmeter,  Thomson- Houston      .    .    .  217 
247         Watt 224 

706  Watt  Hour,  Coal  Consumption  per,  541-642 

707  Water-Power,  Cost  of      ....     542-644 

16  Weights  per  Mile  of  Insulated  Wire .    19-21 

78         Weldmgof  Rails 84 

49         Western  Union  Joints,  Strength  of    .    .    68 

107         Wesdnghouse  Arrester 116 

226         Weston  Instruments 209-211 

213         Wheatstone  Bridge 198-201 

254  Wbeautone  Bridge,  Resistance  Meas- 
urement by 228-229 

267-268  Wheatstone  Bridge,  Galvanometer  Re- 
sistance by 238 

281  Wheatstone's  Method  of  Electro-Mo- 
tive Force  Measurement 243 

713         Wind- Power,  Cost  of  Ughting  by,    646-646 

6  Wire,  Properties   of 4 

7  Wire  Manufacture 4 

8  Wire,  Rolling  of 5 

9  Wire  Gauges 6-25 

11  Wire,  Silicon  Bronze 12-16 

11  Wire,  Copper,  Impurities  in    ...    .      9 

13  Wire,  Composite 10 

14  Wire,  Galvanized 13-16 

14  Wire,  Tinned 13-16 

14  Wire,  Unned  and  Galvanized  .    .    .    13-16 

14  Wire,  Insulated 17 

14  Wire,  Tree 77 

17  Wire,  Testing  of 24-25 

18  Wire,  Iron,  Specifications  for  ...  *  28 
18  Wire,  Mechanical  Properties  of  ...  29 
20  Wire,  Iron  and  Copper,  Line  Tension,  34-35 
46  Wires,  Stringing  of 63-64 

46  Wire  Dynamometen 65 

47-49  Wire  Joints 66-68 

47  Wire  Splices,  Trolley 66 

47-49  Wire  Splices 66-68 

51  Wires,  Humming  of 69-70 

71  Wire  Joints 76 

74  Wire,  Railway  Return 80 

130         Wiring,  Inside,  Insurance  Regulations 

for 129 

169  Wires    Entering    Buildings,    Insurance 

Regulations  for 138 

162         Wire,    Inside,    Insurance    Regulations 

for 139 

358  Wires,  Bare,  Freely  Suspended,  Heat- 
ing of  289 

360-363  Wires,  Radiation  and  Convection  from, 

288-290 

372-375  Wires,  Fuse 299-306 
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3!>8         Wires,  Bare,  Freely  Suspended,  Heat- 
ing of  288 

MS-.'iGl  Wire,  Multiple,  System  ....  423-424 
6S2&-S28  Wiring,  Inside,  Calculation  of  .  .  470-471 
638-642  Wiring,  Electric  Railway  .  .  .  483-487 
668         Wiring,  Secondary  Circuit  Transformer,  505 

23         Wooden  Poles 36-37 

86-87    Wooden  Poles,  Railway 90-01 

168  Wrought- Iron  Pipe  Conduit  .  .  .  .144 
168         Wrought-Iron    Pipe   in  Asphaltic  C^ 

ment 146 
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104  Wurts  Arrester 114 

106  Wurtz  Non- Arcing  Arrester     .     .      .      .117 

109  Wurtz  Non-Arcing  Continuous  Ctsrrent 

Arrester •      .   119 

166  Wyckoflf,  The.  Conduit J43 

168  Zinc  Tubing  in  Hydraulic  Cement      .      .  145 

182  Zurich  Conduit 102 

224  Zero,  Inferred 207 

223  Zero,  Reduction  to 
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'The  Elements  of  Djrnamic  Electricity  and  Mag^ 

netism.    Second  edition.    120  illustrations.     12mo,  cloth $2.00 

Elements  of  Static  Electricity,  with  full  description 

of  the  Holtz  and  Topler  Machines,  and  tneir  mode  of  operating. 
Illustrated,     12mo,  cloth $1.50 

The  Electric  Transformation  of  Power  and  its  Ap- 
plication by  the  Electric  Motor,  including  Electric  Railway  Con- 
struction.   Illustrated.    12mo,  cloth $2.00 


\ 
I 


D.  VAN  NOSTRAND  COMPANY'S 


AX7CHINCL0SS,  W.    S.    Link    and    Valve    Motions 

Simplified,  niastrated  with  29  woodcntfl  and  20  lithographic  plates, 
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—  Ceramic  Art.      A  Report  on  Fottery,  Forcelain, 
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doth.    Fourtii  Edition.     Bevised  and  Enlarged. 50 

The   Dynamo:    How   Made  and    How  Used.    A 

Book  for  Amateurs.    Eighth  edition.     12mo,  cloth $1.00 

—  Electro  Motors:    How^  Made  and  How^  Used.    A 

Hand  Book  for  Amateurs  and  Practical  Men.  Second  edition.  12mo, 
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Flow  of  Water  on  Heavy  Grades,  and  its  Applicability,  under  High 
Pressure,  to  Mining.  Fifth  edition.  Smsdl  quarto,  cloth.  Illus- 
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revised  and  corrected.     8vo,  cloth.     Illustrated §1 .50 

CAMPIN,  FRANCIS.     On  the  Constraction   of  Iron 

Itoofs.  A  Theoretical  and  Practical  Treatise,  with  wood-cuts  and 
Plates  of  lioofs  recently  executed.      8vo,  cloth $2.00 

CARTER,  E.  T.    Motive  Power  and  Gearing  for  Elec- 
trical Machinery (In  press. ) 
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Scientific  Uses.    Square  32mo,  limp  cloth 50 
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Assaying,  Melting  and  Befining  of  Gk>ld.  Fourth  edition,  revised  and 
greatly  enlarged.    187  Ulustrations.    12mo,  cL $7.50 
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EISSIiER,  M.    The  Metalliirgy  of  Silver;  a  practical 

treatifie  on  the  Amal^^amation,  Boasting  and  Lixivation  of  Silver  Ores, 
including  the  Assaying,  Melting  and  Befining  of  Silyer  Bullion.  124 
illustrations.    Second  edition,  enlarged.     12mo,  cloth. $4.00 

The  Metallurgry  of  Argentiferous  Lead;  a  Prac- 


tical Treatise  on  the  Smelting  of  Silver-Lead  Ores  and  the  Befining  of 
Lead  Bullion.  Including  Beports  on  Yaiious  Smelting  Establish- 
ments and  Descriptions  of  Modem  Smelting  Furnaces  and  Plants  in 
Europe  and  America.     With  183  illustrations.    8to,  doth 85.00 

BlilOT,  Prof.   C.  W.,   and  STORER,  Prof.  F.  H.    A 

Compendious  Manual  of  Qualitatiye  Chemical  Analysis.  Bevised 
with  the  co-operation  of  the  authors,  by  I^f .  William  B.  Nichols. 
Illustrated.  Seventeenth  edition,  newly  revised  by  Prof.  W.  B.  Lind- 
say.    12mo,  cloth $1.50 

SLLIOT,  Maj.  GEO.  H.,  IT.   S,  E.     European  Light- 

House  Systems.  Being  a  Beport  of  a  Tour  of  Inspection  made  in 
1873.    51  engravings  and  21  woodcuts.    8vo,  cloth $5.00 

ENDIilCH,  F.  M.    Manual  of  Qualitative  Blow-Pipe 

Analysis  and  Determinative  Mineralogy.  Illnstrations  and  Colored 
Plate  of  Spectra.    8vo,  cloth J4.00 

EVERETT,  J.  D.    Elementary  Text-Book  of  Physics. 

Illustrated.    Seventh  edition.    12mo,  doth $1.40 


EWINO,  Prof.  A.  J.     The  Magnetic  Induction  in  Iron 

and  other  metals.    159  illustrations.    8vo,  cloth $4  00 

FANNINO,  J.  T.     A  Practical  Treatise  on  Hydraulic 

and  Water-Supply  En^eering.    Belating  to  the  Hydrology,  Hydro- 
dynamics, and    Practical    Construction   of   Water-Works  in  iMort 
ijnerica.    180  illustrations.    8vo,  doth.    Eleventh  edition,  revised, 
enlarged,  and  new  tables  and  illustrations  added.    650  pages. . .  .$5.00 

FISH,  J.  C.  L.     Lettering  of  Working  Drawings.    Thir- 

teen  plates,  withN  descriptive  text.     Oblong,  9x12^,  boards $1.00 

PISKE,  Lieut.  BBADLBY  A.,  U.S.N.     Electricity  in 

Theonr  and  Practice ;  or,  The  Elements  of  Electrical  Engineering. 
Eighth  edition.    8vo,  cloth $2.50 

FLEMING,  Prof.  J.  A.  The  Alternate  Current  Trans- 
former in  Theory  and  Practice.  Vol.  I — The  Induction  of  Electric 
Currents;  500pa^es.  Second  edition.  Illustrated.  8vo,  cloth.93.00 
Vol.  n.  The  Utilization  of  Induced  Currents.  Blustrated.  8vo, 
cloth $5.00 

FLEMING,  Prof.  J.  A.     Electric  Lamps  and  Electric 

Lighting.     Being  a  course  of  four  lectures  delivered  at  the  Boyal  In- 
stitution, April-May,  1894.    8vo,  cloth,  fully  illustrated $3.00 

FLEMING,  Prof.  J.  A.  Electrical  Laboratory  Notes  and 

Forms,  elementary  and  advanced.    4to,  cloth,  illustrated $5.00 
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FOLET,    (NELSON)    and    THOS.   PRAT,    Jr.      The 

Meohanicu  Sngineers'  Beferenoe  Book  for  Machine  and  Boiler  Ck>n- 
Btraotion,  in  two  parte.  Part  1— General  Engineering  Data.  Part  2 
— ^Boiler  Oonstmotion.  With  fif  ^-one  plates  and  ntunerotus  illostra- 
tions,  specially  drawn  for  this  work.    Folio,  half  mor ^5.00 

FORNEY)  MATTHIAS  N.  Catechism  of  the  Locomo- 
tive. Second  edition,  revised  and  enlarged,  f  ortj-sizth  thousand. 
8vo,  cloth 83.50 


FOSTER,  OeiL  J.  O.,  TT.S.A     Submarine  Blastinfir  in 

Boston  Harbor,  Massachusette.      Removal  of   Tower  and    Ck>rwin 
Bocks.    Illustrated  with  7  plates.    4to,  cloth 83.50 

FRANCIS,  Jas.  B.,  C.E.  Lowell  Hydraulic  Experi- 
ments. Being  a  selection  from  experimente  on  Hydraulic  Motors, 
on  the  Flow  of  Water  over  Weirs,  in  open  Oanala  of  uniform  rec- 
tangular section,  and  through  submerged  Orifices  and  diverging 
Tubes.  Made  at  Lowell,  Mass.  Fourth  edition,  revised  and 
enlarged,  with  many  new  experiments,  and  illustrated  with  23  copper- 
plate engravings.     4to,  cloth $15.00 

QEIPEL,  WM.  and  KILOOXTR,  M.  H.    A  Pocketbook 

of  Electrical  Engineering  FormulsB.  Illustrated.  ISmo,  mor.  .$3.00 
Large  paper  edition,  wide  margins.    8vo,  morocco,  gilt  edges  $5.00 

OERBER.  NICHOLAS.  Chemical  and  Physical  An- 
alysis of  Milk,  Condensed  Milk  and  Infant's  Milk-Food,  ^vo, 
cloth 81.25 

OILLMORE,  Oen.  Q.  A.    Treatise  on  Limes,  Hydraulic 

Gemente,  and  Mortars.  Papers  on  Practical  Engineering,  United 
States  Engineer  Department,  No.  9,  containing  Beports  of  numerous 
Experiments  conducted  in  New  York  City  during  the  years  1868  to 
1861,  inclusive.    With  numerous  illustrations.    8vo,  cloth $100 

Practical  Treatise  on  the  Construction  of  Roads, 


Streets,  and  Pavements.    With  70  illustrations.      12mo,  cloth,    $2.00 

Report  on  Strength  of  the  Building-Stones  in  the 


United  States,  etc.    8vo,  illustrated,  cloth $1.00 

OOODEVE,  T.  M.    A  Text-Book  on  the  Steam-Engine. 

With  a  Supplement  on  Gaa-Engines.    Twelfth  edition.     Enlarged. 
148  illustrations.     12mo,  cloth 1^.00 

(K>RDON,  J.  E.   H.     School   Electricity.     lUostrations. 

12mo,  cloth $2.00 

OORE,  a.,  F.  R.  S.  The  Art  of  Electrolytic  Separa- 
tion of  Metals,  etc.  (Theoretical  and  Practical)  Illustrated.  8vo, 
cloth $3.50 

Electro  Chemistry   Inorganic.    2d  edition.    Svo,  cloth. 

$   80 
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OiELAY.   JOHN,  B.So.    Electrical  Influence  Machines. 

A  fnll  acouuntof  their  hiBtorioal  deyelopment  and  modem  forms,  with 
instmotions  for  making  them.  89  illastoationB  and  '6  folding  plates. 
12mo,  oloth. 81.76 

GBXPFITHS,  A.  B.,  Ph.D.    A  Treatise  on  Manures, 

or  the  Philosophy  of  Mannring.  A  Practical  Hand-Book  for  the 
Agricfolturist,  ManxLfaoturer,  and  Student.     12mo,  cloth $3,00 

OHTTiraSIl,  M.  li.  The  Manufticture  of  Steel.  Translated 
from  the  French,  hj  Lenox  Smith  ;  ^dth  an  appendix  on  the  Bessemer 
process  in  the  United  States,  by  the  translator.  Illustrated.  8vo, 
cloth , $8.60 

GXTBDEN,    BICHARD    LLOYD.      Traverse    Tables: 

computed  to  4  places  Decimals  for  every  ^  of  angle  up  to  100  of  Dis- 
tance. For  the  use  of  Surveyors  and  Engineers.  New  edition.  Folio, 
half  mo $7.50 


GUY,  ARTHXJB  F.    Electric  Light  and  Power, 

the  Result  of  Practical  Experience  in  Central-Station  Work.     8vo, 
doth.    Illustrated $2  60 


:,  HERMAN,  C.  E.       A  Handbook  on  the 

Steam  Engine.  With  especial  reference  to  small  and  medium  sized 
engines.  English  edition,  re-edited  by  the  author  from  the  second 
German  edition,  and  translated  with  considerable  additions  and  alter- 
ations by  H.  H.  P.  Powles.     12mo,  cloth.    Nearly  1100  illus.  .  .$3.00 

HALSET,  F.  A.    Slide  Valve  Gears,  an  Explanation 

of  the  action  and  Construction  of  Plain  and  Cut-off  Slide  Valves. 
Illustrated.     12mo,  doth.     Third  edition $1.60 

HAMILTON,  W.  O.    Useful  Information  for  Bailway 

Men.  Tenth  edition,  revised  and  enlarged.  662  pages,  pocket  form. 
Morocco,  gilt 82.00 

HANCOCK,  HERBERT.    Text-Book  of  Mechanics  and 

Hydrostatics,  with  over  600  diagrams.     8vo,  cloth    $1  76 

HARRISON,    W.    B.      The    Mechanics'    Tool    Book. 

With  Practical  Bulee  and  Suggestions  for  use  of  Machinists,  Iron- 
Workers,  and  others.  Illustrated  with  44  engravings.  12mo> 
doth, $1 .50 

HASKTNS,   C.   H.     The  Galvanometer  and  its  TTses. 

A  Manual  for  Electricians  and  Students.'  Fourth  edition.  12mo, 
doth $1 .  60 

HEAP,  Major  D.  P.,  17.  S.  A.  Electrical  Appliances  of 

the  Present  Day.  Beport  of  the  Paris  Electrical  Exposition  of  1881. 
260  illustrations.    8vo,  cloth $2.00 

HEAVSIDE,  OLIVER.    Electromagnetic  Theory,    Vol. 

1.     8vo,  cloth 85  00 
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HENBICI^  OLAXTS.     Skeleton  Structures,  Applied  to 

the  BaUding  of  Steel  and  Iron  Bridges.      Illustrated 81-  50 

HERRMANN,    Gustav.      The    Graphical    Statics     of 

Mechanism.  A  Guide  for  the  Use  of  Machinists,  Architects,  and 
Engineers  ;  and  also  a  Text-book  for  Technical  Schools.  Translated 
and  annotated  by  A.  P.  Smith,  M.  E.  12mo,  cloth,  7  foldiner 
plates.     Second  edition $2.00 

HEWSON,  WM.  Principles  and  Practice  ofembanTrlTigr 

Lands  from  Biyer  Floods,  as  applied  to  the  Levees  of  the  Miamtwippi. 
8vo,  cloth $2.00 

HOBBS,  W.  R.  P.     The  Arithmetic  of  Electrical  Meas- 
urements, with  numerous  examples.  Full  J  Worked.   12mo,  oloth,     ,50 

HOFFMAN,  H.  D.    The  Metalluz^ry  of  Lead  and  the 

Desilverization  of  Base    Bullion.      275  Illudtrations.      8to,   doth. 
$6.00 

HOIiLET,  ALEXANDER  L.  Railway  Practice.  Ameri- 

.can  and  European  Bailway  practice  in  the  Economical  Generation  of 
Steam,  inclu(£ng  the  Materials  and  Construction  of  Ooai-burxixD^ 
Boilers,  Combustion,  the  Variable  Blast.  Vaporization,  Circulation, 
Superheating,  Supplying  and  Heating  Feed  Water,  eta,  and  the 
Adaptation  of  Wood  and  Coke-burning  Engines  to  Coal-buming ;  and 
in  Permanent  Way,  including  Boad-bed,  Sleepers,  Bails,  Joint  Fasten- 
ings, Street  Bailways,  etc.  With  77  lithographed  plates.  Folio, 
cloth $12.00 

HOLMES,  A.  BROMLET.  The  Electric  Light  Popu- 
larly Explained.    Fifth  edition.    Blustrated.     12mo,  paper 40 

HOSPITALIER,  E.    Polyphased  Altematiiig  Currents. 

Illustrated.     8vo,  cloth $1.40 

HOWARD,  C.  R.  Earthwork  Mensuration  on  the  Basis 

of  the  Prismoidal  Formulse.  Containing  Simple  and  Labor-saving 
Method  of  obtaining  Prismoidal  Contents  directly  from  End  Areas. 
Illustrated  by  Examples  and  accompanied  by  Plain  Bules  for  Practi- 
cal Uses.     Illustrated.     8to,  cloth • • $1.50 

HOWE,  HENRY  M.    The  MetaUurgy  of  Steel.    VoL 

L     Third  edition,  revised  and  enlarged.    4to,  doth $10.00 

HUMBER,  WILLIAM,  0.  E.    A  Handy  Book  for  the 

Calculation  of  Strains  in  Girders,  and  Similar  Structures,  and  their 
Strength ;  Consisting  of  Formulsa  and  Corresponding  DiagramSy  yri^ 
niimerous  details  for  practical  application,  etc.  Fourth  edition. 
12mo,  doth $2.60 

HXTTTON,  W.  S.  Steam  Boiler  Construction.  A  Prac- 
tical Hand  Book  for  Engineers,  Boiler  Makers  and  Steam  Users. 
With  upwards  of  300  illustrations.    Second  edition,    8vo,  cloth,  $7.00 
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HTTTTON,   W.    S.    Practical    Engineer's   Hand-Book, 

comprising  a  treatise  on  Modem  Engines  and  Boilers,  Marine,  Locomo- 
tiTe  and  Stationary.  Fonrth  edition.  Oarefullj  revised,  with  addi- 
tions.   With  upwards  of  570  illustrations.    8vo,  cloth, $7  00 

The   Works'   Managrer's   Hand-Book   of  Modern 

Itules,  Tables,  and  Data  for  Ciyil  and  Mechanical  Engineers,  Mill- 
wrights and  Boiler-makers,  etc. ,  etc.  With  upwards  of  150  illnstra  • 
trations.  Fifth  edition.  Carefully  revised,  with  additions.  8vo, 
doth, $6  00 

ISSERWOOD,  B.  F.  Engineering  Precedents  for  Steam 

Machinery.  Arranged  in  the  most  practical  and  useful  manner  for 
Engineers.    With  illustrations.     2  vols,  in  1.      8vo,  cloth $2.50 

JAMIESON,  ANDREW.  C.E.    A  Text-Book  on  Steam 

and  Steam-Engines.  Specially  arranged  for  the  use  of  Science  and 
Art,  City  and  Guilds  of  London  Institute,  and  other  Engineering 
Students.    Tenth  edition.    Illustrated.     12mo,  dotii $8.00 

Elementary  Manual   on  Steam  and  the   Steam- 

Engine.  Specially  arranged  for  the  use  of  First-Tear  Science  and  Art, 
Oily  and  Guilds  of  London  Institute,  and  other  Elementary  Engineer- 
ing Students.     Third  edition.     12mo,  cloth $1.40 

JANNETTAZ,  EDWARD.  A  Guide  to  the  Determina- 
tion of  Bocks  :  beingan  Introduction  to  Lithology.  Translated  from 
the  French  by  G.  W.  Plympton,  Professor  of  Physical  Science  at 
Brooklyn  Polytechnic  Institute.     12mo,  cloth $1.50 

JOYXSON,  F.  H.     The  Metals  used  in  Construction. 

Iron,  Steel,  Bessemer  Metal,  ete.     Illustratod.     12mo,  cloth 76 

Designing  and  Construction  of  Mainline  Qearing. 

Illustrated.    8vo,  cloth $2.00 

KANSAS  CITT  BIDGE,      THE    With  an  Account  of 

the  Beg^en  of  the  Missouri  Biver  and  a  Description  of  the  Methods 
used  for  Founding  in  that  Biver.  By  O.  Ohanute,  Chief  Enpneex;  and 
George  Morrison,  Assistant  Engineer.  Illustrated  with  5  hthographio 
views  and  12  plates  of  plans.     4to,  cloth $6.00 

KAPP,  GISBERT,  C.E.  Electric  Transmission  of  Ener- 
gy and  its  Transformation,  Subdivision,  and  Distribution.  A  Practical 
hand-book.      Fonrth  edition.     Revised.     12mo,  doth..   $3.50 

Dynamos,  Alternators  and  Transformers.  138  Illus- 
trations.   12mo,  cloth $4.00 

KEMPE,  H.  R.     The    Electrical    Engineer's   Pocket 

Book  of  Modem  Bules,  Formulte,  Tables  and  Data.  Illustrated. 
82mo.     Mor.  gilt $1.75 

,   EENNELLT,  A.  E.    Theoretical  Elements  of  Electro- 
Dynamic  Machinery.     8vo,  cloth $1.50 
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KILOOUR,  M.  H.,  SWAN,  H.,  and  BmaS,  C.  H.  TKT. 

Electrical  DiBtaribution,  its  Theory  and  Practice.  174  llluBtratioii.8. 
12mo,  cloth 94.00 

KING,  W.  H.    Lessons  and  Practical  Notes  on  Steanr. 

The  Steam-Engine,  Propellers,  etc.,  for  Toang  Marine  Engineers, 
Students,  and  others.  Beyised  by  Chief  Engineer  J.  W.  King,  United 
States  Nayy.    Nineteenth  edition,  enlarged.    8vo,  cloth $2.  GO 

KIRKATiDY,  Wm.  G.    Illustrations  of  David  Kirk- 

aldy's  System  of  Mechanical  Testing,  as  Originated  and  Carried  On 
by  him  during  a  Quarter  of  a  Century.  Comprising  a  Large  Selection 
of  Tabulated  Besults,  showing  the  Strength  and  other  Properties  of 
Materials  used  in  Construction,  with  Explanatory  Text  and  EEistorical 
Sketch.  Numerous  engravings  and  25  lithographed  plates,  ^to, 
cloth (20. 00 

KIBEWOOD,  JAS.  P.    Report  on  the   Filtration  of 

Kiver  Waters  for  the  supply  of  Cities,  as  practised  in  Europe,  made 
to  the  Board  of  Water  Commissioners  of  the  city  of  St.  Louis.  Illus- 
trated by  30  double-plate  engravings.     4to,  doth. $15.00 

EUNZ,  GEO.  F.    Gems  and  Precious  Stpnes  of  North 

America.  A  Popular  Description  of  Their  Occurence,  Value,  History, 
Arohadology,  and  of  the  Collections  in  which  They  Exist ;  also  a  Chap- 
ter on  Pearls  and  on  Remarkable  Foreign  Gems  owned  in  the  United 
States.  Illustrated  with  eight  Colored  Plates  and  numerous  minor 
Engravings.    Second  edition,  with  appendix.    4to,  cloth $10.00 

liARRABEE,  C.  S.  Cipher  and  Secret  Letter  and  Tele- 
graphic Code,  with  Hog's  Improvements.  The  most  perfect  Secret 
Code  ever  invented  or  discovered.  Impossible  to  read  without  the 
key.     18mo,  cloth 60 

LAZELLE,  H.  M.       One   Law  in  Nature.      A  New 

Corpuscular  Theory  comprehending  Unity  of  Force,  Identity  of 
Matter,  and  its  Muluple  Atom  Constitution,  etc.    12mo,  cloth, .  .$1.50 

LEITZE,  ERNST.     Modem   Heliographic  Processes. 

A  Manual  of  Instruction  in  the  Art  of  Beproducing  Drawings,  En- 
gravings, etc.,  by  the  action  of  Light.  With  82  woodcuts  and  ten 
specimens  of  Heliograms.     8vo,  cloth.    Second  edition $3.00 

LOCKE,  ALFRED  G.  and  CHARLES  G.    A  Practical 

Treatise  on  the  Manufacture  of  Sulphuric  Acid.  With  77  Construc- 
tive Plates  drawn  to  Scale  Measurements,  and  other  Illustrations. 
Royal  8vo,  cloth $16.00 

LOCKWOOD,  THOS.  D.     Electricity,  Magnetism,  and 

Electro-Telegraphy.  A  Practical  Guide  for  Students,  Ojperatora,  and 
Inspectors.    8vo,  cloth.    Third  edition $2.50 
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IjOCEWOOD,  THOS.  D.    Electrical  Measurement  and 

the  Galvometer ;  its  Construction  and  Uses.     Second  edition.    82  il- 
lustrations.   12mo,  cloth $1.50 

liODOE,  OUVER  J.    Elementary  Mechanics,  includ- 
ing Hydrostatics  and  Pneumatics.   Bevisea  edition.  12mo,  cloth,  $1.20 

liOKING-,  A.  E«    A  Hand-Book  of  the  Electro-Magnetic 

Telegraph.  Paper  boards 50 

Cloth 75 

Morocco $1.00 

liOVELL,  D.  H.    Practical  Switch  Work.    A  Hand- 
Book  for  Track  Foremen.    Illustrated.    12mo,  cloth $1.50 

LiXTNaE,  GEO.    A  Theoretical  and  Practical  Treatise 

on  the  Manufacture  of  Sulphuric  Acid  and  Alkali  wiUi  the  Collateral 
Branches.    Vol.  I.    Sulphuric  Acid.    Second  edition,  revised  and 

enlarf^ed.    842  illustrations.    Svo,  doth $15.00 

Vol.    n.    8vo,  cloth $16.80 

Vol.  in.     8vo,   cloth 9.60 

and  HUNTER,    F.     The  Alkali  Maker's   Pocket 

Book.  Tables  and  Aiialytical  Methods  for  Manufacturers  of  Sul- 
phuric Acid,  Nitric  Acid,  Soda,  Potash  and  Ammonia.  Second 
edition.     12mo,  cloth $3.00 

MACCORD,  Prof.  C.  W.    A  Practical  Treatise  on  the 

Slide- Valve  by  Eccentrics,  examining  by  methods  the  action  of  the 
Eccentric  upon  the  Slide- Valve,  and  explaining  the  practical  processes 
of  laying  out  the  movements,  adaptmg  the  Valve  for  its  various 
duties  in  the  Steam-Engine.  Second  edition.  Illustrated.  4to, 
cloth $2.50 

MATER,  PROF.  A.  M.     Lecture  Notes    on  Physics. 

8vo,  cloth $2.00 

McCITLLOCH,    Prof.    R.  S.     Elementary  Treatise  on 

the  Mechanical  Theory  of  Heat,  and  its  application  to  Air  and  Steam 
Engines.    8vo,  cloth $3.50 

MERRILL,  Col.  WM.  E.,  U.S.A.     Iron  Truss  Bridges 

for  Railroads.  The  method  of  calculating  strains  in  Trusses,  with  a 
careful  comparison  of  the  most  prominent  Trusses,  in  reference  to 
economy  in  combination,  etc.     Illustrated.    4to,  cloth,    ^thed.,  $5.00 

METAL  TXTRNINO*.    By  a  Foreman  Pattern  Maker. 

Dlustrated  with  81  engravings.     12mo,  cloth $1.50 

MINIFIE,  WM.  Mechanical  Drawing.    A  Textbook  of 

(Jeometrical  Drawing  for  the  use  of  Mechanics  and  Schools,  in  which 
the  Definitions  and  Bules  of  Geometry  are  familiarly  explained ;  the 
Praotioal  Problems  are  arranged  from  the  most  simple  to  the  more 
complex,  and  in  their  description  technicalities  are  avoided  as  much  as 
possible.     With 'illustrations  for  Drawing  Plans,  Sections,  and  Eleva- 
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tdons  of  Railways  and  Machinery ;  an  Introduction  tolsometrical  Draiir. 
ing,  and  an  Essay  on  Linear  Perspective  and  Shadows,  niastrated  with 
over  200  diagrams  engraved  on  steel.  Ninth  thousand.  With  an 
appendix  on  the  Theory  and  Application  of  Colors.    8vo,  cloth.  .$4.00 

MINI  FIE,  WM.    Geometrical  Drawing.  Abridged  from 

the  octavo  edition,  for  the  use  of  schools.  Illustrated  with  48  steel 
plates.     Ninth  edition.    12mo,   cloth $2.00 

MODERN  METEOROLOGY.  A  Series  of  Six  Lectiires, 

delivered  under  the  auspices  of  the  Meteorological  Society  in  1870. 
Illustrated.      12mo,  cloth $1.58 

MOONET,  WM.    The  American  Gas  Engineers'  and 

Superintendents'  Hand  Book,  consisting  of  Bules,  Keference  Tables 
and  original  matter  pertaining  to  the  Manufacture,  Manipulation  and 
Distribution  of  Illuminating  Gus.    Illustrated.    12mo,  moroooo.$3.00 

MORRIS,  E.    Easy  Rules  for  the  Measurement  of  Earth- 
works by  means  of  the  Prismoidal  Formula.   8vo,  doth,  iUus'td,  .$1.50 

MOSES,  ALFRED  J.,  and  PARSONS,  C.  L.    Elements 

of  Mineralogy,  Crystallography  and  Blowpipe  Analysis  from  a  prac- 
tical standpoint.      8vo,  cloth,  336  illustrations §2.00 

MOTT,  H.  A.,  Jun.    A  Practical  Treatise  on  Chemistry 

(Qualitatiye  and  Quantitative  Analysis),  Stoichiometry,  Blow-pipe 
Analysis,  Mineralogy,  Assaying,  Pharmaceutical  Preparations,  Human 
Secretions,  Specific  Gravities,  Weights  and  Measures,  etc.  Second 
revised  edition,    650  pages.    8vo,  cloth $i.Oo 

MXJLLIN,  JOSEPH  P.,  M.E.     Modem  Moulding  and 

Pattern-Makinff.  A  Practical  Treatise  upon  Pattern-Shop  and  Foun- 
dry Work  :  embracing  the  Moulding  of  Pulleys,  Spur  Getmi,  Worm 
Chears,  Balance- Wheels,  Stationary  Engine  and  Locomotive  Cylinders, 
Globe  Valves,  Tool  Work,  Mining  Machinery,  Screw  Propellers,  Pat- 
tem-Shop  Machinery,  and  the  latest  improvements  in  KngliVh  and 
American  Cupolas;  together  with  a  large  collection  of  original  and 
carefully  selected  Rules  and  Tables  for  every-day  use  in  the  Drawing 
Office,  Pattem-Shop  and  Foundry.     12mo,  cloth,  illustrated. . .  .$2^ 

MX7NB0,  JOHN,  C.E^  and  JAMIESON,  ANDREW, 

C.E.      A  Pooketbook  of  electrical  Bules  and  Tables  for  the  use  ot 
Electricians  and  Engineers.      Tenth  edition,  revised  and  enlarged.    , 
With  numerous  diagrams.      Pocket  size.     Leather |@.50 

MTJBPHT,  J.  a.,  M.E.     Practical  Mining.     A  Field 

Manual  for  Mining  Engineers.  With  Hints  for  Investors  in  Mining 
Properties.     16mo,  morocco  tucks $1,50 

NAQXTET,  A.  Lefi^al  Chemistry.  A  Guide  to  the  Detec- 
tion of  Poisons,  Falsification  of  Writings,  Adulteration  of  Alimentary 
and  Pharmaceutical  Substances,  Analysis  of  Ashes,  and  examination  of  ' 
Hair,  Coins,  Arms,  and  Stains,  as  applied  to  Chemical  Jurisprudence, 
for  the  use  of  Chemists,  Physicians,  Lawyers,  Pharmacists  and  Experts. 
Translated,  with  additions,  including  a  list  of  books  and  memoirs  on 
Toxicology,  etc.,  from  the  French,  by  J.  P.  Battershall,  Ph.D.,  with  a 
preface  by  C.  F.  Chandler,  Ph.D.,  M.D.,  LL.D.     12mo,  cloth.. <p. 00 
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NKVJAUL.  JOHN  W.    Plain  Practical  Directions  for 

Drawing,  Sizing  and  Cutting  Bevel-Gears,  showing  how  the  Teeth 
may  be  cut  in  a  Plain  Milling  Machine  or  Gear  Cutter  so  as  to  give 
them  a  correct  shape  from  end  to  end ;  and  showing  how  to  get  out 
all  particulars  for  the  Workshop  without  making  any  Drawings. 
Including  a  Full  Set  of  Tal9les  of  Reference.  Folding  Plates.  8vo, 
cloth. $3.00 

JMiSWJLiANDS,  JAMES.    The  Carpenters'  and  Joiners' 

Assistant :  being  a  Comprehensive  Treatise  on  the  Selection,  Prepara- 
tion and  Strength  of  Materials,  and  the  Mechanical  Principles  of 
Framing,  with  their  application  in  Carpentry,  Joinery,  and  Hand- 
Bailing  ;  also,  a  Complete  Treatise  on  Sines  ;  and  an  illustrated  Glos- 
saiy  of  Terms  used  in  Architecture  and  Building.  Blustrated.  Folio, 
half  mor $15.00 

NIPHEB,  FBANCIS  E.,  A.M.     Theory  of  Magnetic 

Measurements,  with  an  appendix  on  the  Method  ofLeast  Squares. 
12mo,  cloth $1.00 

NOAD,    HENBT    M.      The,  Students'  Text  Book  of 

Electricity.  A  new  edition,  carefully  revised.  With  an  Introduction 
and  additional  chapters  by  W.  H.  Preece.  With  471  illustrations. 
12mo,  cloth $4.00 

NTJGENT,  E.  Treatise  on  Optics;  or,  Light  and  Sight 

theoretically  and  practically  treated,  with  the  application  to  Fine  Art 
and  Industnal  Piursuits.     With  103  illustrations.  12mo,  cloth. .  .$1.50 

PAQE,  DAVID.  The  Earth's  Crust,  A  Handy  Out- 
line of  Geology.    16mo,  doth. 75 

PAIiAZ,  A.  J  ScD.  A  Treatise  on  Industrial  Photome- 
try, with  special  application  to  Electric  Lighting.  Authorized  trans- 
lation from  the  French  by  George  W.  Patterson,  Jr.  8vo,  cloth.  Il- 
lustrated  $4.00 

PABSHAIiL,  H.  F.,  and  HOB  ART,  H.  M.     Armature 

Windings  of  Electric  Machines.  With  140  full  page  plates,  65  ta- 
bles, and  165  pages  of  descriptive  letter-press.    4to,  cloth |7  50 

PEIRCEy  B.     System   of  Analytic   Mechanics.    4to. 

doth $10.00 

Linear  Associative  Algebra.    New  edition  with  addenda 

and  notes  by  0.  li.  Pierce.    4to,  cloth $5.00 

PETEBS.  Dr.  EDWABD  M.  Modem  American  Me- 
thods of  Copper  Smelting.  Numerous  illustrations.  Sixth  edition, 
revised  and  enlarged.    Svo,  cloth $4.00 

PHIXiLIPS,    JOSHTTA.     Engineering   Chemistry.     A 

Practical  Treatise  for  the  use  of  Analytical  Chemists,  Engineers,  Iron 
Masters,  Iron  Founders,  students  and  others.  Comprising  methods 
of  Analysis  and  Valuation  of  the  principal  materials  used  in  Engin- 
eering works,  with  numerous  Analysis,  Examples  and  Suggestions. 
814  Bins.    Second  edition,  revised  and  enlarged.    8vo,  cloth. .  .$4.00 
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PLANE  TABLE,    The.      Its   Uses  in  Topographical 

Snryeying.    From  the  Papers  of  the  United  States  Coast  Survey. 

ninstrated.     8vo,  cloth $2.00 

''  This  work  gives  a  description  of  the  Plane  Table  employed  at  the 
United  States  Coast  Survey  office,  and  the  manner  of  using  it." 

PL  ANTE,  GASTON.    The  Storage  of  Electrical  Enei^y, 

and  Researches  in  the  Effects  created  by  Currents,  combining  Quan- 
tity with  High  Tension.  Translated  from  the  French  by  Paul  B. 
Elwell.    89  illustrations.     8vo $4.00 

PLATTNEB.    Manual  of  Qiialitative  and  Quantitative 

Analysis  with  the  Blow-Pipe.  From  the  last  German  edition,  revised 
and  enlarged,  by  Prof.  Th.  Bichter,  of  the  Boyal  Sajcon  Mining 
Academy.  Translated  by  Prof.  H.  B.  Cornwall,  assist^  by  John  H. 
Caswell.  Illustrated  with  87  woodcuts  and  one  lithographic  plata 
Seventh  edition,  revised.    560  pages.   8vo,  cloth $o.00 

PLTMPTON,  Prof  GEO.  W.       The    Blow-Pipe.      A 

Guide  to  its  use  in  the  Determination  of  Salts  and  Minerals.  Com- 
piled from  various  sources.     12mo,  cloth $1.50 

The  Aneroid  Barometer :  its  Construction  and  Use. 

Compiled  from  several  sources.  Fourth  edition.  16mo,  boards,  il- 
lustrated  , 50 

Morocco, $1.00 


POCKET  LOGABITHMS,  to  Four  Places  of  Decimals, 

including  Logarithms  of  Numbers,  and  Logarithmic  Sines  and  Tan- 
gents to  Single  Minutes.  To  which  is  added  a  Table  of  Natural 
Sines,  Tangents,  and  Co-Tangents.     16mo,  boards 50 

POOLE,   JOSEPH.     The  Practical  Telephone  Hand- 

Book  and  Guide  to  the  Telephonic  Exchange.  227  illustrations. 
12mo,  cloth $1.00 

POPE,  F.  L.  Modem  Practice  of  the  Electric  Tele- 
graph. A  Technical  Hand-Book  for  Electricians,  Managers  and 
Operators.  Fourteenth  edition,  re^vritten  and  enlarged,  and  fully 
illustrated.     8vo,  cloth $1.60 

PRAT,  Jr.,  THOMAS.  Twenty  Tears  with  the  In- 
dicator ;  being  a  Practical  Te^kt-Book  for  the  Engineer  or  the  Student, 
^ith  no  complex  Formulae.    Illustrated.    8vo,  oloth $2.50 

Steam  Tables  and  Engine  Constants.    Compiled 

from  Eegnault,  Bankine  and  Dixon  directly,  making  use  of  the  exact 
records.     8vo,  cloth |2  00 

PRACTICAL  IRON  FOUNDING.     By  the  author  of 

"Pattern  Making,"  &o.,  &c.  Illusti-ated  with  over  one  hundred 
engravings.     12mo,  Cloth $1-60 

PREECE,  W,  H.,  and  STXTBBS,  A.  T.  Manual  of  Tele- 
phony.   Illustrations  and  plates .     12mo,  cloth $^^ 
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PBJBSCOTT,  Prof.  A.  B.     Organic  Analysis.    A  Manual 

of  the  Descriptive  and  Analytical  Chemistry  of  certain  Carbon  Com- 
ponnds  in  Common  Use ;  a  Guide  in  the  Qualitative  and  Quantitative 
Analysis  of  Organic  Materials  in  Commercial  and  Pharmaceutical 
Assays,  in  the  estimation  of  Impurities  under  Authorized  Standards, 
and  in  Forensic  Examinations  for  Poisons,  with  Directions  for  Ele- 
mentary Organic  Analysis.     Third  edition.     8vo,  cloth S5.00 

Outlines   of  Proximate  Organic  Analysis,  for  the 

Identification,  Separation,  and  Quantitative  Determination  of  the 
more  commonly  occurring  Organic  Compounds.  4th  ed.  12mo,  cL  $1.75 

First   Book  in   Qualitative    Chemistry.      Eighth 


edition.     12mo,  cloth $1.50 

and  OTIS  COE  JOHNSON.     Qualitative  Chemical 

Analysis.  A  Guide  in  the  Practical  Study  of  Chemistry  and  in  the 
^ork  of  Analysis,  Fourth  fully  revised  edition.  With  Descriptive 
Chemistry  extended  throughout 93.50 

PBITCHABD,  O.   G.     The   Manufacture   of  Electric 

Light  Carbons.     Illustrated.     8vo,  paper 60 

PULSIFEB,  W.  H.     Notes  for  a  History  of  Lead.  8vo, 

cloth,  gilt  tops $4.00 

PYNCHON,    Prof.    T.  B.     Introduction  to    Chemical 

Physics,  designed  for  the  use  of  Academies,  Colleges,  and  High 
Schools.  Illustrated  with  numerous  en^avings,  and  containing  copious 
experiments  with  directions  for  preparing  them.  New  edition,  revised 
and  enlarged,  and  illustrated  by  269  illustrations  on  wood.  Crown 
8vo,  cloth $8.00 

RAFTER,   GEO.   W.   and  M.   N.    BAKER.      Sewage 

Disposal  in  the  United  States.  Illustrations  and  folding  plates.  Sec- 
ond edition.     8vo.,  Cloth * $6.00 

BAM,  GILBERT  S.    The  Incandescent  Lamp  and  its 

Manufacture.     8vo. ,  cloth $6.00 

EANDALL,  J.  E.  A  Practical  Treatise  on  the  Incan- 
descent Lamp.     B^strated.     16mo,  cloth 60 

—  P.  M.  Quartz  Operator's  Hand-book.  Ne^vir  edition, 

revised  and  enlarged,  fully  illustrateil.     12mo,  cloth $2.00 

EANBINE,  W.  J.  MACaUORN,  C.E.,  LL.D.,  P.  R.  S. 

Applied  Mechanics.  Comprising  the  Principles  of  Statics  and  Cine- 
matics, and  Theory  of  Structures,  Mechanism,  and  Machines.  With 
numerous  diagrams.  Fourteenth  edition.  Thoroughly  revised  by 
W.  J.  Millar.     Crown  8vo,  cloth ^.00 

—  Civil  Engineering.  Comprising  Engineering  Sur- 
veys, Earthwork,  Foundations,  Masonry,  Carpentry,  Metal- Work, 
Boads,  Bail  ways,  Canals,  River  •,  Water- Works,  Harbors,  etc.  With 
numerous  tables  and  illustrations.  Eighteenth  edition.  Thoroughly 
revised  by  W.  J.  Millar.    Crown,  8vo,  cloth ^.50 
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EANKINE,  W.  J.  MACaUORN,  C.E.,  LL.D.,  P.  It.  S. 

Machinery  oad  Mill  work.  Comprising  the  Geometry,  Motions,  Work, 
Strength,  Construction,  and  Objects  of  Machines,  etc.  nioBtrated 
with  nearly  30()  woodcuts.  Sixth  edition.  Thoroughly  revised  by 
W.  J.  Millar.     Crown  8vo,  cloth f;5.00 


-  The  Steam-Engine  and  Other  Prime  Movers.    H^ith 

diagram  of  the  Mechanical  Properties  of  Steam,  folding  plates, 
numerous  tables  and  illustrations.  Thirteenth  edition.  Thoronghlj 
revised  by  W.  J.  Millar.    Crown,  8vo,  cloth ^.00 

XTsefiil  Bules  and  Tables  for  Engineers  and  Others. 


With  appendix,  tables,  tests,  and  formulae  for  the  use  of  Electrical 
Engineers.  Comprising  Submarine  Electric^  Engineering,  Electric 
Lighting,  and  Transmission  of  Power.  By  Andrew  Jamieson,  C.E., 
F.R.S.E.  Seventh  edition.  Thoroughly  revised  by  W.  J.  Millar. 
Crown  8vo,  cloth (r4.00 

A  Mechanical  Text  Book.     By  Prof.  Macquom  Rankine 

and  £.  F.B  amber,  C.  E.  With  numerous  illustrations.  Fourth 
edition.    Crown,  8vo,  cloth $3.50 

BECEENZAUN,  A.     Electric  Traction  on  Bailways 

and  Tramways.    213  Illustrations,     12  mo,  cloth $4.00 

BEED'S    ENGINEEBS'   HAND-BOOK,  to  the  liOcal 

Marine  Board  Examinations  for  Certificates  of  Competency  aa  First 
and  Second  Class  Engineers.  By  W.  H.  Thorn.  With  the  answers 
to  the  Elementary  Questions.  Illustrated  by  297  diagrams  and  36  large 
plates.    15th  edition,  revised  and  enlarged.     8vo,  cloth $4.50 

Key  to  the  Fifteenth  Edition  of  Beed's  Engineers^ 

Hand-book  to  the  Board  of  Trade  Examinations  for  First  and  Second 
Class  Engineers  and  containing  the  working  of  all  the  questions  given 
in  the  examination  papers.     By  W.  H.  Thorn.     8vo.,  cloth 3.00 

BICE,  Prof.  J.  H.,  and  JOHNSON,  Prof.  W.  W.      On  a 

New  Method  of  obtaining  the  Differential  of  Functions,  with  especial 
reference  to  the  Newtonian  Conception  of  Bates  or  Velocities.  i2mo, 
paper .50 

BIPPEB,   WILLIAM.     A  Course  of  Instruction  in 

Machine  Drawing  and  Design  for  Technical  Schools  and  Engineer 
Students.  With  52  plates  and  numerous  explanatory  engravings. 
Folio,  cloth $7.50 

BOEBLING.   J.  A.     Lonfi:  and  Short   Span   Bailway 

Bridges.  Illustrated  with  large  copperplate  engravings  of  plans  and 
views.      Imperial  folio,  cloth f25.00 

BOGEBS,  Prof.  H.  D.     The  Geology  of  Pennsylvania. 

A  Government  Survey,  with  a  General  View  of  the  Gteology  of  the 
United  States,  essays  on  the  Coal  Formation  and  its  Fossils,  and  a 
description  of  the  Coal  Fields  of  North  America  and  Great  Britain. 
Illustrated  with  plates  and  engravings  in  the  text.  3  vols,  4:tOy  doth, 
with  portfolio  of  maps $15.00 
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S.08E,  JOSHXTA^.E.  The  Pattern-Makers' 

Embracing  Lathe  Work,  Branch  Work,  Oore  Work,  Sweep  Work,  and 
Practical  Gear  Oonatructions,  the  Preparation  and  Use  of  Tools, 
together  with  a  large  collection  of  nsefal  and  yalnable  Tables.  Sev- 
enth edition.    Illustrated  with  250  engravings.    Svo,  cloth $2.50 

Key  to  Engriues  and  Engine-Bunning.  A  Practi- 
cal Treatise  upon  the  Management  of  Steam  Engines  and  Boilers  for 
the  Use  of  Those  who  Desire  to  Pass  an  Examination  to  Take  Charge 
of  an  Engine  or  Boiler.  With  nmneroas  illustrations,  and  Instruc- 
tions Upon  Engineers'  Calculations,  Indicators,  Diagrams,  Engine 
Adjustments,  and  other  Valuable  Information  necessary  for  Engineers 
and  Firemen.     12mo,  cloth 83.00 

SABINE,  ROBEBT.     History    and   Progress   of  the 

Electric  Telegraph.  With  descriptions  of  some  of  the  apparatus. 
Second  edition,  with  additions.     12mo,  cloth. $1.25 

SAELTZEB,  ALEX.  Treatise  on  Acoustics  in  connec- 
tion with  Ventilation.    12mo,  cloth $1.00 

SALOMONS,  Sir  DAVID,  M.  A.  Electric-Light  Instal- 
lations. A  Practical  Handbook.  Seventh  edition,  revised  and  en- 
larged with  numerous  illustrations.  Vol.  L,  The  management  of  Ac- 
cumulators.    12mo,  doth $1:50 

Vol.    IL,  Apparatus,  296  illustrations.    12mo.y  doth $2.25 

Vol.  III.,  Applications,  12mo.,  doth $1.50 

SAUNNIEB,  CLAXTDIXTS.     Watchmaker's  Handbook. 

A  Workshop  Companion  for  those  engaged  in  Watchmaking  and 
allied  Mechanical  Arts.  Translated  by  J.  Trippiin  and  E.  Bigg. 
Second  edition,  revised  and  appendix.     12mo,  clotn $3.50 

SCHELLEN.  Dr.  H.  Magneto-Electric  and  Dynamo- 
Electric  Ma<miues :  their  Construction  and  Practical  Appbcation  to 
Electric  Lighting,  and  the  Transmission  of  Power.  Translated  from 
the  third  German  edition  by  N.  S.  Keith  and  Percy  Neymann,  Ph.D. 
With  very  large  additions  and  notes  relating  to  American  Machines,  by 
N.  S.  Keith.    Vol.  1.,  with  353  illustrations.    Second  edition,  $5.00 

SCHUMANN,  F.  A  Manual  of  Heating  and  VentUation 

in  its  Practical  Application,  for  the  use  of  Engineers  and  Architects. 
Embraoiug  a  series  of  Tables  and  Formulte  for  dimensions  of  heating, 
flow  and  return  pipes  for  steam  and  hot- water  boilers,  flues,  etc.  12mo, 
illustrated,  fidl  roan $1.50 

Formulas  and  Tables  for  Architects  and  Engineers 

in  calculating  the  strains  and  capacity  of  structures  in  Iron  and  Wood. 
12mo,  morocco,  tucks $1.50 

SCIENCE  SERIES,  The  Van  Nostrand.  [See  List,  p.  27] 
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SCBIBNEB,  J.  M.  Engineers'  and  Mechanics'  Com- 
panion. Comprising  United  states  Weights  and  Measures.  Mensura- 
tion of  Superlices  and  Solids,  Tables  of  Squares  and  Cubes,  Square 
and  Cube  Boots,  Circumference  and  Areas  of  Circles,  the  Mechanical 
Powers,  Centres  of  Gravity,  Gravitation  of  Bodies,  Pendulums,  Spe- 
cific Gravity  of  Bodies,  Strength,  Weight,  and  Crush  of  Materials, 
Water- Wheels,  Hydrostatics,  Hydraulics,  Statics,  Centres  of  Pezcus- 
sion  and  Gyration,  Friction  Heat,  Tables  of  the  Weight  of  MetaJs, 
Scantling,  etc.,  Steam  and  the  Steam-Engine.  Twentieth  edition, 
revised.     16mo,  full  morocco $1.50 

BEATON,  A.  E.    A  Manual  of  Marine  Engineeringr. 

Comprising  the  Designing,  Construction  and  Working  of  Marine 
Machinery.  With  numerous  tables  and  illustrations  reduced  from 
Working  Drawings.  Twelfth  edition.  Bevised  throughout,  with  an 
additional  chapter  on  Water  Tube  Boilers.     8vo,  cloth $6.00 

and  BOUNTHWAITE,  H.  M.  A  Pocketbook  of  Ma- 
rine Engineering  BuU  s  and  Tables.  For  the  use  of  M  urine  Engineers 
and  Naval  Architects,  Designers,  Draughtsmen,  Superintendents,  and 
all  enc^agedin  the  design  and  construction  of  Marine  Machinery,  Naval 
and  Mercantile.     Pocket  size.    Leather,  with  diagrams $3.00 

SHIELDS,  J.  E.  Notes  on  Engineering  Construction. 

Embracing  Discussions  of  the  Principles  involved,  and  Descriptions 
of  the  Material  employed  in  Tunnelling,  Bridging,  Canal  and  Boad 
Building,  etc.     12mo,  cloth $1.50 

SHBEVE,  S.  H.    A  Treatise  on  the  Strength  of  Bridges 

and  Boofs.  Comprising  the  determination  of  Algebraic  formulas  for 
strains  in  Horizontal,  Inclined  or  Bafter,  Triangular,  Bowstring, 
Lenticular,  and  other  Trusses,  from  fixed  and  moving  loads,  with 
practical  applications,  and  examples,  for  the  use  of  Students  and 
Engineers.  87  woodcut  illustrations.  Fourth  edition.  8vo, 
doth, $3.60 


SHUNK,  W.  F.  The  Field  Engineer.    A  Handy  Book 

of  practice  in  the  Survey,  Location,  and  Truck-work  of  Bailroads,  con- 
taining a  large  collection  of  Bules  and  Tables,  original  and  selected, 
applicable  to  both  the  Standard  and  Narrow  Gauge,  and  prepared 
with  special  reference  to  the  wants  of  the  young  Engineer.  Tenth 
edition.     Bevised  and  Enlarged.    12mo,  morocco,  tucKS $2.50 

SIMMS,  F.  W.  A  Treatise  on  the  Principles  and  Prac- 
tice of  Levelling.  Showing  its  application  to  purposes  of  Bailway 
Engineering,  and  the  Construction  of  Beads,  etc.  Bevised  and  cor- 
rected, with  the  addition  of  Mr.  Laws'  Practical  Examples  for  setting 
out  Bailway  Curves.    Illustrated.    8vo,  cloth, $2.60 

Practical  Tunnelling.  Explaining  in  detail  Set- 
ting-out of  the  Work,  Shaft-smking,  Sub-excavating,  Timbering,  etc, 
with  cost  of  work.     8vo,  cloth 


SCIENTIFIO  PUBLIClATIONS.  21 


SIjATEB,  J.  W.     Sewage  Treatment,  Puriflcatioii,  and 

Utilizatioii.  A  Practical  Manual  for  the  Use  of  Corporations,  Local 
Boards,  Medical  Officers  of  Health,  Inspectors  of  Nuisances,  Chem- 
ists, Manufacturers,  Riparian  Owners,  Engineers,  and  Bate-pajers. 
12mo,  cloth $2.25 

SMITH,  ISAAC  W.,  C.E.     The  Theory  of  Deflections 

and  of  Latitudes  and  Departures.  With  special  applications  to 
Curvilinear  Surveys,  for  Alignments  of  Bailway  Tracks.  Blnstrated. 
16mo,  morocco,  tucks $8.00 

GXTSTAVXTS  W.  Notes  on  Life  Insurance.  The- 
oretical and  Practical.  Third  edition.  Revised  and  Enlarged.  8vo, 
doth 

SNELL,  ALBION  T.     Electric  Motive  Power:     The 

Transmission  and  Distribution  of  Electric  Power  by  Oontinuous  and 
Alternate  Currents.  With  a  Section  on  the  Applications  of  Electricity 
to  Mining  Work.    8vo.,  cloth,  illustrated $4.00 

STAHL,  A.  W.,    and   WOODS,    A.    T.     Elementary 

Mechanism.  A  Text-Book  for  Students  of  Mechanical  Engineering. 
Fourth  edition.     Enlarged.     12mo,  doth $2.00 

STAIiEY,  CADY,  and  PIEBSON,  GEO.  S.  The  Separ- 
ate System  of  Sewerage :  its  Theory  and  Construction.  8vo, 
doth.    With  maps,  plates  and  illustrations.    Second  edition. . .  .$3.00 

STEVENSON,  DAVID,  F.B.S.N.    The  Principles  and 

Practice  of  Canal  and  Biver  Engineering.  Revised  by  his  sons  David 
Alan  Stevenson,  £.  Sc,  F.B.S.E.,  and  Charles  Alexander  Stevenson, 
B.  Sc.,  F.B.S.E.,  Civil  Engineer.  Third  edition,  with  17  plates. 
8vo,  cloth $10.00 

The  Design  and  Construction  of  Harbors.  A  Treat- 
ise on  Maritime  Engineering.  Third  edition,  with  24  plates.  8vo, 
doth $9.00 

STEWART,  B.  W.    A  Text  Book  of  Light.    Adapted 

to  the  Bequirements  of  the  Intermediate  Science  and  Preliminary 
Scientific  Examinations  of  the  University  of  London,  and  also  for 
General  Use.  Numerous  Diagrams  and  Examples.   12mo,  cloth,  $1.00 

A  Text  Book  of  Heat.  Illustrated.  8vo,  cloth... .$1.00 

A  Text-Book  of  Magnetism  and  Electricity.    160 

Blustrations  and  Numerous  Examples.     12mo,  cloth $1.00 

STILES,  AMOS.  Tables  for  Field  Engineers.  Designed 

for  use  in  the  field.  Tables  oontaining  all  the  functions  of  a  one 
degree  curve,  from  which  a  corresponding  one  can  be  found  for  any 
required  degree.  Also,  Tables  of  Natural  Sines  and  Tangents.  12mo, 
morocco,  tucks .$2.00 
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STUiLMAN,  PAUL.    Steam-Engine  Indicator  cuid  the 

ImproTed  Manometer  Steam  and  Yaouum  Qauges ;  tbeir  Utility  and 
Application.    New  edition.      12mo,  flexible  oloth $1.00 

STONE,  General  ROT.    New  Scads  and  Bead  Laws  in 

the  United  States.  200  pages,  with  nnmerons  illustrations.  12mo, 
oloth $1.00 

STONET,  B.  D.    The  Theory  of  Stresses  in  Girders 

and  Similar  Structures.  With  observations  on  the  application  of 
Theorjr  to  Practice,  and  Tables  of  Strength,  and  other  properties  of 
Matenals.  New  revised  edition,  with  numerous  additions  on  Graphic 
Statics,  Pillars,  Steel,  Wind  Pressure,  Oscillating  Stresses,  Working 
Loads,  Riveting,  Strength  and  Tests  of  Materials.  8vo,  777  pages, 
148  illustrations,  and  5  folding  plates $12.50 

8TXTABT,  B     How  to  become  a  SuccessftQ  En^eer. 

Being  Hints  to  Youths  intending  to  adopt  the  Profession.  Sixth  edi- 
tion.   12mo,  boards 50 

C.  B.,  0.  E.  Lives  and  Works  of  Civil  and  Mil- 
itary Engineers  of  America.  With  10  steel-plate  engravings.  8vo, 
doth $5.00 

SWEET,  S.  H.    Special  Beport  on  Coal,  showing  its 

Distribution,  Classification,  and  dosts  delivered  over  different  routes 
to  various  points  in  the  State  of  New  York  and  the  principal  cities  on 
the  Atlantic  C!oast.    Witiimaps.    8vo,  cloth $3.00 

SWINTON,  ALAN  A.  CAMPBELL.    The  Elementary 

Principle  of  Electric  Lighting.    Illustrated.    12mo,  doth 00 

TEMPLETON,  WM.    The  Practical  Mechanic's  Work- 
shop Companion.    Comprising  a  great  variety  of  the  most  usef  u 
rules  and  formula  in  Mechanicid  Science,  with  numerous  tables  of 
practical  data  and  calculated  results  facilitating  mechanical  oi>6rationB. 
Aerified  and  enlarged  by  W.  S.  Button.    12mo,  morocco. $2.00 

THOM,  CHAS.,  and  WILLIS  H.  JONES.    Telegraphic 

Connections:  embracing  Recent  Methods  in  Qnadruplex  Teiegriqphj. 
Oblong,  8vo,  cloth.    20  full  page  plates,  some  colored $1.50 

THOMPSON,  EDWABD  P.  How  to  Ma:ke  Inven- 
tions ;  or,  Inventing  as  a  Science  and  an  Art.  A  Practical  Guide  for 
Inventors.    Second  edition.    8vo,  boards $1.00 

Toothed  Gearing.     A  Practical  Hand-Book  for  Offices 

and  Workshops.  Bj  a  Foreman  PattemmaJLer.  184  XUustrations. 
12mo,  cloth 82.25 

TBE  VEBT,  EDWABD.    How  to  build  Dynamo-Electric 

Machinery,  embracing  Theory  Designing  and  the  construction  of  Dy- 
namos ana  Motors.  With  appendices  on  Field  Magnet  and  Armature 
Winding,  Management  of  Dynamos  and  Motors,  and  Useful  Tables  of 
Wire  (Huges.    Illustrated.    8vo,  doth $2.50 


SCIENTIFIC  PUBLICATIONS. 


23 


\ 


I 


TSEVERT,    EDWABD.     Electricity  and  its  Becent 

Applications.  A  practical  Treatise  for  Students  and  Amateurs,  with 
an  Illustrated  Dictionary  of  Electrical  Terms  and  Phraaes.  Illus- 
trated.    12mo,  cloth $2.00 

TXIOKEB,  Dr.  J.  H.  A  Manual  of  Sugar  Analysis,  in- 
cluding the  Applications  in  (General  of  ^alvtioal  Methods  to  the 
Sugar  Industry.  With  an  Introduction  on  tne  Chemistry  of  Cane 
Sugar,  Dextrose,  Levulose,  and  Milk  Sugar.  8vo,  cloth,  illus- 
trated  $8.50 

TTTMIilBZ,  DB.  O.     Potential  and  its  Application  to 

the  Explanation  of  Electric  Phenomena,  Popularly  Treated.  Trans- 
lated from  the  (German  by  D.  Bobertson.    lU.    12mo,  cloth $1.26 

TUNSTETLy  P.     A.    Treatise  on    RoU-Tuming  for  the 

Manufacture  of  Iron.  Translated  and  adapted  by  John  B.  Pearse,  of 
the  Pennsylvania  Steel  Works,  with  namerotis  engravings,  woodcuts. 
8yo,  cloth,  with  folio  atlas  of  plates $10.00 

TTBQITHABT.  J.  W.  Electric  Light  Fitting.  Embody- 
ing Practical  Motes  on  Installation  Management.  A  Hand-book  for 
Working  Electrical  Engineers — ^with  numerous  illustrations.  12mo, 
doth. $2.00 

Electro-Plating.     A  Practical  Hand  Book  on  the 

Deposition  of  Copper,  Silver,  Nickel,  Gold,  Brass,  Aluminium,  Plat- 
ininum,  etc.    Second  edition.    12mo $2.00 

Electro-Tsrping.     A  Practical  Manual,  forming  a 

New  and  Systematic  Onide  to  the  Reproduction  and  Multiplication  of 
of  Printing  Surfaces,  etc.    12mo $2.00 

Dynamo  Construction :  a  Practical  Hand-Book  for 

the  Use  of  Engineer  Constructors  and  Electricians  in  Charge,  embrac- 
ing Frame  Work  Building,  Field  Magnet  and  Armature  Wmding  and 
Grouping,  Compounding,  etc.,  with  Examples  of  Leading  English, 
American  and  Continental  Dynamos  and  Motors,  with  numerous  illus- 
trations.   12mo,  doth $3.00 

Electric   Ship    Lighting.     A   Hand-Book  on  the 

Practical  Fitting  and  Bnnning  of  Ship's  Electrical  Plant  For  the  Use 
of  Ship  Owners  and  Builders,  Marme  Electricians  and  Sea  Gk>ing 
Engineers  in  Charge.  Numerous  illustrations.  12mo,  cloth $8.()0 

XTNIVEBSAIi  (The)    TELEGRAPH  CIPHER  CODE. 

Arranged  for  General  Correspondenee.    12mo,  cloth $1.00 

VAN  HEXmCE,  Dr.  HENBI.     The  Microscope.  Its 

Construction  and  Management,  including  Technique,  Photo-Micro- 
graphy and  the  Past  and  Future  of  the  Microscope.  English  edition 
re-^ted  and  augmented  by  the  Author  from  the  fourth  French 
edition,  and  translated  by  Wynne  R  Baxter,  F.RM.S.  8  Plates  and 
upwards  of  250  Illustrations.    Imperial  8yo,  cloth $7.00 
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VAN    NOSTBAND'S    Engineering   Magazine.     Oonxx- 

plete  sets,  1869  to  1 886  inclusive 

Complete  sets,  in  35  vols.,  in  oloth $60.00 

Complete  sets,  in  35  vols.,  in  half  morocco $100.00 

VAN  WAGENEN,  T.  F.  Manual  of  HvdrauUc  Mininsr- 

For  the  Use  of  the  Practical  Miner.    18mo,  cloth SI-  00 

WALKER,  W.  H.    Screw  Propulsion.    Notes  on  Serein 

Propulsion,  its  Rise  and  History.    8vo,  cloth .  75       ' 

SYDNEY    F.      Electrical    Engineering    in   Ovlt     j 

Homes  and  Workshops.    A  Practical  Treatise  on  Auxiliary  Eleotrioal       | 
Apparatus.     Third  edition  revised,  with  numerous  illustnJdons.  .(2.00       • 

WANEL YN,  J.  A.  A  Practical  Treatise  on  the  Exam- 
ination of  Milk  and  its  Derivatives,  Cream,  Butter,  and  Cheese. 
12mo,  cloth $1.00 

Water  Analysis.    A  Practical  Treatise  on  the  Sz-     ! 

amination  of  Potable  Water.    Ninth  edition.     12mo,  cloth $2.00      J 

WABD,  J.  H.    Steam  for  the  Million.  A  Popular  Treat- 
ise on  Steam,  and  its  application  to  the  Useful  Arts,  especially  to      I 
Navigation.    8vo,  cloth $1.00 

WABING,  GEO.  E.,  Jr.    Sewerage  and  Land  Drainage. 

Large  Quarto  Volume.    Illustrated  wim  wood-cuts  in  the  text,  and      [ 
full-page  and  folding  plates.    Cloth.     Third  edition $6.00      | 

Modem  Methods  of  Sewage  Disposal  for  Towns,     , 

Public  Institutions    and  Isolated  Houses.    260  pages.    niuBtrated      | 
cloth $2.00      ; 

How  to  Drain  a  House.       Practical  Information    for 

Householders.     New  and  enlarged  edition.     12mo,  cloth $lJ25 

WA.Tr.  ALEXANDER.    Electro-Deposition.     A  Prac-     I 

tical  Treatise  on  the  Electrolysis  of  Gold,  BUver,  Copper,  Nickel,  and 
other  Metals,  with  Descriptions  of  Voltaic  Batteries,  Magneto  and 
Dynamo-Electric  Machines,  Thermopiles,  and  of  the  Materials  and 
Processes  used  in  every  Department  of  the  Art,  and  several  chapters 
on  Electro-Metallurgy.  With  numerous  illustrations.  Third  edition,  | 
revised  and  corrected.     Crown  8vo,  568  pages 93.50     ' 

-  Electro-Metallurgy   Practically    Treated.      Tenth 

edition,  considerably  enlarged.     12mo,  cloth $1.00     l 

WEALE,  JOHN.     A  Dictionary   of  Terms  Used   in    i 

Architecture,  Building,  Engineering,  Mining,  Metallurgy,  Archaelo^,     | 
the  Fine  Arts,  etc. ,  with  explanatory  observab'ons  connected  with 
applied  Science  and  Art.     Fifth  edition,  revised  and  corrected.     12mo,      | 
cloth : $2.50 

Weale's  Rudimentary  Scientific  Series,  [see  list,  p.  30.] 
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'WISBB,  HERBERT  LAWS.     A  Practical   Guide  to 

the  Testing  of  Insulated  Wires  and  Cables.  Blustrated.  12ino, 
doth $1. 00 

The  Telephone  Hand  Book.      128  illustrations.     146 

pages.    16mo.,   oloth $1.00 

IXTEEKES,  R.  W.    The   Design  of  Alternate  Current 

Transformers.    Blustrated.     12mo,  cloth $1.00 

^VTEISBACH,    JXTIilTTS.     A    Manual    of    Theoretical 

Mechanics.  Eighth  American  edition.  Translated  from  the  fourth 
augmented  and  improved  Oerman  edition,  with  an  Introduction  to 
the  Calculus   by  McMej  B.   Coze,  A.M.,  Mining  Engineer.     1,100 

pages,  and  902  woodcut  illustrations.    Svo,  cloth $10.00 

Sheep $11.00 

WEYMOUTH,  F.  MARTEN.      Drum  Armatures  and 

Commutators.  (Theory  and  Practice.)  A  complete  Treatise  on  the 
Theory  and  Construction  of  Drum  Winding,  and  of  conmiutators  for 
olosed-coil  annatures,  together  with  a  full  resume  of  some  of  the  prin- 
cipal points  involyed  in  their  desi^,  and  an  exposition  of  armature 
re-aotions  and  sparking.     8yo,  cloth $3.00 

W^ETRATTCH.  J.  J.       Streng^th  and  Calculations   of 

Dimensions  of  Iron  and  Steel  Construction,  with  reference  to  the 
Latest  Experiments.     12mo,  cloth,  plates $1.00 

WHIPPLE,   S.,  C.E.     An  Elementary  and  Practical 

Treatise  on  Bridge  Building.     Svo,  cloth $4.00 

WIIiKIXSON',  H.  D.  Submarine  Cable-Laying,  Re- 
pairing and  Testing (In  press) 

WILLIAMSON,  R.  S.    On  the  Use  of  the  Barometer  on 

Surras  and  Beconnoissances.  Part  I.  Meteorology  in  its  Connection 
with  Hypsometry.  Part  IL  Barometric  Hypsometry.  With  Blus- 
tratiye  tables  and  engravings.    4to,  doth. $15.00 

WILLIAMSON,  R.  S.  Practical  Tables  in  Meteor- 
ology and  Hypsometry,  in  connection  with  the  use  of  the  Barometer. 
4to,  cloth $2.50 

WILSON,  QEO.  Inorganic  Chemistry,  with  New  No- 
tation. Beyised  and  enlarged  by  H.  G.  Madan.  New  edition.  12 mo, 
cloth $2.00 

WOODBURY,  D.  V.   Treatise  on  the  Various  Elements 

of  stability  in  the  Well-Proportioned  Arch.    8yo,  half  morocco.. $4 00 

WRIGHT,  T.  W.  Prof.    A  Treatise  on  the  Adjustment  of 

Observations.  With  applications  to  Geodetic  Work,  and  other  Meas- 
ures of  Precision.     Svo,  doth $4.00 

A  Text  Book  of  Mechanics  for  Colleges  and  Techni- 
cal Schools.     Second  edition.     12mo,  cloth $2.50 
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WTATT,    JAMES.       The    Phosphates    of  America. 

Where  and  How  They  Occur ;  How  They  are  Mined  ;  and  What  They 
Cost.  With  Pmctioal  Treatises  on  the  Manofaotnre  of  Salphario 
Acid,  Aoid  Phosphates,  Phosphoric  Add  and  Concentrated  baper- 

?hoephates  and  Selected  Methods  of  Chemical  Analysis.    20  Fall 
*age  Plates  and  numerous  Illustrations.    8vo,  doth .(4.00 

W  YNKOOP,    BICHABD.      Vessels  and  Voyages,    as 

Begulated  by  Federal  Statutes  and  Treasury  Instructions  and  Decis- 
ions.   8vo,  cloth $2.00 


Catalogue  of  the  Van  Nostrand 

Science  Series. 


^TTHEY  are  put  up  in  a  uniform^  neat^  and  attractive  farm,    i8m^ 
-^     boards.     Price  ^o  cents  per  volume.     The  subjects  are  of  an 

entinently  scientific  character^  and  embrace  a  wide  range  of  topics^  and 

are  amply  illustrated  when  the  subject  demands. 

No.  I.     CHIMNEYS  FOR  FURNACES  AND  STEAM-BOILERS. 

By  R.  Armstrong,  C.E.  Third  American  edition,  revised  and  partly 
rewritten,  with  an  appendix  on  Theory  of  Chimney  Draught,  by  F.  E. 
Idell,  M.E. 

No.  a.  STEAM-BOILER  EXPLOSIONS.  By  Zcrah  Colburn.  New 
edition,  revised  by  Prof.  R.  H.  Thurston. 

No.  3.     PRACTICAL    DESIGNING    OF    RETAINING- WALLS. 

By  Arthur  Jacob,  A.B,  Second  edition,  revised,  with  additions  by  Prof. 
W.  Cain. 

No.  4.     PROPORTIONS  OF  PINS  USED  IN  BRIDGES.    Second 
edition,  with  appendix.     By  Charles  £.  Bender,  C.E. 

No.  5.  VENTILATION  OP  BUILDINGS.  By  W.  K.  Butler.  Second 
edition,  re-edited  and  enlarged  by  James  L.  Greenleaf,  C.E 

No.  6.    ON     THE     DESIGNING    AND     CONSTRUCTION     OF 

STORAGE  RESERVOIRS.  By  Arthur  Jacob,  A.B.  Second  edition, 
revised,  with  additions  by  £.  Sherman  Gould. 

No.  7.     SURCHARGED    AND    DIFFERENT    FORMS    OF    RE- 

TAINING-WALLS.    By  James  S.  Tate,  C.E. 

No.  8.  A  TREATISE  ON  THE  COMPOUND  ENGINE.  By  John 
Turnbull,  jun.     Second  edition,  revised  by  Prof.  S.  W.  Robinson. 

No.  9.  A  TREATISE  ON  FUEL.  By  Arthur  V.  Abbott,  C.  R 
Founded  on  the  orii^inal  treatise  of  C.  William  Siemens,  D.C.L. 

No.  10.  COMPOUND  ENGINES.  Translated  from  the  French  of  A. 
Mallet.  Second  edition,  revised,  with  Results  of  American  Practice,  by 
Richard  H.  Buel,  C.E. 

No.  II.    THEORY  OF  ARCHES.    By  Prof.  W.  Allan. 

No.  la.    A    THEORY    OF    VOUSSOIR    ARCHES.    By  Prof.  W.  BL 

Cain.     Second  ediiion,  revised  and  enlarged.     Illustrated. 

No.  13.  GASES  MET  WITH  IN  COAL-MINES.  By  J.  J.  Atkinson. 
Third  edition,  levised  and  enlarged  by  Edward  H  Williams,  jun. 
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No.  14.     FRICTION  OF  AIR  IN  MINES.    By  J.  J.  Atkinson. 
No.  15.    SKEW  ARCHES.    By  Prof.  E.  W.  Hyde.  C.E.    lUustratecl. 

No.  z6.    A    GRAPHIC     METHOD     FOR    SOLVING     CERTAIN 

ALGEBRAIC   EQUATIONS.    By  Prof.  George  L.  Vose. 

No.  17.    WATER  AND  WATER-SUPPLY.     By  Prof.  W.  H.  Corfield 

of  the  University  College,  London. 

No.  z8.     SEWERAGE    AND    SEWAGE   UTILIZATION.     By  Prof. 

W.  H.  Corfield,  M.A.,  of  the  University  College,  London. 

No.  19.  STRENGTH  OF  BEAMS  UNDER  TRANSVBRSB 

LOADS.    By  Prof.  W.  Allan,  author  of  "  Theory  of  Arches.** 

No.  flo.    BRIDGE    AND    TUNNEL    CENTRES.      By  John   B.    Mo- 
Master,  C.E. 

No.  az.    SAFETY  VALVES.    By  Richard  H.  Buel,  C.E.  Second  editiocu 

No.  aa.    HIGH   MASONRY   DAMS.     By  John  B.  McMaster,  C.E. 

No.  as.  THE  FATIGUE  OF  METALS  UNDER  RKPBATKD 
STRAINS.  With  Various  Tables  of  Results  and  Experimecite.  From 
the  German  of  Prof.  Ludwig  Spangenburgh,  with  a  Preface  by  S.  U. 
Shreve,  A.M. 

No.a4.  A  PRACTICAL  TREATISE  ON  THE  TEETH  OF 

WHEELS.    By  Prof.  S.  W.  Robinson.    Second  edition,  revised. 

No.  as.  ON  THE  THEORY  AND  CALCULATION  OF  CON- 
TINUOUS  BRIDGES.    By  Mansfield  Merriman,  Ph.D. 

No.  a6.     PRACTICAL    TREATISE  ON   THE   PROPERTIES  Or 

CONTINUOUS   BRIDGES.    By  Charles  Bender.  C.E. 

No.  ay.    ON     BOILER    INCRUSTATION      AND    CORROSION 

By  F.  J.  Rowan.     New  edition,  revised  and  partly  rewritten  by  F.  E. 
Idell,  M.  £. 
No.  a8.     TRANSMISSION      OF     POWER     BY    WIRE     ROPES 

By  Albert  W.  Stahl,  U.S.N.    Second  edition. 

No.  ag.     STEAM       INJECTORS.      Translated    from    the     French    dL 
M.  Leon  Pochet 

No.  30.    TERRESTRIAL   MAGNETISM,   AND   THE    MAGNET*' 
ISM  OF  IRON   VESSELS.     By  Prof.  Fairman  Rogers. 

JT0.31.      THE      SANITARY      CONDITION     OF      DWELLING- 
HOUSES   IN  TOWN  AND  COUNTRY.    By  George  E.  Waring,  jua 
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